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PREFACE. 


This  little  treatise  on  methods  of  testing  engines  and  boilers 
is  an  attempt  to  meet  what  has  seemed  to  the  Author  a  long- 
existing  want.     Hitherto,  every  engineer  doing  work  of  this 
kind  has  been  compelled  to  do  that  work  without  a  standard  of 
reference,  and  the  results  of  trials  of  engines  and  of  boilers 
which  have  found  their  way  into  the  record  have  been  presented 
in  such  various  ways  as  to  be  difficult  of  comparison,  and  such 
as  to  ofifer  to  the  engineer  desiring  to  do  his  work  in  an  accepta- 
ble and  permanently  useful  manner  no  generally  accepted  cri- 
terion.    But  the  work  of  a  committee  of  the  American  Society 
of  Mechanical  Engineers,  of  the  German  engineers,  and  of  one 
or  two  individual  and  recognized  authorities  among  experts,  at 
later  dates,  has  led  to  such  a  general  concurrence  among  mem- 
bers of  the  profession  that  it  is  now  possible  to  at  least  provi- 
sionally offer  a  system  of  testing  both  engines  and  steam-gener- 
ators that  may  be  accepted  as  satisfactory. 

That  this  system  will  be  steadily  and  constantly  improved 
cannot  be  doubted,  and  the  methods  in  vogue  among  the  best 
practitioners  to-day  will  not  be  precisely  those  m  use  among  such 
experts  a  year  hence  ;    but  the  processes  now  adopted   most 
c^enerally  will  probably  only  be  modified  in  detail,  and  the  im- 
provements  will   now   mainly  consist,    it  may    be  safely  pre- 
sumed,   in   the   application    of   the    most   recent   and   accurate 
methods  of  precise    measurement,   as    customarily   applied   in 
laboratories,  to  the  determination  of  the  quantities  sought  in 
such  trials.     The  main  outline  of  the  scheme  of  trials   to-day 
will  be  the  substantial  representative  of  similar  operations  later. 
A  time  has  thus  arrived  when  it  is  possible  to  put  in  permanent 
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form,  and  lo  publish  for  general  use,  the  schemes  of  trials  which 
have  just  taken  definite  shape.  This  is  what  the  Author  has 
attempted  to  do  in  this  treatise. 

It  is  proposed  to  present  here  those  methods  of  trial  of  heat- 
engines  which  have  become  standard  ;  to  exhibit  the  processes 
of  their  application  ;  to  describe  the  best  forms  of  apparatus  used 
to  date  in  conducting  them  and  in  securing  the  data  sought  ;  to 
illustrate  their  use  and  their  various  capabilities  ;  and,  finally, 
to  present  examples  of  the  reports  made  by  distinguished 
engineers  on  important  work  of  this  character,  and  thus  to  give 
good  exemplars  of  their  form,  and  of  the  data  and  results 
deduced  from  them  in  the  case  of  the  better  classes  of  machin- 
ery and  apparatus.  It  is  intended  that  the  apparatus  in  com- 
mon use  shall  be  described,  as  well  as  the  method  of  its  appli- 
cation to  its  purposes;  its  capabilities  in  the  direct  or  indirect 
procurement  of  data  ;  the  processes  of  computation  of  the  latter  ; 
the  method  of  arrangement  and  tabulation  of  results  ;  and  the 
final  compilation  and  report  on  the  essential  quantities  which 
are  required  to  give  basis  for  the  determination  of  the  economy 
and  efficiency,  physical  or  commercial,  of  the  machinery  em- 
ployed for  the  development  of  power. 

The  system  of  boiler-trial  described  is  that  proposed  by  the 
committee  above  referred  to,  and  which  has  since  become  con- 
ventionally standard  throughout  the  United  States,  and  largely 
abroad.  It  is  more  complete  and  more  satisfactory,  in  ihe  opin- 
ion of  the  Author,  than  any  other  yet  published,  and  seems  to 
have  been  found  sufficient  to  meet  every  ordinary  requirement. 
The  special  precautions  advised  by  the  several  experts  on  the 
committee  are  also  quoted,  and  the  forms  of  blanks  and  records 
found  best  adapted  for  use  in  such  work  are  given.  Some  con- 
sideration is  given  to  the  methods  of  determining  the  character 
and  value  of  the  steam  supplied  by  the  boiler;  and  the  forms 
of  calorimeter  generally  used  are  described.  It  was  shown  by 
the  results  of  a  trial  made  by  the  Author  for  a  committee  of  the 
American  Institute,  in  1871,  that  the  best  boilers,  worked  under 
ordinarily  satisfactory  conditions,  give  practically  dry  steam  ; 
but  the  necessity  is  none  the  less  imperative  to  make  certain,  at 
every  important  trial,  that  this  is  the  case  with  the  boilers  under 
lest.     A  trial  made  without  such  determination  of  the  quality 
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o(  the  steam  would,  to-day,  be  regarded  by  the  most  expert 
among  the  profession  as  comparatively  valueless. 

The  text  adhered  to  in  this  account  of  the  standard  boUer- 
trial  is  that  of  the  committee,  as  published  in  the  transactions 
of  the  society.  References  are  given  in  all  cases  in  which  ihc 
Eubjcct  is  such  as  would  justify  the  reader  in  looking  up  origi- 
nal sources  of  information. 

The  chapter  on  the  indicator  is  a  brief  and  simple  account 
of  that  wonderful  instrument  and  its  capabilities,  as  well  as  a 
description  of  the  usual  and  best  ways  of  handling  it.  No 
ittempt  has  been  made  to  elaborate  to  any  great  extent  the 
study  of  the  diagram;  but  tlie  better  forms  of  diagram,  and 
those  which  are  most  likely  to  be  met  with  in  the  best,  as  well 
as  those  taken  from  some  defective,  engines,  are  illustrated.  For 
further  information  upon  this  exhaustless  subject,  the  reader 
Will  consult  the  special  treatises  on  the  steam-engine  indicator, 
of  which  a  number  exist,  each,  from  that  of  Porter,  the  first 
workmanlike  presentation  of  the  subject,  up  to  the  latest  ex- 
tensive work  published,  having  its  own  special  field  and  its 
own  peculiar  characteristics.  All  give  information  of  real  value. 
It  has  been  endeavored  to  give  some  idea  of  the  shape  and  of  the 
signification  of  the  more  usual  and  familiar  forms  of  "  card,"' 
and  to  show  just  how  ihey  bear  upon  the  adjustment,  the  pro- 
portions, and  the  working  of  the  engine  ;  while  singular  and  rare 
forms,  which,  however,  so  greatly  interest  every  engineer,  are 
generally  left  to  be  described  by  the  writers  of  the  special  trea- 
tises on  the  indicator.  In  this  respect,  the  published  writings  of 
several  specialists  of  great  experience  and  ability  in  the  hand- 
ling of  the  instrument  will  be  found  peculiarly  rich. 

In  the  chapter  on  the  measurement  and  compulations  of  the 
indicator  diagram  will  be  found  a  description  of  the  methods 
usually  considered  best  and  most  exact,  and  of  the  processes 
leading  lo  the  more  important  of  the  results  attainable  by  the 
use  of  the  instrument.  These  are  mainly  well  known  and  stand- 
ard among  the  best  practitioners  ;  but  a  few  are  of  recent  appli- 
cation and  comparatively  unknown,  and  are  here  for  the  first 
time  introduced  into  a  treatise  of  this  kind.  Such  are  the  appli- 
cations of  the  chronograph,  applied,  probably  for  the  first  lime, 
in  the  manner  exhibited  in  the  frontispiece,  by  Professor  W.  A, 


Anlhony,  and  used  for  various  purposes  by  a  few  engineers 
when  seeking  to  obtain  precise  measurements  of  minute  and 
rapid  variations  of  engine-speed.  The  use  of  the  timing-fork, 
employed  for  some  years  past  in  the  work  of  the  Author,  is 
another  novel  and  hitherto  undescribed  method  of  securing 
a  record  of  the  variations  of  velocity  of  parts  of  the  engine,  and 
one  which  promises  to  be  of  great  value  in  investigations  of  the 
character  described  in  illustration  of  its  use  in  this  chapter. 

The  application  of  the  Prony  or  dynamometric  brake  is  stiU 
another  no  less  important  and  rarely  described  process  of 
securing  what  are  now  universally  recognized  as  essential  meas- 
urements in  the  determination  of  the  real  efficiency  of  the  engine. 
The  several  best-known  modern  forms  of  brake  are  here  de- 
scribed, and  their  theory  and  the  mode  of  their  application  are 
given  in  sufficient  detail,  it  is  hoped,  to  enable  any  one  to  prop- 
erly apply  them.  The  transmitting  dynamometer  is  also  often 
now  used  and  finds  its  place  in  the  text. 

Standard  methods  of  engine-trial  are  as  essential  to  the 
satisfactory  work  of  the  engineer  as  are  standard  boiler-trials. 
There  exists  no  such  precisely  formulated  standard  for  engine- 
as  for  boiler-trials:  but  the  text  includes  descriptions  of  such 
methods  as  are,  in  the  opinion  of  the  best  authorities,  likely  to 
give,  on  the  whole,  most  satisfactory,  complete,  and  exact  re- 
sults. The  schemes  of  competitive  trials  as  customarily  con- 
ducted are  presented,  and  examples  of  special  methods  and  re- 

The  work  is  completed  by  the  introduction  of  a  series  of 
valuable  reports  written  by  a  number  of  the  ablest  members  of 
the  profession  as  exemplars  and  models  of  most  admirable 
summaries  of  data,  and  of  conclusions  derived  from  their  sturiv 
and  from  the  computations  made  therefrom.  One  example  of 
each  of  the  most  important  classes  of  engine  is  studied  in  this 
manner;  and  the  series  should  enable  any  engineer  unfamiliar 
with  such  work  by  earlier  experience  to  secure  results  thoroughly 
satisfactory  to  himself  and  to  his  clients.  All  essential  con- 
stants and  tables  are  given  in  the  Appendix,  and  should  oihers. 
be  desired  in  special  cases,  they  can  be  readily  found—usually 
in  the  table-books  which  cover  the  desk  of  every  engineer  and 
every  student  of  engineering. 


PREFACE.  Vl> 

The  Author  has  sought  to  compile  a  concise,  accurate,  and 
satisfactorily  complete  account  of  the  apparatus  and  methods 
of  the  time,  as  familiar  to  the  most  experienced  and  accurate 
specialists.     But  even  as  the  book  is  going  through  the  press, 
new  methods  are  being  devised  and  old  ones  improved  ;  while 
new  instruments  are  being  invented  and  the  familiar  apparatus 
of  physical  measurements  are  being  applied  to  new  purposes. 
Only  the  careful  watch   of  current  periodical   literature   will 
enable  the  engineer,  young  or  old,  to  keep  fully  up  with  the 
progress  of  the  age ;  it  is  nevertheless  hoped  that  this  compi- 
lation may  prove  of  service  to  many,  both  young  and  old,  and 
may  be  found  to  include  enough  of  the  most  modern  and  the 
best  practice  to  enable  its  reader  to  attain,  in  his  own  work„ 
satisfactory  results  both  as  to  accuracy  and  completeness. 
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CHAPTER   I. 
REASONS  AND  PURPOSES. 

I.  The  Purpose  of  Test-trials  of  engines  and  boilers, 
is,  commonly,  the  verification  of  the  claims  of  the  builder  to 
complete  fulfilment  of  his  contract,  and  more  especially  as  to 
the  power  and  economical  working  of  his  apparatus.  When- 
ever a  motor,  whether  an  air,  a  gas,  or  a  steam  or  other  vapor 
engine,  is  constructed  for  a  proposing  purchaser  and  user,  the 
builder  is  expected  to  bind  himself  by  a  carefully  drawn  con- 
tract to  supply  apparatus  capable  of  developing  a  stated 
amount  of  power  and  with  a  specified  consumption  of  fuel,  and, 
sometimes,  of  other  supplies.  A  test-trial  is  demanded,  when 
the  machine  is  set  up  and  in  normal  operation,  to  ascertain 
whether  such  contract  and  its  specifications  have  been  com- 
pletely fulfilled. 

In  other  cases,  a  trial  is  made  to  satisfy  the  proprietor  that 
his  machinery  is  doing  good  work ;  in  still  other  instances,  he 
desires  to  ascertain  whether  variations  of  the  usual  methods  of 
operation  and  rules  of  management  may  be  expected  to  give 
improved  results  ;  sometimes,  he  desires  to  test  the  skill  of  his 
men,  or  the  character  of  the  fuel  employed.  In  all  cases,  what- 
ever the  main  purpose  of  the  operation,  certain  data  are  sought 
to  be  obtained  as  a  basis  for  computation  of  the  results  needed, 
cither  to  give  a  measure  of  the  power  and  efficiency  of  the 
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machinery,  or  a  means  of  compariHon  with  other  apparatus  of 
similar  character  and  known  excellence. 

A  complete  trial  of  engine  and  boiler  involves  the  determi- 
nation of  the  quantity  of  energy  stored  in  potential  form  in 
the  fuel :  the  amount  liberated  by  combustion  in  available 
form  :  the  proportion  and  the  quantity  taken  up  by  the  boiler ; 
the  amount  stored  in  the  steam,  and  in  any  water  taken  up  by 
it,  and  transferred  to  the  engine;  and  the  distribution  at  the 
engine  into  useful  and  lost  work,  and  wasted  heat.  The 
methods  of  computation  of  these  quantities  will  be  given 
presently. 

The  purposes  and  methods  of  such  trials  are  thus  the  exact 
and  unquestionable  determination  of  one  or  several  of  the 
efficiencies  of  the  engine — or  the  boiler — and  these  methods 
are  usually  intended  to  be  such  as  will  give  scientifically  accu- 
rate measures  of  the  heat,  the  steam,  the  feed-water,  and  the 
energy  supplied  to  the  system  :  the  heal,  steam,  and  energy 
reaching  the  engine;  the  power  developed;  the  distribution, 
usefully  and  wastefully,  of  heat,  energy,  or  power,  or  of  all ;  the 
power  and  the  thermodynamic  and  the  actual  efficiency  of  the 
engine  considered  as  a  heat-engine  ;  and  also  the  efficiency  of 
the  engine  considered  as  a  train  of  mechanism,  i.e.  as  a 
machine.  It  is  not  always  essential  that  all  these  determina- 
tions shall  be  made,  or  that  such  as  are  made  shall  be  rigidly 
exact.  Trials  are  often  made  which  give  partial  results,  and  by 
methods  which  are  only  approximate  and  sometimes  but 
roughly  approximate,  if  judged  from  the  standpoint  of  experi- 
mental science.  As  in  all  engineering  work,  the  ultimate  gauge 
of  expediency,  as  judged  from  a  financial  standpoint  and  with 
an  eye  to  a  final  summation  of  results,  determines  the  extent 
to  which  the  engineer  is  justified  in  giving  his  lime  and  incurring 
expense  in  making  steam-engine  and  boiler  trials.  On  exten- 
sive contracts  and  important  and  costly  work,  all  the  resources 
of  physical  science  and  engineering  practice  are  applied ;  in 
minor  matters,  but  little  expense  or  labor  is  deemed  justifiable. 

z.  Specifications  of  Performance,  and,  often,  a  guarantee, 
with  forfeiture  in  case  of  non-fulfilment,  should  form  a  part  of 
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the  contract ;  and  those  assurances  of  efficiency  should  be  so 
exact  and  definite  that  no  question  can  arise  as  to  their  mean- 
ing and  fair  interpretation,  when  the  time  arrives  for  their  veri- 
fication. The  customary  forms  of  such  specifications  are  now 
fairly  well  settled,  and  the  usual  methods  of  comparison  and 
verification  will  be  exhibited  and  exemplified.  When  no  such 
specification  exists,  it  is  assumed  that  the  maker  is  bound  to  do 
reasonably  good  work  and  to  assure  to  the  buyers  reasonably 
good  economical  performance.  Obvious  and  unquestionable 
delinquency,  as  shown  by  test-trial,  relieves  the  buyer  of  every 
responsibility  not  specifically  and  unqualifiedly  assumed,  and! 
throws  it  upon  the  constructor  and  vendor. 

Engine  Duty  is  commonly  the  technical  measure  of  the  effi- 
ciency of  the  engine  as  determined  by  the  cost  of  the  work 
done  in  fuel  consumed.  The  "  horse-power,"  taken  in  British 
measure  as  33,000  foot-pounds  per  minute  or  1,980,000  per 
hour,  demands  the  transformation  of  the  equivalent  amount  of 
heat  into  work  each  minute  or  hour ;  which  quantity  should  be 
supplied  by  one-fourth  of  a  pound  of  good  fuel,  or  less  than  2\ 
pounds  of  steam,  as  worked  in  the  perfect,  ideal  engine  having 
an  efficiency,  unity.  The  actual  consumption  of  energy  derived 
from  the  boiler,  as  will  be  seen  later,  is  rarely  less  than  ei^^ht 
or  ten  times  these  amounts. 

Pumping-engines  are  commonly  rated  by  the  work  done  by 
the  consumption  of  a  specified  weight  of  fuel,  as  one  hundred 
pounds.  A  duty  of  100,000,000  foot  pounds,  on  this  basis^ 
would  correspond  to  a  consumption  of  1.98  pounds  of  fuel  per 
horse-power  per  hour.  Mr.  Sherman,  assuming  90  per  cent,  as 
the  efficiency  of  machine,  including  pumps  as  well  as  engine,, 
obtains  the  figures  in  the  following  table  (page  4).* 

Mr.  Emery  has  compared  steam-engines  of  various  kinds  on 
the  assumption  that  the  boiler  is  capable  of  absorbing  io,C)oa 
heat-units  per  pound  of  coal  consumed.  This  corresponds  to 
an  evaporation  of  8.99  pounds  of  water  at  80  pounds ;  9.03 
pounds  at  60  pounds ;  or,  9.08  pounds  at  40  pounds  gauge- 


♦  Trans.  Am.  Water-works  Assoc,  1885. 
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DUTY  OF   PUH PING-ENGINES. 
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pressure  from  a  temperature  of  too"  F.  in  each  case.  Ten  thou- 
sand heat-units  per  pound  of  coal  is  equivalent  to  one  miUion 
heat-units  per  100  pounds  of  coal,  and  as  the  duty  of  pumping- 
engines  is  conventionally  expressed  in  millions  of  foot-pounds 
per  100  pounds  of  coal,  it  follows  on  ihe  basis  presented  that 
/Ac  number  0/  foot-pounds  per  hcal-umt  rtprcsiiits  also  tin  num- 
ber of  miUions  of  foot-pounds  duly  per  \co  pounds  of  coal.*  The 
performance  of  all  kinds  of  steam-engines  may  be  readily  com- 
pared on  this  basis.  Ten  thousand  heat-units  per  pound  of 
■coal  represent  an  efficiency  of  only  (10,000  x  lOO-^  14.500=) 
■6g  per  cent,  of  the  calorific  value  of  pure  carbon  and  of  the  best 
anthracite:  so  that  ordinarily  more  than  (100  —  69  =)  31  per 
cent,  of  the  heat  in  the  fuel  is  carried  up  the  chimney.  The 
mechanical  equivalent  of  one  heat-unit  is  772  foot-pounds, 
which,  on  the  basis  above,  correspond  to  a  duty  of  772  millions 
■of  foot-pounds  per  100  pounds  of  coal.     The  most  economical 

■Centennial  Report;  Group  XX;  1876. 
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steam-engines  have  been  claimed  to  give  as  a  maximum  only 
about  130  millions,  on  the  same  basis,  equivalent  to  an  ultimate 
efficiency  of  (130  x  100-^  772  =)  16.84  per  cent,  of  the  heat  in 
the  steam,  and  but  (16.84  x  .69  =)  1 1 .62  per  cent,  of  the  calorific 
value  of  the  fuel.     If 

D  =s  duty  in  foot-pounds  per  ic»  pounds  of  coal, 
/^=  the  height  of  lift  per  gauge, 

T  =  the  initial  and  /  the  final  temperatures,  respectively, 
then 

_         1 000000 


7'—/  +  . 0013//" 


The  standard  taken  by  British  engineers  in  measuring  duty 
is  usually  the  number  of  pounds  raised  one  foot  either  by  94 
pounds  of  coal,  or  by  one  **  hundred-weight"  (i  12  pounds).  On 
this  basis,  the  duty  is  computed  from  the  ascertained  weight  of 
fuel  per  I.  H.  P.  per  hour,  thus : 

D  =  duty  in  millions ; 

« 

J^  =  weight  of  fuel  per  I.  H.  P.  per  hour; 
D  =  — ^ — ,  where  the  unit  is  94  lbs. ; 

^      221.76      , 
I?  =  — F — y  where  m  cwts. 

3.  The  Various  Objects,  in  Detail,  sought  in  test-trials 
are  determined  in  part  by  the  specific  purpose  of  the  trial ;  but, 
in  nearly  every  case,  they  require  the  measurement  of  power 
obtained  and  of  cost  of  obtaining  it,  expressed  either  in  money 
or  in  fuel  consumed  ;  and  this  means  the  exact  weighing  of 
fuel,  the  measurement  of  water  used,  the  determination  of  the 
quality  of  the  fuel  and  of  the  steam  made,  and  its  quantity,  and 
the  distribution  of  the  stored  energy,  by  the  engine,  in  useful  and 
in  wasteful  directions.  Every  quantity  must  be  exactly  meas- 
ured which  has  importance  in  relation  to  the  question  at  issue, 
and  the  data  collected  must  be  secured  in  such  manner  that  their 
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magnitudes  may  be  readily  introduced  into  the  computations 
and  may,  if  question  arises,  be  readily  checked  and  verified. 
The  methods  of  determination  and  of  record  thus  become 
matters  of  importance  and  careful  study,  and  the  application  of 
the  greatest  possible  ingenuity  and  skill  are  demanded  in  the 
effort  to  devise  an  acceptable  and  reliable  system.  In  studying 
the  efliciency  of  capital,  it  is  first  necessary  to  consider  the  ele- 
ments of  cost  of  power. 

The  Annual  Cost  of  Steam-power  consists : 

(i)  Of  certain  expenses,  which,  in  any  given  case,  are  usu- 
ally invariable,  whether  the  work  is  done  by  a  large  engine  with 
high  ratio  of  expansion  and  small  boilers,  or  with  a  smaller  en- 
gine working  at  a  low  rate  of  expansion  and  with  larger  boilers. 
These  are  usually:  rent  of  building  or  interest  on  cost,  taxes, 
repairs,  etc.,  etc.,  of  structure  and  location,  the  engineer's  salary, 
and  sometimes  all  or  part  of  the  fireman's  or  stoker's,  also 
sundry  minor  expenses  or  a  part  of  each  of  other  expenses 
which,  as  a  whole,  are  variable.  Both  of  the  latter  classes  may 
usually  be  neglected  in  solving  the  problem  here  first  considered. 

(2)  The  interest  on  first  cost  of  engine  in  place,  the  cost  of 
repairs,  and  a  sum  which  measures  the  depreciation  in  value  of 
the  machine  due  to  its  natural  wear,  or  to  its  decreasing  value 
in  presence  of  changes  that  finally  compel  the  substitution  for 
it  of  an  improved  engine.  Oil,  waste,  and  other  engineer's 
stores  fall  under  this  head.  These  items  are  variable  with  size 
and  style  of  engine. 

(3)  The  expenses  of  supplying  the  engine  with  steam. 
These  are : 

(a)  The  cost  on  fuel  account  of  the  steam  supplied,  and 
which  includes,  also,  the  cost  of  steam  condensed  en  route  to  the 
engines  and  wasted  by  cylinder  condensation  and  leakage,  as 
■well  as  that  actually  utilized.  This  total  quantity  of  steam 
greatly  exceeds  that  actually  used  in  the  production  of  power 
by  simple  transformation  of  heat-energy.  This  item  varies  with 
the  efficiency  of  engine  and  size  of  boiler  demanded. 

((*)  The  account  of  interest  on  cost  of  boilers  in  place  and 
of  theirappurtenances,  rent  of  boiler-room,  depreciation,  repairs, 
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and  insurance,  which  latter  account   is  wholly  chargeable    to 
boilers.     This  is  also  variable  with  size  of  boilers. 

(c)  Cost  of  attendance  in  excess  of  the  costs  included  in  the 
constant  quantity  in  item  (i)  and  variable  with  size  of  boiler  or 
quantity  of  steam  demanded. 

The  salarj'  of  the  engineer  is  usually  not  chargeable  to 
either  engine  or  boiler;  his  position  is  one  of  supervision  over 
the  whole  apparatus,  and  a  good  engineer  generally  keeps  the 
closest  watch  over  the  boilers.  The  engine  can  usually  be 
trusted,  much  of  the  time,  to  take  care  of  Itself.  With  small 
engines,  the  engineer  is  also  the  fireman.  With  large  engines, 
the  number  of  regular  firemen— or,  at  least,  the  number  in 
excess  of  one  attendant— may  be  taken  as  proportional  to  the 
quantity  of  steam  demanded  when  working  at  ordinary  power, 
and  with  very  large  marine  engines  the  same  remark  may  some- 
times apply  to  engine-room  attendance. 

The  object  of  engine  and  boiler  trials  is  to  determine  the 
m^nitude  of  those  quantities  in  item  (3)  a  which  can  only  be 
determined  by  direct  and  careful  measurement. 

The  plan  of  this  manual  comprehends  a  study  of  the 
accepted  methods  of  trial  of  engines  and  boilers,  of  the  appa- 
ratus employed,  the  best  methods  of  use,  and  the  processes  of 
determination  of  exact  results  and  reliable  conclusions.  The 
various  purposes  of  these  Investigations  will  be  described  and 
defined,  and  the  quantities  of  which  measures  are  to  be  sought 
will  be  specified  ;  the  various  apparatus  used  in  the  work  will 
be  enumerated,  and  the  general  plan  of  the  trials  to  be  studied 
laid  down.  The  instruments  generally  employed  will  be  de 
scribed  fully  and  their  proper  manipulation  shown.  Methods 
of  correction,  of  standardization,  and  of  elimination  of  errors  of 
observation  and  record  will  be  indicated,  and  the  character  of 
ail  essential  operations  of  computation  exhibited.  The  usually 
practised  systems  of  test-trial  will  be  described,  and  the  work 
illustrated  by  the  presentation  of  sample  reports  and  of  results. 
4.  The  Maker  and  the  Methods  of  the  Trial  are  usually 
subjects  of  stipulation  in  the  contract.  In  some  cases  the  par- 
ties to  the  contract  merely  agree  that  any  question  arising  shall 
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be  left  to  the  arbitrament  of  a  board  of  three  competent  men  ; 

one  appointed  by  each,  and  the  third  by  the  first  two  appointees. 
In  other  cases,  it  is  .igreed  that  a  known  and  reputable  expert 
shall  either  conduct  the  trial  or  shall  direct  the  appointments. 
Most  frequently,  when  the  work  is  very  important,  the  contract 
provides  for  a  board  of  three  experts,  who  are  usually  named 
in  the  instrument,  and  also  prescribes  the  method  of  conduct- 
ing the  trial.  Those  who  arc  chosen  for  so  important  a  duty 
should  always  be  engineers  of  known  ability,  integrity,  energy, 
and  experience;  whose  professional  practice  has  afforded  them 
opportunities  to  become  familiar  with  the  best  methods  and 
has  given  them  skill  in  their  employment.  Standard  and  well 
known  and  universally  accepted  methods  should  be  prescribed 
whenever  possible. 

Earlier  methods  and  authorities  should  be  studied  by  those 
who  desire  to  trace  the  progress  of  the  art  of  engine-testing; 
but  it  will  be  found  that  very  little  has  been  done  to  reduce  the 
several  processes  to  exact  form,  and  to  a  system,  until  very  re- 
cently. A  commission  of  eminent  German  engineers  began 
such  a  codification  of  current  practice,  and  a  committee  of  the 
American  Society  of  Mechanical  Engineers  has  established  a 
standard  for  tests  of  boilers.  Various  practitioners  in  this- 
country  and  abroad,  and  the  managing  boards  of  public  exhi- 
bitions and  competitions,  have  gradually  come  to  substantial 
agreement  as  to  systems,  and  as  to  the  methods  which  it  is  the 
purpose  of  this  work  to  describe  and  which  may  be  now  taken 
as  representing  the  most  generally  approved  and  recent  practice, 

5.  The  Character  of  Report  demanded  of  the  engineers 
conducting  the  trial  is  determined  by  the  purpose  of  their  work. 
In  every  case,  it  should  be  simple,  easily  comprehended,  so  far 
as  that  may  be  possible,  by  a  non-expert  reader;  and  it  should 
give  all  essential  data,  processes,  and  results,  in  such  manner 
that,  in  case  they  arc  called  in  question,  they  may  be  verified 
completely  and  with  certainty.  The  matter  sought  to  be  set- 
tled should  be  defined  with  precision  and  clearness,  and  the 
whole  statement  should  be  as  concise  and  as  absolutely  free 
from  irrelevant  matter  as  possible.     In  the  endeavor  to  explaift 
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presumably  obscure  points,  even,  opportunity  will  be  found  for 
the  exercise  of  a  good  judgment  and  great  discretion.  Good 
examples  o(  the  best  forms  of  report  will  be  presented  later. 

Recent  standard  methods  have  approximated  verj'  closely 
to  the  exactness  and  accuracy  of  the  processes  of  the  physicist 
oi  the  chemist.  In  fact,  the  apparatus  and  processes  of  these 
investigators  arc  now  adopted  by  the  practitioner,  and  the 
young  engineer  himself  is  now  almost  invariably  trained  by  the 
ph>'sicist  and  chemist,  in  all  the  exact  methods  of  the  labora- 
tory', in  his  preliminary  professional  studies  in  the  technical 
school.  The  determination  of  temperatures  and  the  ascertain- 
ment of  weights  are  conducted  by  all  the  accepted  methods  of 
exact  scientific  measurement,  and  the  analysis  of  fuels,  of  gases, 
and  of  ashes  is  bringing  into  play  and  application  some  of  the 
most  interesting  and  accurate  operations  of  the  chemical  labo- 
ratory. 

6.  The  Apparatus  employed  in  tesl-trials  of  engines  and 
boilers  should  be  made  and  standardized  with  all  the  care 
exacted  in  any  other  department  of  physical  research.  Instru- 
ments of  every  class  used  in  such  investigations  should  be  care- 
fully selected,  and  from  the  stock  of  the  best  makers;  they 
should  be  inspected,  tested,  and  compared  with  standard  in- 
str-jmcntfl  of  known  excellence  and  accuracy.*  and  any  perma- 
nent errors  in  their  operation  and  method  of  application 
should  be  recorded  with  every  possible  care.  Scales  should  be 
compared  with  the  legal  standards ;  tanks  and  other  volume- 
measures  should  themselves  be  very  nicely  measured  ;  thermom- 
eters  should  be  calibrated  ;  indicators  should  be  tested,  hot  as 
well  as  cold;  and  dynamometers  should  be  measured  up  with 
similar  accuracy. 

7.  Methods  of  Application  of  the  instruments  used  are 
commonly  well  determined  by  experience  and  settled  by  cus- 
tom. Such  serious  variations  of  result  may  be  due  to  error  in 
this  matter  that  the  study  of  the  effects  of  differences  of  prac- 
tice becomes  an  important  part  of  the  task  of  the  engineer- 
expert.  A  fault  in  location  of  a  thermometer,  or  in  the  setting 
op  of  an  indicator,  may  produce  quite  sensible,  and  even  serious, 
differences  in  the  magnitude  of  data  so  obtained. 
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8.  The  Data  Needed  and  Computations  required  in  the 

determination  of  the  character  and  performance  of  any  engine 
or  boiler,  or  of  both,  are  obtained  by  means  of  continuous  or 
closely  successive  readings  from  all  instruments  employed,  so 
taken  and  recorded  as  to  give  a  substantially  exact  record  of  the 
whole  period  over  which  it  has  been  concluded  to  extend  the 
trial.  These  observations  must  be  sufficiently  frequent  and 
numerous  to  permit  the  computation  of  very  accurate  averages, 
and,  where  graphical  methods  arc,  as  is  now  common,  adopted, 
to  permit  the  construction  of  smooth  and  complete  curves  show- 
ing the  whole  period  of  the  trial.  Every  continuous  process 
should  thus  be  capable  of  representation  by  a  similarly  contin- 
uous record,  and  in  such  manner  that  every  computation  re- 
quired may  be  readily  effected.  The  results  of  computation 
will  then  furnish  accurate  numerical  measures  of  every  quan- 
tity needed  to  determine  whether  the  contract  has  been  fully 
complied  with, 

9.  Trials  to  Determine  Economy  and  Efficiency  are 
most  common,  and  are  generally  of  most  importance.  Few 
contracts  for  important  steam  apparatus  are  made  which  do 
not  include  a  specification  of  the  degree  of  economy  demanded 
in  the  use  of  both  steam  and  of  fuel,  and  often  of  a  system  of 
test-trial  as  well;  In  such  cases,  it  becomes  necessary  for  the 
engineers  conducting  the  trial  to  ascertain  with  precision  the 
quantity  of  fuel,  of  steam,  or  of  heat-energy  supplied  to  the 
engine,  the  amount  of  energy  converted  into  the  mechanical 
form,  the  proportion  of  heat  and  of  mechanical  power  wasted, 
the  methods  and  extent  of  waste,  in  full  detail,  and  the  power 
applied  by  the  machine  to  such  useful  purpose  as  it  is  designed 
to  subserve.  The  measure  of  the  benefit  received  by  the  user 
of  the  engine  is  the  useful  work  performed  ;  the  measure  of  its 
cost  to  him  is  what  he  pays  in  fuel,  steam,  or  heat-energy,  and 
the  money  equivalent  of  this  supply,  and  of  all  incidental  costs, 
such  as  rent,  attendance,  wear  and  tear,  insurance  and  taxes, 
and  depreciation.  A  comparison  of  the  mean  continuous  cost 
with  the  average  value  of  power  supplied  for  useful  work  ex- 
hibits the  real  value  of  the  machinery  to  its  purchaser  and  user. 
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Such  a  trial  is  only  complete  when  it  determines  accurately  the 
following : 


ExPKVDiTURSS : 

Receipts: 

Quantities  ind  Costa. 

Quan lilies  and  Costs. 

B                               Futrl ; 

Useful  Work; 

■ 

Wasted  Work  and  Heat : 

■                        Steam ; 

(a)  Friction  of  Engine ; 

■                               or 

{b)  Heat  lost  externally; 

Heat-energy ; 

ic)  Heat  lost   internally   and 

supplied  by  the  user. 

rejected  from  the  system. 

lo.  Steam-boiler  Efficiency  is  not  difficult  of  detinition 
when  the  nature  of  the  quantity  to  be  measured  is  itself  first 
understood.  There  are,  however,  as  will  be  presently  seen, 
several  different  efficiencies  of  the  steam-boiler,  as  of  the  steam- 
engine;  and  it  is  important  that  each  be  distinctly  defined  be- 
fore a  study  of  either,  or  of  total  efficiency,  can  be  made.  In 
general,  it  may  be  said  that  efficiency  is  measured  by  the  ratio, 
in  common  or  similar  and  definitely  related  terms,  of  a  result 
produced  to  the  cost  of  its  production.  As,  in  the  study  of 
the  steam-engine,  either  efficiency  is  measured  by  the  ratio  of 
work  done  in  the  specified  manner  to  the  work  or  work-equiva- 
lent expended  in  doing  it;  so,  in  the  case  of  the  steam-boiler, 
either  efficiency  is  measured  by  the  ratio  of  a  heat-effect,  or  its 
equivalent,  to  the  quantity  of  heat,  actual  or  latent,  paid  for 
its  accomplishment, 

Jn  some  cases  it  is  not  practicable  to  thus  establish  a  nu- 
merical value  of  an  efficiency;  and  it  can  only  be  shown  that 
efficiency,  in  the  sense  of  quantity  of  result  compared  witli 
m.ignitude  of  means  used,  is  increased  or  decreased  by  the  op- 
eration of  defined  phenomena,  or  by  conditions  which  can  be 
specified.  A  common  measure  cannot  always  be  found,  or  an 
exact  law  of  relation  established. 

Increasing  steam- pressure  gives  increasing  economy  up  to  a 
limit  somewhere  above  customary  pressures.  The  higher  the 
pressure  the  greater  the  economic  value  of  the  steam  in  a 
steam-engine ;  but  on  the  other  hand,  the  lower  the  efficiency 
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of  the  boiler:  and  it  is  perfectly  possible  to  reach  a  point  at 
which  till;  gain  on  the  first  score  is  more  than  counterbalanced 
by  clie  loss  on  the  second.  Where  the  object  sought  is  simply 
heating-power,  the  advantage  lies,  on  the  whole,  on  the  side  of 

.  low  pressures. 

r^*l"he  measure  of  efficiency  of  boilers  is  commonly  a  ratio  of 
heat  applied  to  a  defined  purpose  or  obtained  in  store,  in  a 
slated  form,  to  the  total  quantity  of  heat  from  which  it  has 
been  saved,  another  part  having  been  diverted  to  other  purposes, 
a:id,  (or  the  use  considered,  wasted.     Thus,  a  given  quantity  of 

"  Keat  being  stored  as  potential  energy  of  chemical  action  in  fuel, 
some  pro  port  i  o  n_o  f  tliat  en  ergy  is  received  at  the  stea  m-englne 
when  that  fuel  isburncd  under  a  gt  eg  ni^b  oiler;  -the,  jatio  -o£ 

'  these  two  quantities — -always  a  fraction  and  often  small — is  the 
/o/rt/ efficiency  of  the  whole  apparatus  employed  in  the  com- 
bustion  of  fuel,  the  transfer  of  heat-energy  to  the  fluid  in  which 
it  is  stored,  and  its  further  transfer  to  the  point  at  which  it  is 
usefully  applied  by  transformation  into  mechanical  enei^'  and 
work. 

The  efficiency  of  combustion  thus  measures  the  ratio  of  the 
available  hcat-encrgy  of  the  fuel  to  that  set  free  by  its  union 
with  oxygen,  and  is  less  than  unity  in  the  proportion  in  which 
the  combustible  portion  of  the  fuel  escapes  such  chemical 
change  or  is  imperfectly  burned,  as  when  a  part  of  the  fuel 
falls  into  the  ash  pit.  is  imbedded  in  clinker,  or  remains  on  the 
grate  when  the  fire  is  extinguished;  or  as  when  carbon  is  only 
oxidized  to  carbon  monoxide  instead  of  being  completely 
burned  into  dioxide.  In  well-managed  furnaces  the  value  of 
this  efficiency  approaches  unity;  it  ought  not  to  fall  below  0.90, 
probably,  in  any  ordinary  case. 

The  efficiency  of  transfer  of  heat  siinilarly_measures  the 
ratio  of  heat  received  from  the  furnace  by  the  boiler  to  that 
produced  by  combustion.  That  not  transferred  to  the  boiler 
is  either  sent  up  the  chimney,  where  it  is,  in  a  certain  degree, 
useful  in  producing  draught,  or  it  is  lost  by  conduction  and 
radiation  to  surrounding  bodies.  In  good  examples,  the  value 
of  this  ratio  exceeds  0.75,  and  it  should   not  usually  fall  under 
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fifty  or  sixty  per  cent.  Its  best  value  depends  on  considera- 
tions, however,  to  be  hereafter  stated,  and  it  is  not  always  d&- 
sirable  that  it  should  have  the  highest  value  possible,  or  approx- 
imate unity. 

The  net  efficiency  of  boiler  is  the  continued  product  pf  alt 
efficiencies. 

II  Efficiency  of  Heating-Surface  measures  the  ratio  of 
actual  amount  of  heat  transmitted  across  such  surface  to  the 
total  quantity  available  for  such  application;  in  steam-boilers 
it  is  the  ratio  of  the  quantity  of  heat  utilized  in  heating  and 
vaporizing  the  fluid  to  the  total  which  is  produced  by  the  fur- 
nace, the  unutilized  heat  being  wasted  by  conduction  and 
radiation  to  other  bodies,  or  sent  up  the  chimjiey.  An  ex- 
pression was  found  by  Rankine  which  has  been  found  to  give 
ver>'  satisfitctory  results  when  properly  used  in  application  to 
t)ie  ordinary  work  of  steam -boilers.  This  expression  may  be 
derived  as  below. 

Let  ai  be  the  weight  of  furnace-gases  discharged  per  hour, 
7"—/  the  difference  between  the  temperatures  of  gas  and  water 
on  opposite  sides  of  any  part  of  the  plate  on  the  elementary 
area  dS,  Cthe  specific  heat  of  the  gas.  and  let  q  be  the  quan- 
tity of  heat  passing  .across  unity  of  area  in  unity  of  time  for  a 
difference  in  temperature  7"—  /,  in  other  words,  the  "rate  of 
conduction"  per  unit  of  area  per  hour. 

The  quantity  or  heat  transferred  across  the  area  dS  is  then 
eqal  to  qdS,  and  the  fall  of  temperature  of  gas  must  be  this 
quantity  divided  hy  the  product  of  the  weight,  w,  and  specific 
heat,  C,  oi  the  gas  from  which  the  heat  is  derived, 

-7^  =  —  dT\ 


and  the  gas  flows  on  to  the  next  elementary  area  and  beyond, 
surrendering  its  heat  as  it  goes,  until  it  finally  leaves  the  ab- 
sofbing  surface  and  enters  the  chinvney-fluc. 

If  T,  and    7",  are  the  initial  and  final  temperatures  of  the 
gas.  and  /  the  temperature  of  the  water  entering  the  boiler,  the 
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per  hour,  are  respec- 


heat  produced,  Q, ,  and  that  wasted, 
lively  measared  by 


=  Ca<7". -/): 


=  Cit'{T,  —  /),  nearly; 


while  the  efficiency  of  the  heating-surface  is  measured  by  the 
ratio  of  total  heat  to  absorbed  heat;  or,  if  the  feed  enters  at 
atmospheric  temperature,  or  nearly  so,  by 


e, -a 


— —■,  nearly. 


For  the  every-day  work  of  the  engineer  dealing  with  fa- 
miliar forms  of  steam-boiler  under  the  ordinary  conditions  of 
daily  operation,  it  is  often  most  satisfactory  to  make  use  of 
empirical  expressions  derived  from  experiments  conducted  with 
boilers  of  similar  character  and  under  similar  conditions  of 
use.  The  expression  elsewhere  given  as  constructed  by  Ran- 
kiiie  for  efficiency  of  furnace  is  a  rationally  produced  alyebraic 
statement  of  a  law,  for  example,  which  may  also  be  approxi- 
mated with  quite  sufficient  accuracy,  by  direct  determina- 
tion, for  any  specified  case.  Should  an  error  be  made  in  as- 
signing the  correct  coefficient,  in  the  former,  it  may  produce 
errors  of  serious  magnitude :  if  the  empirical  expression  be 
applied  to  other  than  the  conditions  on  which  it  was  based, 
errors  will  certainly  arise  which  may  become  important. 

But  that  expression  (§  1 1)  and  other  formulas  which  are 
more  or  less  empirical  may  be  relied  upon  wherever  the  con- 
dilions  under  which  it  is  proposed  to  apply  them  are  substan- 
tially the  same  as  those  under  which  they  were  constructed  and 
those  which  furnished  the  constants  which  enter  into  them, 
Wherethese  conditions  are  precisely  the  same,  empirical  expres- 
sions like  those  of  Emery  (p.  19)  and  others  are  often  considered 
even  more  satisfactory  than  any  rational  forms  yet  obtained; 
the  reason  of  this  fact  being  that  the  actual  conditions  of  oper- 
ation are  usually  not  precisely  those  assumed  by  the  author  of 
the  formula. 
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The  heat  utilized,  Czc^  T^  —  T',),  is  also  equal  to  that  ab- 
sorbed and  transmitted,  qdS : 


fqdS=Cw{T,^T;^   and    -§^^ f 


^^dT 


A     9 


The   value  of  q  has  been  found   to  be  well  represented 
by   equation   (4)  of  article  95,  in  which  q  =  -j-,  and  hence 

q  =  ^^-^ ^  ;  and  thus 


S         r'^idT         r^i    dT 


Assume  (T'—  /)  =  or,  then 

aCw     Jt^    {T-ty-Jr  "^    ** 

.    jSL__J \ (7-.-/)-(7;-o 


and  the  efficiency  becomes 


"^"^   7;-/  =^C«^^'~')- 


Then,  since 


7;-^  ^  •S(7;-/)+i  ^  5(7; -/)  +  a(rtt; 
T',  —  ^  aCw  aCw  ' 


l6  ENGINE  AND  BOILER    TRIALS. 

and 

(7;-/)-(7;-/)     7;- 7; 

T^  —  t  ~    T^  —  t' 


E  = 


J,  —  t        S{T,  —  t)-\-  aCw 


If  the  total  heat  absorbed  per  hour  be  taken  as  H, 

and  a  simplified  expression, 

e 


aOvT 
5  + 


H 

is  obtained,  in  which  Cw  may  be  taken  as  proportional  to  the 
weight  of  air  supplied  or  of  fuel  burned,  and  H  as  proportional 
to  the  same  quantity.  Thus  if  F  is  the  weight  of  fuel  burned 
in  the  given  time,  on  unity  of  grate-area,  the  efficiency  may  be 
expressed  as 

J,  BS  B 

E  = 


S  +  AF"  I  +AR' 

which  is  the  formula  sought.  A  and  B  are  constants  to  be  ob- 
tained by  experiment  for  the  special  type  of  boiler  to  be  con- 
sidered. 

When  S  and  F  represent  respectively  the  number  of  square 
feet  of  heating-surface  per  square  foot  of  grate  in  any  boiler, 
and  the  number  of  pounds  of  fuel  burned  as  the  square  foot  of 

F 
grate  per  hour,  and  R  =  -^,  the  values  of  A  and  -5,  as  given  by 

Rankinc,*  are  as  follows : 

*  Steam-engine,  p.  294. 
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BOILBK  TyPB.  a. 

Class  I.  Best  convection,  chimney  draught 0,5 

"      2.  Ordinary  "                **             "       0.5 

3.  Best          "          forced          *'       0.3 

••      4.  Ordinary  **               "             "       0.3 


B, 
1. 00 

0.90 

1. 00 

0.95 


These  constants  are  derived  from  experience  with  good 
fast -burning  bituminous  coals;  for  anthracites  of  good  quality 
the  Author  has  usually  found  the  following  values  more  in  ac- 
cordance with  good  practice : 

BoiLEK  Tvps.  A.  B. 

Class  1 0.5  0.90 

•*      2 0.5  0.80 

"      3 ' 0.3  090 

"      4 0.3  0.85 

When  feed-water  heaters  are  used,  or  superheaters  are  em- 
ployed, their  surface  should  be  included  in  the  area  5.  The 
formula  assumes  no  loss  by  excess  of  air-supply.  Where  such 
excess  is  noted  or  anticipated,  it  may  be  allowed  for  by  increas- 
ing the  value  of  -^  in  proportion  to  the  square  of  the  total 
quantity  of  air  supplied.  The  following  table  presents  values 
of  efficiency  for  a  wide  range  of  practice : 
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Bituminous  Coal. 

Anthracite  Coal. 

R. 

Class  of  Boiler. 

Class  of  Boiler. 

I. 

II. 

III. 

IV. 

I. 

II. 

III. 

IV. 

10 

0.16 

0.15 

0.25 

0.22 

0.14 

0.14 

0.23 

0.20 

4 

0.33 

0.31 

0.45 

0.43 

0.30 

0.28 

0.40 

0.39 

2 

0.50 

0.46 

0.62 

0.59 

0.45 

0.50 

0.56 

0.53 

I 

0.66 

0.61 

0.77 

0.73 

0.60 

0  55 

0.70 

0.66 

0.80 

0   71 

0.65 

0.81 

0.77 

0.64 

0.59 

0.73 

0.69 

0.67 

0.75 

0.69 

0.83 

0.79 

0.67 

0.63 

0.75 

0.72 

0.50 

0.80 

0.73 

0.87 

0.83 

0.72 

0.65 

0.78 

0.75 

0.40 

0.83 

0.76 

0.89 

0.85 

0.75 

0.68 

0.80 

0.77 

0.333 

0.86 

0.80 

0.90 

0.86 

0.77 

0.72 

0.81 

0.78 

0.167 

0.93 

0.85 

0.95 

0.90 

0.84 

0.77 

0.86 

0.81 

O.III 

0.95 

0.87 

0.97 

0.92 

0.86 

0.78 

•  0.88 

0.83 

These  values  have  been  found  to  agree  well  with  practice 
up  to  rates  of   combustion    exceeding  50  or  60  pounds   per 
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square  foot  of  grate-surface  per  hour,  beyond  which  point  the 
efficiency  falls  oH.  But  agreement  can  only  be  expected  where 
the  combustion  and  air-supply  are  in  accordance  with  the 
assumptions  on  which  the  formula  is  based. 

The  problem  of  the  designer  of  steam-boilers  often  takes 
the  form:  Required  to  determine  the  area  of  heating-surface 
needed  to  secure  a  stated  efficiency.  In  this  case  the  formula 
above  given  must  be  transformed  thus: 


from  which  expressions,  the  efficiency  aimed  at  being  given, 
the  ratio  of  heating  to  grate-surface  and  the  extent  of  heating- 
surface  may  be  computed.  As  will  be  seen  later,  the  question 
to  what  e-vtcnt  efficiency  may  be  economically  carried  by  ex- 
tending heating-surface  is  one  of  the  problems  arising  In  de- 
signing boilers. 

Mr.  Emery  finds  that  the  results  of  extensive  series  of  ex- 
periments on  good  forms  of  boiler  may  be  represented  by  the 
empirical  expression,  for  vertical  tubular  boilers, 


_     46.045     _ 
"  c-f  3.016 


1.067; 


in  which  E  is  the  ratio  of  weight  of  water  evaporated  into  dry 
Steam,  "from  and  at  the  boiling-point,"  under  atmospheric  pres- 
sure, to  weight  of  fuel  used  ;  and  c  is  the  weight  of  combustible 
consumed  per  square  foot  of  heating  surface  per  hour,  in 
pounds. 
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For  horizontal  boilers, 

_         27.287    , 

E  =      \^^,  +  0.824. 
^  +  2.04  '  ^ 

The  evaporation  is  here  the  maximum  practicable  with  good 
anthracite  coaL 

The  maximum  efficiency  is  given  as 

in  which  e  is  the  observed  evaporation,  reduced  to  the  standard 
basis.  These  relations  are  shown  in  the  table  on  p.  20.  For 
badly  designed  or  mismanaged  boilers  deduction  must  be  made 
from  the  efficiencies  and  evaporations  here  given,  to  the  extent 
of  ten  per  cent  or  more,  according  to  magnitude  of  the  defect. 
In  land  boilers,  it  is  customary  to  keep  the  rate  of  combus- 
tion per  square  foot  of  grate  down  to  about  eight  pounds  per 
hour,  although  it  frequently  rises  to  10  and  12.  In  marine 
boilers  this  rate  is  increased  to  12  and  16  pounds  per  square 
foot  of  grate  per  hour  when  anthracite  coal  is  burned  with  nat- 
ural draught,  and  to  20  pounds  and  upward  per  hour  for 
bituminous  coal.  In  a  locomotive,  however,  with  forced 
draught,  75  and  100  pounds  of  coal  are  burned  per  square  foot 
of  grate.  Apparently  no  losses  result  from  such  variations  in 
the  size  of  the  grate,  and,  in  fact,  it  appears  indisputably  that 
with  a  reduced  grate  and  forced  draught  the  air-dilution  is  re- 
duced and  the  evaporization  therefore  somewhat  increased. 
It  is  reasonable  to  conclude,  therefore,  that  when  care  is  taken 
to  insure  perfect  combustion  by  ordinary  tests,  the  relative  area 
of  the  grate  upon  which  the  coal  is  consumed  does  not  affect 
the  result,  and  economy  depends  under  proper  conditions  upo|>'' 
.the  rate  of  combustion  per  unit  of  heating  surface  as  stated.. \' 
/^  12.  Effective  Development,  Transfer,  and  Storage  of 
'V  neat,  in  the  best  possible  combination,  is  evidently  what  is  de- 
manded in  the  operation  of  the  steam-boiler. 

In  securing  complete  combustion,  an  ample  supply  of  air 
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PERFORMANCE  OF   BOILERS.*— Emery. 


X 

9 

3 

4 

5 

6 

c 

E 

cE 

E  -^  XI 

34.52  +  1.2  -^-E 

34.5a  -»-  cE 

Combustible 

Wiiter  evaporated  at  atmos- 
pheric pressure  from  tempera- 
ture of  aia*. 

Ultimate 
efficiency. 

Coal  (with  1-6 

refuse)  per 

horse-power 

per  hour. 

Heating  sur- 
face per  horse- 
power. 

consumed 

per  square 

foot  of  heat- 

ioR^  surface. 

Per  pound 
of  comoustible. 

Per  square  foot 

of  beating 

surface. 

On  basis  that  one  horse-power 
requires  30  pounds  of  water  per 
hour,  evaporated  at  70  pounds 
pressure  from    temperature  of 
xoo*,  or  34.52  pounds  at  atmos- 
pheric pressure  from  tempera- 
ture of  aia". 

Pounds. 

Pounds. 

Pounds. 

Pounds. 

Square  Feet. 

Minimum. 

O.I 
0.2 

0.3 
0.4 

0-5 
0.6 
0.7 
0.8 
0.9 
1.0 

1.5 
2.0 

2.5 
3.0 

3-5 
4.0 

4-5 
5.0 

14.20 

13-71 

13-25 
12.82 
12.41 
12.03 
11.68 

11.32 
11.00 
10.69 
10.39 

9-13 
8. II 

7.28 

6-57 
6.00 

5.50 

5.06 

4.68 

•    •    •   • 

1.37 
2.65 

3.85 
4.96 

6.02 

7.01 

7.92 

8.80 

9.62 

10.39 

13.70 

16.22  ■ 

18.20 

19.71 

21.00 

22.00 

22.77 
23.40 

0.95 
0.91 

0.88 

0.85 

0.83 

0  80 

0.78 

0.75 

0.73 
0.71 
0  69 
0.61 

0.54 

0  49 
0.44 

0.40 

0.37 

0.34 
0.21 

3-02 

3-13 
3-23 
3.34 
3.44 
3.55 
3.66 

3-77 
3.87 

3.99 

4  54 

5-II 
5.69 

6.30 

6.90 

7.53 
8.19 
8.85 

•   •   •    • 

25.18 

1303 

8.98 

6.95 

5-74 
4-92 
4.36 
3.92 

3-59 
3.32 
2.52 
2.13 
1.90 

1.75 
1.64 

1-57 
1.52 

1.48 

and  its  thorough  intermixture  with  the  combustible  elements  of 
the  fuel  are  essential;  for  the  second,  high  temperature  of  fur- 
nace, it  is  necessary  that  the  air-supply  shall  not  be  in  excess 
of  that  absolutely  needed  to  give  complete  combustion.  The 
'efficiency  of  a  furnace  burning  fuel  completely  is  measured  by 


E  = 


T-t 


Set.  Am.  SuppUment,  Xo.  687,  p.  10.972. 
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in  which  E  represents  the  ratio  of  heat  utilized  to  the  whole 
calorific  value  of  the  fuel ;  T  is  the  furnace-temperature ;  T\ 
the  temperature  of  the  chimney ;  and  /,  that  of  the  external  air. 
Hence  the  higher  the  furnace  temperature  and  the  lower  that 
of  the  chimney,  the  greater  the  proportion  of  available  heat. 

It  is  further  evident  that,  however  perfect  the  combustion, 
no  heat  can  be  utilized  if  either  the  temperature  of  chimney  ap- 
proximates to  that  of  the  furnace,  or  if  the  temperature  of  the 
furnace  is  reduced  by  dilution  approximately  to  that  of  the 
chimney.  Concentration  of  heat  in  the  furnace  is  secured,  in 
some  cases,  by  special  expedients;  as  by  heating  the  entering 
air,  or,  as  in  the  Siemens  gas-furnace,  heating  both  the  combus- 
tible gases  and  the  supporter  of  combustion.  Detached  fire- 
brick furnaces  have  an  advantage  over  the  "  fireboxes'*  of 
steam-boilers  in  their  higher  temperature;  surrounding  the  fire 
with  non-conducting  and  highly-heated  surfaces  is  an  effective 
method  of  securing  more  perfect  combustion  and  high  furnace- 
temperature. 

In  arranging  heating-surface,  the  effort  should  be  to  impede 
the  draught  as  little  as  possible,  and  so  to  place  them  that  the 
circulation  of  water  within  the  boiler  should  be  free  and  rapid 
at  every  part  reached  by  the  hot  gases. 

The  directions  of  circulation  of  water  on  the  one  side  and 
of  gas  on  the  other  side  the  sheet  should,  whenever  possible,  be 
opposite.  The  cold  water  should  enter  where  the  cooled  gases 
leave,  and  the  steam  should  be  taken  off  farthest  from  that 
point.  The  temperature  of  chimney-gases  has  thus  been  re- 
duced by  actual  experiment  to  less  than  300°  Fahr.,  and  an 
efficiency  equal  to  0.75  to  0.80  the  theoretical  is  attainable. 

The  extent  of  heating-surface  simply,  in  all  of  the  best 
forms  of  boiler,  determines  the  efficiency,  and  the  disposition 
of  that  surface  in  such  boilers  seldom  affects  it  to  any  great 
extent.  The  area  of  heating-surface  may  also  be  varied  within 
wide  limits  \vithout  greatly  modifying  efficiency.  A  ratio  of 
25  to  I  in  flue  and  30  to  i  in  tubular  boilers  represents  the 
relative  area  of  heating  and  grate  surfaces  in  the  practice  of  the 
best-known  builders.  This  proportion  may  be  often  settled  by 
( xact  calculation. 
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The  material  of  the  boiler,  as  will  be  shown  later,  should  be 
tough  and  ductile  iron,  or.  better,  a  soft  steel  containing  very 
little  carbon  and  thoroughly  homogeneous. 

The  factor  of  safety  is  very  often  too  low.  The  boiler 
should  be  built  strong  enough  to  bear  a  pressure  at  least  six 
times  the  proposed  working-pressure  ;  as  the  boiler  grows  weak 
with  age,  it  should  be  occasionally  tested  to  a  pressure  far 
above  the  working-pressure,  which  latter  should  be  reduced 
gradually  to  keep  within  the  bounds  of  safety.  The  factor  of 
safety  is  seldom  more  than  four  in  new  boilers;  and  even  this 
is  reduced  practically  by  the  operation  of  the  inspection  laws, 

Effective  development  of  heat  is  secured  primarily  by  the 
selection  of  good  fuel,  by  which  is  usually  meant  fuel  which 
consists,  to  the  greatest  possible  extent,  of  available  combusti- 
ble material ;  but  for  the  purposes  of  the  engineer  who  designs 
the  boiler,  or  of  the  owner  for  whom  it  is  to  be  constructed,  the 
real  criterion  of  quality  is  the  quantity  of  heat  which  the  com- 
bustible, as  burned  in  the  furnace,  will  yield  for  any  given  sum 
of  money  expended  in  obtaining  that  heat.  The  cost  of  a  fuel 
to  the  consumer  consists,  not  simply  of  money  paid  for  it  to 
the  dealer  who  supplies  it,  but  also  of  cost  of  transportation 
and  of  placing  in  the  grate,  of  removal  of  ash,  of  incidental  ex- 
penses inseparable  from  its  use,  such  as  injury  to  boilers  and 
other  property,  increased  risks,  and  other  such  expenses,  many 
if  not  most  of  which  are  very  difficult  of  determination  with 
any  satisfactory  decree  of  accuracy.  Other  things  being  equal, 
that  fuel  which  gives  the  greatest  quantity  of  available  heat  for 
the  total  money  expenditure  is  that  which  permits  most  effec- 
tive development  in  the  sense  here  taken.  Effective  heat-de- 
velopment from  any  selected  fuel  is  secured,  as  already  stated, 
by  its  complete  combustion  in  such  manner  as  to  give  the 
highest  possible  temperature. 

Effective  transfer  of  heat  is  secured  by  such  a  form  of 
steam-generator,  and  such  extent  and  disposition  of  '■  heating. 
surfaces,"  as  will  most  completely  utilize  the  heat  developed  in 
the  furnace  and  flues  by  causing  it  to  flow,  with  the  least  pes- 
sible  loss,  into  the  water  and  steam  contained  within  the  bojler ; 
and  this  is  effected  by  proper  arrangement  of  surfaces  absorb 
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'  heat  from  the 


md  yielding  it  to  the  liquid  as  already 


:hc  gases  and 
generally  described, 

Eriective  storage  of  heat  can  be  secured  by  providing  large 
volumes  of  water  and  of  steam,  within  which  the  heat  transferred 
from  the  furnace  and  flues  can  be  stored,  and  by  carefully  pro- 
tccting  the  whole  heated  system  from  waste  by  conduction  or 
ladiation  to  adjacent  bodies.  Where  the  demand  is  steady,  and 
the  supply  from  the  fuel  fairly  steady  also,  the  amount  stored 
need  not  be  great,  as  the  use  of  the  reservoir  is  simply  that  of 
a  regulator  bctwten  furnace  and  engine  or  other  apparatus  re- 
ceiving it ;  but  where  either  supply  or  demand  is  variable,  con- 
siderable storage  capacity  may  be  UL-eded. 

13.  Efficient  Utilization  of  Heat  is  as  essential  to  the  satis- 
factory' working  of  any  system  of  generation  and  application  of 
heat  as  is  efficient  production,  transfer,  and  storage.  The  mode 
of  attaining  maximum  efficiency  depends  upon  the  nature  of 
the  demand  and  the  method  of  expenditure :  and  the  considera- 
tion of  this  subject  in  detail  would  be  here  out  of  place.  In 
general  it  may  be  said  that  where  the  heat  and  steam  are  re- 
quired for  the  impulsion  of  an  engine,  the  higher  the  safe  pres- 
sure and  the  practically  attainable  temperature  at  which  the 
supply  is  effected,  the  more  efficient  the  utilization  of  the  heat. 
These  limits  of  temperature  and  pressure  are  the  higher  as  the 
actual  working  conditions  are  made  the  more  closely  to  approxi- 
mate to  the  ideal  conditions  prescribed  by  pure  science. 

Where  heating  simply,  without  transformation  into  work,  is 
intended,  the  principal  and  only  vcrj-  important  requisite, 
usually,  is  to  provide  such  thorough  protection  for  the  system 
of  transfer  and  use,  that  no  wastes  of  importance  can  take  place 
by  radiation  or  conduction.  The  character  of  the  steam  made, 
as  to  humidity,  is  in  this  case  comparatively  unimportant ;  but 
in  the  preceding  case  it  will  be  found  essential  that  it  should  be 
always  dry.  and  it  is  often  much  the  better  for  being  super- 
healed  considerably  above  the  boiling-point  due  to  its  pressure. 

The  actual  standing  of  the  best  steam-engine  of  the  present 
time,  as  an  efficient  heat-engine,  is  really  very  high.  The 
sources  of  loss  are  principally  quite  apart  from  the  principles  of 
llesign  and   construction,  and  even  from  the  operation  of  the 


I 


\ 


24-  ENGIXE  AND   BOILEK    TRIALS. 

machine ;  and  it  may  be  readily  shown  that,  to  secure  any  really 
important  advance  toward  theoretical  efficiency,  a  radical  change 
of  our  methods  must  be  adopted,  and  probably  that  we  must 
throw  aside  the  heat-engine  in  all  its  forms,  and  substitute  for 
it  some  other  apparatus  by  which  we  may  utilize  some  mode  of 
motion  and  of  natural  energy  other  than  heat. 

The  very  best  classes  of  modern  steam-engines  very  seldom 
consume  less  than  two  pounds  (0.9  kilog.)  of  coa!  per  horse- 
power per  hour,  and  it  is  a  good  engine  that  works  regularly 
on  three  pounds  (1.37  kilog.). 

The  first-class  steam-engine,  therefore,  yields  less  than  10 
per  cent  of  the  work  stored  up  in  good  fuel,  and  the  average 
engine  probably  utihzes  less  than  5  per  cent.  A  part  of  this 
loss  is  unavoidable,  being  due  to  natural  conditions  beyond  the 
control  of  human  power,  while  another  portion  is,  to  a  consid- 
erable extent,  controllable  by  the  engineer  or  by  the  engine- 
driver.  Scientific  research  has  shown  that  the  proportion  of 
heat  stored  up  in  any  fluid,  which  may  be  utilized  by  perfect 
mechanism,  must  be  represented  by  a  fraction,  the  numerator 
of  which  is  the  range  of  temperature  of  the  fluid  while  doing 
useful  work,  and  the  denominator  of  which  is  the  temperature 
of  the  fluid  when  entering  the  machine,  measured  from  the 
"absolute  zero." 

Thus,  steam,  at  a  temperature  of  320°  Fahr.,  being  taken 
into  a  perfect  steam-engine,  and  doing  work  there  until  it 
is  thrown  into  the  condenser  at  100°  Fahr.,  would  yield 
320  —  100 


=  0.28+,  c 


-ather  more  than   one  fourth    of   the 


320  +  461 

work  which  it  should  have  received  from  each  pound  of  fuel. 
The  proportion  of  work  that  a  non-condensing  but  other- 
wise perfect  engine,  using  steam  of  75  pounds  (5  almos.)  pres- 


sure, could  utilize  V 


luld  be 


3=0- 


:=  0.14  =  1^;   and,  while 


320  +  461  ■ 

the  perfect  condensing  engine  would  consume  two  thirds  of  a 
pound  (0.3  kilog.)  of  good  coal  per  hour,  the  perfect  non-con- 
densing  engine  would  use  1^  pounds  (0.6  kilog.)  per  hour  for 
each  horse-power  developed,  the  steam  being  taken  into  the 
engine  and   exhausted   at   the    temperatures   assumed  above^ 
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Also,  were  it  possible  to  work  steam  down  to  the  absolute  zero 
of  temperature,  the  perfect  engine  would  require  but  0.19 
pound  (o.og  kilog.)  of  similar  fuel. 

It  may  therefore  be  stated,  with  a  close  approximation  to 

^ exactness,  that  of  all  the  heat  derived  from  the  fuel  about 
seven  tenths  is  lost  through  the  existence  of  natural  conditions 
over  which  man  can  probably  never  expect  to  obtain  control, 
two  tenths  are  lost  through  imperfections  in  our  apparatus,  and 
only  one  tenth  is  utilized  in  even  good  engines.  Boiler  and 
engine  are  intended  to  be  included  when  writing  of  the  steam- 
engine  above.  In  this  combination  a  waste  of  probably  two 
tenths  at  least  of  the  heat  derived  from  the  fuel  takes  place  in 
the  boiler  and  steam-pipes,  on  the  average,  in  the  best  of  prac- 
tice, and  we  are  therefore  only  able  to  anticipate  a  possible 
saving  of  0.2  X  0.75  =  0.15,  about  one  sixth  of  the  fuel  now 
expended  in  our  best  class  of  engines,  by  improvements  in  the 
machine  itself.  The  best  steam-engine,  apart  from  its  boiler, 
therefore,  has  0.85,  about  five  sixths,  of  the  efficiency  of  a  perfect 
engine,  and  the  remaining  sixth  is  lost  through  waste  of  heat 
by  radiation  and  conduction  externally,  by  condensation  within 
the  cylinder,  and  by  friction  and  other  useless  work  done  within 
itself,  't  is  to  improvement  in  these  points  that  inventors  must 
turn  their  attention  if  they  would  improve  upon  the  best  modern 
practice  by  changes  in  construction. 

To  attain  further  economy,  after  having  perfected  the 
machine  in  these  particulars,  they  must  contrive  to  use  a  fluid 
which  they  may  work  through  a  wider  range  of  temperature,  as 
has  been  attempted  in  air^ngincs  by  raising  the  upper  limit  of 
temperature,  and  in  binary  vapor  engines  by  reaching  toward  a 
lower  limit,  or  by  working  a  fluid  from  a  higher  temperature 
than  is  now  done  down  to  the  lowest  possible  temperature. 
The  upper  limit  is  fixed  by  the  heat-resisting  power  of  our 
materials  of  construction,  and  the  lower  by  the  mean  tempera^ 
ture  of  objects  on  the  surface  of  earth,  being  much  lower  at 
some  seasons  than  at  others.  In  the  boiler  the  endeavor  must 
be  made  to  take  up  all  the  heat  of  combustion,  sending  the 
gases  into  the  chimney  at  as  low  a  temperature  as  possible,  and 
securing  in  the  furnace  perfect  combustion  without  excess  of 
air-supply. 
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Good  furnace  management,  to  secure  maximum  heat-supply 
from  the  unit  weiglit  of  fuel,  is  evidently  as  essential  to  econ- 
omy and  efficiency  of  steam  production  as  choice  of  proper 
fuels. 

In  the  management  of  the  furnace  the  effort  should  be 
made  to  secure  the  best  conditions  for  economy,  and  as  nearly 
as  possible  perfect  uniformity  of  those  conditions.  The  fuel 
should  be  spread  over  the  grate  very  evenly,  and  the  tendency 
to  burn  irregularly,  and  especially  into  holes  or  thin  spots, 
should  be  met  by  skilful  "  firing,"  or  "  stoking,"  as  it  is  also 
termed,  at  such  intervals  as  may  by  experience  be  found  best. 
The  smaller  the  coal,  where  anthracite  is  used,  the  thinner 
should  be  the  fire ;  the  stronger  the  draught,  the  thicker  the 
bed  of  fuel,  of  whatever  kind.  With  too  thin  a  fire,  the  danger 
arises  of  excess  of  air-supply;  with  too  heavy  a  fire,  carbon 
monoxide  (carbonic  oxide)  may  be  produced.  In  the  former 
case  combustion  will  be  complete,  but  the  heat  generated  will 
be  distributed  throughout  the  diluting  excess  of  air,  and  thus 
rendered  less  available,  and  the  efficiency  of  the  furnace  will  be 
correspondingly  reduced ;  while  in  the  latter  case  a  loss  arises 
from  incomplete  combustion,  and  waste  takes  place  by  the 
passage  of  combustible  gas  up  the  chimney.  The  second  i^  the 
less  common  cause  of  loss  of  the  two,  but  both  arc  liable  to 
arise  in  almost  any  boiler,  and  we  may  even  have  both  losses 
exhibited  in  the  same  boiler  and  at  the  same  time.  Successful 
working  demands  a  very  perfect  mixture  of  the  combustible 
with  the  supporter  of  combustion,  and  should  this  not  be 
secured,  serious  waste  will  take  place. 

The  appearance  of  smoke  at  the  chimney-top  is  not  always 
indicative  of  serious  loss,  nor  is  its  non-appearance  always  proof 
of  complete  combustion.  With  soft  coals  and  other  fuels  con- 
taining the  hydrocarbons  some  smoke  usually  accompanies  the 
best  practically  attainable  conditions;  anthracites,  charcoal, 
and  coke  never  produce  true  smoke.  Attempts  to  improve  the 
efficiency  of  a  heat-generating  apparatus  by  "  burning  the 
smoke"  usually  fail  by  introducing  such  an  excess  of  air  as  to 
cause  a  loss  exceeding  that  before  experienced  from  the  forma- 
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in  of  smoke.  Thorough  intermixture  of  a  minimum  air-supply 
the  gases  distilled  from  the  fuel  is  the  only  means  of 
tttatntng  high  efficiency. 

In  firing,  or  stoking,  especia!  care  should  be  taken  to  see 
tiiat  the  sides  and  corners  of  the  grate  are  properly  attended 
lo.  Regulation  of  the  fire  is  best  secured  by  tlie  careful  ad- 
justment of  the  damper.  The  manipulation  of  the  furnace 
doors  for  this  purpose  is  likely  to  cause  waste.  Liquid  fuels 
are  especially  liable  to  waste  by  excessive  air-supply,  and  gas 
«ous  fuel  exhibits  a  peculiar  liability  to  the  opposite  method  of 
toss:  both  should  be,  if  possible, even  more  carefully  handled 
than  any  solid  fuels. 

14.  Trials  to  Ascertain  Power  or  Maximum  Capacity 
to  do  useful  work  are  often,  perhaps  usually,  made  under  the 
same  contract  as  are  those  to  determine  efficiency  of  engine. 
Steam  machinery  is  commonly  guaranteed,  both  as  to  economy 
and  capacity.  Such  trials  are  sometimes  made  at  the  same 
lime  with  efficiency-trials;  but  the  maximum  power  of  engines 
and  boilers  is  seldom,  if  ever,  that  at  which  best  economy  is 
obtainable.  A  single  trial  is  made  when  the  power  guaranteed 
is  that  of  normal  working  and  that  for  which  the  guarantee  of 
economy  is  made  by  the  contract.  A  trial  for  capacity  simply, 
is  one  in  which  the  power  only  need  be  measured,  and  its  cost, 
unless  specifically  demanded,  is  not  determined.  The  methods 
employed,  so  far  as  they  go,  are  the  same  as  in  the  preceding 
and  more  complete  kind  of  trial. 

7'kf  actual  power  0/  sleam  and  of  boilers  evidently  depends 
upon  the  efficiency  of  the  method  of  application,  and  on  the 
apparatus  employed.  The  quantity  of  heat-energy  supplied  to 
the  engine  and  yielded  by  the  generator  has  been  seen  to  be 
easily  calculable  by  simply  multiplying  the  quantity  of  heat 
given  to  the  sleam,  by  the  fuel,  by  the  mechanical  equivalent 
of  heat-  The  amount  available  as  energy  may  be  the  total 
quantity  so  supplied,  as  when  the  steam  is  condensed  in  heating 
buildings  or  otherwise,  and  is  returned  as  feed-water  to  the 
lers:  or  it  maybe  any  less  amount,  according  as  the  method 
utilization  is  more  or  less  effective.     The  tables  given  in  the 
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Appendix  furnish  the  data  for  calculation  in  any  case  in  which, 
the  efficiency  of  transfer  and  of  transformation  is  known. 
Where  no  constant  value  can  be  assumed  for  the  efficiency  of 
the  system  employed,  it  is  sometimes,  nevertheless,  found  to  be 
important  to  establish  a  standard  conventionally.  Thus,  in  the 
calculation  of  available  stored  enei^y.  as  given  in  the  Appendix, 
it  was  assumed  that  the  steam  would  be  expanded  to  atmos- 
pheric pressure.  Similarly,  convention  has  established  the  unit 
horse-power  of  steam-boilers,  in  order  to  afford  a  standard  of 
comparison  in  test-trials,  and  to  give  a  means  of  ratin_g  boilers 
by  the  designer,  the  builder,  or  the  purchaser  and  user. 

The  operation  of  boilers  occurs  under  a  wide  range  of  actual 
conditions — the  steam-pressure,  the  temperature  of  feed-water, 
the  rate  of  combustion  and  of  evaporization,  and.  in  fact,  every 
other  variable  condition,  differing  in  any  two  trials  to  such  an 
extent  that  direct  comparison  of  the  totals  obtained,  as  a  matter 
of  information  regarding  the  relative  value  of  the  boilers,  or  of 
the  fuel  used,  becomes  out  of  the  question.  It  has  hence 
gradually  come  to  be  the  custom  to  reduce  all  results  to  the 
common  standard  of  weight  of  water  evaporated  by  the  unit- 
weight  of  fuel,  the  evaporation  being  considered  to  have  taken 
place  at  mean  atmospheric  pressure,  and  at  the  temperature 
due  that  pressure,  the  feed-water  being  also  assumed  to  have 
been  supplied  at  the  same  temperature.  This,  in  technical  lan- 
guage, is  said  to  be  the  "equivalent  evaporation  from  and  at 
the  boiling-point"  (212°  F.,  100°  Cent.).  This  standard  has  now 
become  generally  incorporated  into  the  science  and  the  practice 
of  steam-engineering.  The  "  Unit  of  Evaporation"  is  one  pound 
of  water  at  the  boiling-point,  evaporated  into  steam  of  the  same 
temperature.  This  is  equivalent  to  the  utilization  of  966,  nearly, 
British  thermal  units  per  pound  of  water  so  evaporated.  The 
economy  of  the  boiler  may  thus  be  expressed  by  the  number 
of  units  of  evaporation  obtained  per  pound  of  combustible. 

Newcomen  used  steam  of  barely  more  than  atmospheric 
pressure,  and  raised  105,000  pounds  of  water  one  foot  high,  with 
a  pound  of  coal  consumed.  Smeaton  raised  the  steam-pressure 
to  eight  pounds,  and   increased   the  duty  to  120,000.     Watt 


QUJA-rrr/Es  measured  and  results  sought.     25 

started  with  a  duty  of  double  that  of  Newcomen,  and  raised  it 
320,000  foot-pounds  per  pound  of  coal,  with  steam  at  ten 
pounds.  To-day,  Cornish  engines  of  the  same  general  plan  as 
those  of  Watt,  but  worked  with  forty  to  sixty  pounds  pressure, 
expanding  three  to  six  times,  bring  up  the  duty  to  600,000  foot- 
pounds; while  more  modern  compound  engines  have  boilers 
carrj-ing  150  pounds  (ten  atmospheres)  above  the  normal  air 
pressure,  and  the  duty  has  been  since  raised  to  above  1,200,000 
foot-pounds  per  pound  of  fuel  used. 

15.  The  Quantities  Measured  and  Results  sought  to  be 
secured  are  thus,  in  detail,  as  follows  for  any  complete  trial : 

When  the  trial  includes,  as  is  most  frequently  the.  case,  a 
trial  of  the  boiler,  the  combined  efficiency  of  boiler  and  engine 
being  the  final  determination,  arrangements  must  be  made  in 
advance  to  ascertain  exactly  the  weights  of  fuel,  gross  and  net, 
coal  and  ash  for  example;  the  weight  of  water  supplied  as 
"  feed  :"  the  weights,  temperatures,  and  pressures  of  dry  steam. 
and  weight  of  entrained  water;  the  temperatures  of  furnace, 
flues,  and  chimney;  of  superheating  steam,  if  it  be  so  heated; 
the  power  of  the  engine,  gross  and  net ;  the  friction  of  engine  ; 
the  wastes  by  cylinder-condensation  and  otherwise ;  the  steam- 
pressure  in  boiler  and  steam-chest ;  and  the  continually  varying 
pressures  in  the  working  cylinder  throughout  the  whole  cycle, 
revolution  by  revolution,  of  the  engine.  Each  of  these  quan- 
tities is  measured  at  specified  intervals,  and  a  comparison  of 
mean  values  of  power  usefully  applied,  and  of  expenditures 
made  to  produce  it.  gives  the  measure  of  the  economy  attained. 

At  the  same  time  that  the  gross  power  developed  by  the 
action  of  the  steam  in  the  cylinder,  the  indicated  power,  is 
measured,  the  diagrams  taken  furnish  the  means  of  ascertaining 
precisely  how  the  pressures  and  volumes  of  the  steam  simul- 
taneously vary  within  the  engine,  and  thus  give  a  clue  to,  and 
usually  a  fairly  exact  determination  of,  the  setting  and  motion  of 
the  valves  and  the  extent  to  which  the  distribution  of  steam  is 
such  as  will  best  conduce  to  economical  working.  These  dia- 
grams also  enable  the  engineer  to  compute  with  consider- 
able accuracy  the  volumes  and  weights  of  the  steam  at  any 
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point,  and  at  every  point,  in  the  stroke.  A  comparison  of  the 
quantities  so  calculated  with  the  actual  measures  obtained  at 
the  boiler,  or  before  the  steam  enters  the  cylinder,  gives  the 
measure  of  the  quantity  condensed  in  the  cylinder,  as  the  piston 
moves  forward,  and  of  the  later  re-evaporation.  The  cylinder- 
wastes  are  thus  also  determinable  with  a  fair  degree  of  accuracy. 
These  "  cards"  also  exhibit  the  amount  of  back- pressure,  and 
this  measures  the  resistances  in  the  exhaust  passages  and  at  the 
condenser,  if  there  be  one,  and  thus  afford  a  means  of  criticism 
of  the  design  and  construction  of  the  engine  in  this  respect. 
Similarly,  the  difference  between  the  steam -pressures  in  the 
cylinder  and  in  the  steam-chest  and  the  exhaust-chest,  is  a 
measure  of  the  losses  in  the  steam  passages. 

The  usual  rates  of  evaporation  and  the  effect  of  varying  the 
proportions  of  tubes  has  been  well  determined  by  the  experi- 
ments of  Isherwood  and  others. 

The  proportions  of  flues  and  tubes  vary  somewhat  in  prac- 
tice :  but  it  will  be  found  seldom  advisable  to  make  tubes  more 
than  50  or  60  diameters  in  length.  Where  the  heating-surface 
consists  principally  of  tubes,  the  efficiency  will  be  found  to  vary 
with  their  length  nearly  as  follows: 

Lenglh  ol  lube  (diameters) 60        ;o        40        30        30 

Waler  pcrunii-weighi  of  fuel 13  11  10  9  3 

When  the  ratio  of  heating  to  grate  area  was  25  to  i,  Isher- 
wood found  the  evaporation  to  vary  thus : 

Fuelperhour 8         10        12         16        so        jj 

Evaparalion 10.5     10.1       9.5       8-2      7-3      6-3 

which  series  is  represented  by 


Clark  obtained  with  locomotives  an  equal  evaporation  with 
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the  evaporation  being  constant  at  9  of  water  to  i  of  fuel,  which 
may  be  expressed  by 

5=8  VT,  nearly, 

S  being-  the  ratio  of  the  two  areas  and  F  the  weight  of  coke 
burned  on  the  unit  of  area  of  grate. 

In  estimating  area  of  heating-surfaces  the  whole  surface 
exposed  to  the  hot-furnace  gusts  is  reckoned.  The  formula 
for  efficiency  already  given  illustrates  the  progressive  variation 
of  the  evaporative  power  with  change  of  proportions  of  boiler. 

The  relation  of  size  of  boiler  to  quantity  of  steam  de- 
manded is  one  that  occasionally  becomes  worthy  of  considera- 
tion. Where  the  steam  is  required  for  driving  steam-engines 
it  is  very  important  that  it  should  be  thoroughly  dry,  and  it  is 
an  advantage  to  moderately  superheat  it.  Maximum  econ- 
omy cannot  be  attained  where  wet  steam  is  used.  A  boiler 
attached  to  a  steam-engine,  and  especially  where  fuel  is  costly 
and  efficiency  important,  should  have  ample  heating-surface, 
some  superheating-surface  if  practicable,  ample  extent  of  water- 
surface  area  to  permit  free  separation  of  steam  and  water,  and 
large  steam-space. 

Steam  employed  for  heating  purposes  is  not  necessarily  dry ; 
it  may  carry  a  large  amount  of  water  with  it  into  the  system  of 
heating-coils  or  radiators,  and  yet  give  good  results,  if  the 
latter  are  of  large  section.  Where  the  pipes  are  of  restricted 
area  of  section,  however,  wet  steam  flowing  less  freely  than 
when  dry  or  superheated,  there  may  result  such  a  retardation 
of  flow  and  of  circulation  as  may  cause  considerable  increase 
of  cost.  This  has  been  found  sufficiently  great,  in  some  cases,, 
to  justify  drying,  and  perhaps  superheating,  the  exhaust-steam 
from  engines  where  used  for  heating  purposes.  As  a  general 
rule,  the  boiler  must  be  made  a  trifle  larger  to  supply  perfectly 
dry  steam  and  do  good  work. 

In  the  use  of  steam  for  heating  purposes,  one  square  foot  of 
boiler-surface  will  supply  from  7  to  10  square  feet  of  radiating 
surface.  Small  boilers  should  be  larger  proportionately  than 
large  boilers.      Each  horse-power  of  boiler  will  supply  from  250 
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to  350  feet  of  I -in.  steam-pipe,  or  80  to  1 20  square  feet  of  radiat- 
ing surface. 

Under  ordinary  conditions  one  horse-power  will  heat  aboiit-- 

Briclc  dwellings,  in  blocks,  as  in  cities 


"     dwellings  exposed  all  around 

"     mills,  shops,  factories,  clc 

Wooden  dwelling!,  exposed 7, 

Fdiindcics  and  wooden  shops 

Exhibition  buildings,  largely  glass,  etc 

The  system  of  heating  mills  and  manufactories  by  means  of 
pipes  placed  overhead  is  recommended. 

The  air  required  (or  ventilation  is  usually  warmed  by  the 
"indirect"  system  of  radiation,  the  current  passing  through 
boxes  or  chambers  in  which  a  sufficient  amount  of  pipe  is  coiled 
to  heat  it  well.  From  5  to  15  cubic  feet  per  individual  per 
minute  are  allowed,  the  former  in  crowded  halls,  the  latter  in 
dwellings,  and  about  one-tenth  as  much  for  each  gas-burner  or 
lamp. 

Small  engines,  according  to  Buel,  demand  steam,  ordinarily, 
as  below : 


if  by  Gauge. 


Pressures  lower  than  60  pounds  are  not  usually  adopted  for 
small  engines.  Good  examples  of  such  engines  have  been 
found  by  the  Author  to  demand  from  25  to  33  per  cent  less 
steam,  or  feed-water,  than  is  above  given. 

The  table  on  the  next  page  gives  what  are  considered  by 
the  Author  as  fair  estimates  of  water  and  steam  consumption 
for  the  best  classes  of  engines  in  common  use,  when  of  moder- 
ate size  and  in  good  order. 

It  is  considered  usually  advisable  to  assume  a  set  of  practi- 
cally attainable  conditions  in  average  good  practice,  and  to  take 
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Stkam  Pkbssukk. 

Pounds  per  H.  P.  psk  Holr.— Ratio  op  Expansion. 

AtxB<«pheres. 

Lte.  per 
sq.  in. 

a 

3 

4 

5 

7 

10 

3 

4 

5 
6 

7 
8 

lO 

45 
6o 

75 

go 

I05 

I20 

150 

40 

35 
30 
28 
26 

25 
24 

39 

34 

28 

27 
25 
24 
23 

40 

36 

27 
26 

24 

23    . 
22 

49 
36 
26 

25 

23 
22 

21 

42 

38 
30 

27 

25 
22 

20 

45 
40 

32 

29 
27 
21 
20 

Condensing  Engines. 


4 
5 

4 

5 

6 

8 
10 


30 

45 
60 

75 

90 

120 

150 


30 

28 

28 

30 

35 

28 

27 

27 

26 

28 

27 

26 

25 

24 

25 

26 

25 

25 

23 

22 

26 

24 

24 

22 

21 

25 

23 

23 

22 

21 

25 

23 

22 

21 

20 

40 
32 

27 
24 

20 
20 

19 


the  power  so  obtainable  as  the  measure  of  the  power  of  the 
boiler  in  commercial  and  engineering  transactions.  The  unit 
generally  assumed  has  been  usually  the  weight  of  steam  de- 
manded per  horse-power  per  hour  by  a  fairly  good  steam-en- 
gine. This  magnitude  has  been  gradually  decreasing  from  the 
earliest  period  of  the  history  of  the  steam-engine.  In  the  time 
of  Watt,  one  cubic  foot  of  water  per  hour  was  thought  fair;  at 
the  middle  of  the  present  century,  ten  pounds  of  coal  was  a 
usual  figure,  and  five  pounds,  commonly  equivalent  to  about 
forty  pounds  of  feed-water  evaporated,  was  allowed  the  best 
engines.  After  the  introduction  of  the  modern  forms  of  en- 
gine this  last  figure  was  reduced  twenty-five  per  cent,  and  the 
most  recent  improvements  have  still  further  lessened  the  con- 
sumption of  fuel  and  of  steam.  By  general  consent,  the  unit 
has  now  become  thirty  pounds  of  dry  steam  per  horse-power 
per  hour,  which  represents  the  performance  of  good  non-con- 
densing mill  engines. 

16.  General  Schemes  of  Trial  or  Tests  of  Engines  arc 
adopted  by  engineers  which,  while  varying  in  detail,  all  closely 
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resemble  each  other  in  their  main  purposes,  and  are  somewhat 
similar  in  methods.  They  commonly  include  boiler-trials  as 
the  only  practicable  and  satisfactory  means  of  ascertaining  the 
quantity  and  quality  of  steam  supplied,  and  the  cost  of  power 
in  steam,  fuel,  and  money.  They  invariably  involve  the  appli- 
cation of  the  indicator  or  the  dynamometer,  and,  if  complete, 
of  both,  for  power  measurements.  When  the  question  to  be 
solved  is  simply  the  efficiency  of  engine,  or  of  engine  consid- 
ered dynamically,  of  the  engine  as  a  machine,  a  comparison  of 
the  indicated  with  the  dynamometric  power  gives  the  solution  ; 
but  when  the  thermal  efficiency  and  the  efficiency  in  trans- 
formation of  energy  is  to  be  measured,  the  measurement  of  the 
quantity  of  energy  supplied  in  the  form  of  heat,  and  hence  a 
boiler-trial,  must  necessarily  form  a  part  of  the  operation.  All 
general  systems  may  therefore  be  said  to  involve  the  whole 
series  of  determinations  of  quantity  already  indicated  :  but  the 
details  have  not  yet  been  authoritatively  prescribed  in  such 
manner  as  to  fix  a  standard  system  or  standard  methods.  The 
experience  of  the  most  experienced  and  distinguished  practition- 
ers is,  however,  gradually  producing  a  tolerably  well  settled  cus- 
tom in  the  more  important  of  the  several  operations  involved. 
Some  such  methods  and  some  general  plans  of  test-trials  will 
be  later  described. 

17.  Steam-Boiler  Trials,  apart  from  the  engine-test,  and 
made  for  the  purpose  of  ascertaining  the  quantity  and  quality 
of  steam  made,  its  cost  in  fuel  and  in  combustible  matter 
contained  therein,  and  the  efficiency  of  the  boiler  and  of  its 
heating-surface,  are  now  very  generally  made  by  a  fairly  well 
recognized  system.  In  the  United  States  and  in  Germany, 
particularly,  such  methods  are  now  made  to  follow  very  gen- 
erally the  prescribed  order  of  procedure  devised  and  publi.'^hcd 
by  engineers  of  recognized  standing.  Such  a  standard  system 
is  that  proposed  by  the  committee  of  the  American  Society  of 
Mechanical  Engineers,  and  this  standard  will  be  that  accepted 
in  this  work.* 

■  Transaclions  American  Society  of  Mechanical  EtiRineers.  va\.  vii.,  1884, 
A  Manual  of  Steam- Hollers,  by  R.  H.  Thuraion  (N.  Y.  :  J.  Wiley  &  Sons. 
1888),  chap.  Kiv.  pp.  484-537. 
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In  the  operation  of  conducting  any  trial,  we  have,  usually,. 
a  single,  well-understood  object  to  attain,  and  the  engineer 
should  accustom  himself  to  carefully  define  that  object  in  his 
own  mind,  and  to  as  carefully  describe  that  object  in  his  in- 
structions and  regulations  for  the  proposed  trial.  The  whole 
operation  can  then  be  carried  on  with  that  point  distinctly  in 
view,  and  the  proposed  end  can  then  be  accomplished  with 
maximum  economy  of  time  and  labor,  as  well  as  with  greatest 
exactness.  The  observations  must  be  made  by  the  engineer 
conducting  the  trial,  or  by  his  assistants,  with  this  object 
clearly  in  mind,  and  each  should  have  a  well-defined  part  of 
the  work  assigned  him,  and  should  assume  responsibility  for 
that  part,  having  a  distinct  understanding  in  regard  to  the  ex- 
tent of  his  responsibility,  and  a  good  idea  of  the  extent  and 
nature  of  the  work  done  by  his  colleagues,  and  the  relations  of 
each  part  to  his  own.  No  observations  should  be  permitted  to 
be  made  by  unauthorized  persons  for  entrance  upon  the  log ; 
and  no  duties  should  be  permitted  to  be  delegated  by  one 
assistant  to  another,  without  consultation  and  distinct  under- 
standing with  the  engineer  in  charge.  The  aim  of  the  observers 
is,  in  boiler  trials,  for  example,  to  obtain  an  exact  determina- 
tion of  the  weight  of  fuel  used,  its  proportion  of  combustible 
matter  effective  in  developing  heat,  the  exact  weight  of  water 
evaporated  under  the  known  conditions  of  the  trial,  into  steam, 
the  determination  of  the  character  of  that  steam,  and  often  the 
nature  of  the  combustion  and  the  composition  of  the  furnace- 
gases.  Each  of  these  distinct  objects  requires  the  determina- 
tion of  certain  well-defined  quantities,  and  the  observer  to  whom 
each  set  of  observations  is  intrusted  should,  whenever  possible, 
be  made  sufficiently  well  acquainted  with  the  object  to  be 
attained,  and  the  method  to  be  pursued  in  reaching  it,  to  be 
able  to  make  his  own  readings  with  accuracy,  and  to  work  up 
the  results  correctly.  It  is  only  after  he  has  acquired  this 
knowledge  that  he  can  be  expected  to  do  his  work  without 
direct  supervision,  and  with  satisfactory  precision.  The  trial 
should,  wherever  possible,  be  so  conducted  that  any  error  that 
may  occur  in  the  record  may  be  detected,  checked,  or,  if  ad- 
visable,   removed,  by  some  process  of  mutual  verification   of 
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related  observations.  It  is  in  this  direction  tliat  the  use  of 
graphical  methods  of  record  and  automatic  instruments  lias 
greatest  value.  We  should  lose  no  opportunity  to  introduce 
both. 

18.  Engine  Trials  may  or  may  not  include  determination 
«f  boiler  performance  and  efficiency;  but  if  they  are  to  be  sat- 
isfactorily complete,  measurements  of  the  quantity  and  quality 
of  the  steam  supplied  are  as  essential  as  any  otlier  determina- 
tions of  quantity.  In  some  cases,  only  a  comparison  of  the 
■work  done  with  its  cost  in  fuel  is  called  for;  but  in  tiiis  case 
the  total  efficiency  so  obtained  cannot  be  analyzed  into  the 
two  factors,  engine  efficiency  and  boiler  efficiency,  and  it  is 
impossible  to  say  to  what  extent  engine  or  boiler  is  responsible 
for  the  final  results  obtained.  The  complete  investigation  of 
the  action  and  performance  of  the  engine,  as  a  heat-engine  and 
prime  motor,  must  always  include  some  method  of  obtaining  a 
measure  of  the  amount  of  lieat-cnergy  supplied  to  the 
machine ;  the  proportion  of  that  energy  which  reaches  the 
engine  in  available  form ;  the  distribution  and  disposition  of 
the  available  part :  the  extent  to  which  it  is  converted  into  use- 
ful work  and  into  wasted  power ;  the  amount  in  detail  of  the 
various  wastes;  the  method  as  we!l  as  extent  of  wastes;  and 
the  ameliorating  or  exaggerating  effect  of  any  observable  acci- 
dental or  purposely  produced  variations  of  condition  and  of 
operation  upon  the  wastes,  the  economies,  and  the  several 
efficiencies  of  the  engine. 

It  is  thus  important  that  ways  should  be  found  and  methods 
■J  practised,  that  will  determine  the  quantity  and  quality — whether 
;■  wet  or  dry — of  the  steam  supplied  ;  the  pressures  and  volumes 
■of  every  stage  of  transfer  and  of  transformation,  and  the  quan- 
tities of  heat  stored,  conveyed,  and  utilized  or  wasted. 

19.  Engine  and  Boiler  Tests  are  thus  necessarily  com- 
monly conducted  simultaneously  in  the  settlement  of  important 
contracts,  and  essential  data  can  only  be  thus  secured.  Where 
the  quantities  to  be  ascertained  and  measured  are  not  likely  to 
vary  greatly  with  period  of  operation,  a  trial  of  a  few  hours' 
duration  will  answer  all  purposes.  Gas-engines  are  often  tested 
A  single  hour,  and  five  hours  is  quite  as  long  as  is  often  de- 
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sirable.  Steam-engine  and  boiler  trials  are  seldom  less  than  ten 
hours  in  length,  often  occupy  a  full  day  of  twenty-four  hours, 
sometimes  last  a  week,  unintermittedly,  night  and  day,  and  it  is 
even  sometimes  prescribed  that  the  more  important  data  shall 
be  recorded  for  several  months  or  for  a  year  at  a  time.  Ordi- 
narily, a  ten-hour  trial  is  quite  sufficient,  if  properly  conducted. 

20.  The  Apparatus  of  Steam-boiler  Trials  consists  of 
tanks  to  receive  and  in  which  to  weigh  the  feed-water ;  scales 
with  which  to  effect  these  measurements  and  to  weigh  fuel  and 
ashes ;  thermometers  with  which  to  determine  the  temperature 
of  the  water  and  steam,  and  pyrometers  for  the  furnace-flue 
and  chimney  temperatures ;  and  it  is  now  usual  to  employ  a 
calorimeter  with  which  to  determine  the  condition  of  the  steam, 
and  to  measure  the  proportion  of  entrained  water.  Before  the 
systems  of  boiler  trial  usually  adopted  are  employed,  it  will  be 
necessary  to  understand  the  methods  of  use  and  of  calibration 
and  of  standardizing  these  various  kinds  of  apparatus,  the 
sources  from  which  they  may  be  obtained,  and  the  best  methods 
of  their  application  to  the  securing  of  the  needed  data.  It  is 
usually  thought  best  to  weigh  all  water,  rather  than  measure 
its  volume.  If  measured,  it  should  be  carefully  noted  that  its 
variation  of  density  with  temperature  is  considerable,  and  suffi- 
cient to  introduce  observable  errors  if  a  constant  density  is 
assumed. 

The  Apparatus  of  Engine-testing  consists  of  steam-engine 
indicators,  dynamometers,  counters  and  gauges,  and  good  tim- 
ing instruments.  The  use  of  these  instruments  and  the  methods 
of  test  and  correction  are  simple ;  and,  with  the  exception  of 
the  indicator,  none  demands  very  extended  notice.  The  indi- 
cator, however,  is  an  instrument  which  must  be  made  with  the 
utmost  possible  care  and  skill,  and  the  study  and  interpreta- 
tion of  its  diagrams  is  a  matter  demanding  some  skill,  knowl- 
edge, and  experience.  Considerable  space  will  therefore  be 
devoted  to  the  description  of  this  interesting  and  indispensable 
instrument,  its  uses  and  applications,  to  the  study  of  the 
methods  of  interpretation  of  its  record,  and  necessary  measure- 
ment and  computations. 
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21.  The  Object  of  a  Trial  of  a  Steam-boiler  is  to  de- 
termine what  is  the  quantity  of  steam  that  a  boiler  can  supply 
under  definitely  prescribed  conditions:  what  is  the  quality,  as 
to  moisture  or  dryness,  of  that  steam  ;  what  is  the  amount  of 
fuel  demanded  to  produce  that  steam  ;  what  the  character  of 
the  combustion,  and  the  actual  conditions  of  operation  of  the 
boiler  when  at  work.  The  conditions  prescribed  for  one  trial 
may  differ  greatly  from  those  of  another  trial,  and  such  differ- 
ences are  often  the  essential  matters  to  be  studied.  In  any 
case  it  is  assumed  that  the  conditions  under  which  the  boiler  is 
to  be  worked  are  to  be  definitely  stated,  and  the  engineer  con- 
ducting the  experiments  is  expected  to  ascertain  all  the  facts 
■which  go  to  determine  the  performance  of  the  boiler,  and  to 
state  them  with  accuracy,  conciseness,  and  completeness. 

In  the  attempt  to  ascertain  those  facts  the  engineer  meets 
with  some  difficulties,  and  finds  it  necessary  to  e.xercise  the 
utmost  care  and  skill.  In  conducting  a  steam-boiler  trial  the 
weight  of  the  water  supplied  to  the  boiler  must  be  determined  ; 
the  weight  of  the  fuel  consumed  must  be  obtained ;  the  state 
of  the  steam  made  must  be  determined;  and  these  quantities 
must  all  be  noted  at  frequent  intervals.  It  is  also  necessary  to 
know  whether  the  combustion  is  perfect  or  imperfect,  and  to 
what  extent  the  conditions  and  facts  noted  are  due  to  the 
boiler,  and  what  to  external  conditions. 

It  has  now  come  to  be  considered  that  the  determination  of 
power  and  economy  of  a  steam-boiler  demands  all  the  care, 
skill,  and  perfection  of  method  and  of  apparatus  of  any  purely 
scientific  investigation.  It  is  desirable  that  all  work  of  this  kind 
shall  be  done  in  substantially  the  same  way,  in  order  that  com- 
parisons may  be  made, 

'Mainly  fram  the  Author's  "Manual  of  Steam  Builers,"  Meir  York;  pub- 
lished by  John  Wiley  &  Sons. 
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22.  Tests  of  Value  of  Fuel  are  sometimes  the  sole  object 
of  a  trial  of  a  sttfam-boiler,  the  intent  being  lo  ascertain  by  ' 
actual  experiment  what  quantity  of  water  a  fuel  of  unknown 
tjuality-  can  evaporate  in  a  boiler  of  which  the  general  efficiency 
is  fairly  well  established.  In  such  cases  the  fuel  is  employed 
in  the  nsual  manner  and  the  results  compared  with  tliose  ob- 
tained with  fuels  of  known  excellence.  Thus,  in  a  good  type  of 
lx>ilcr,  having  a  good  proportion  of  area  of  heating-surface  to 
weight  of  fuel  burned  per  hour,  it  may  be  f:>und  that  a  fuel  of 
established  reputation  for  uniform  excellence  will  evaporate  ten 
times  its  oivn  weight  of  water  "  from  and  at  "  the  boiling-point. 
The  trial  of  a  fuel  of  unknown  quality  may  prove  that  this 
boiler  will,  under  precisely  similar  conditions,  e  aporate  an 
equal  amount  of  water  into  steam,  and  yet  the  market  price  of 
the  fuel  may  be  considerably  less  than  that  of  the  other. 
The  immediate  result  would  be  the  substitution  of  the  second 
for  the  first,  should  no  counterbalancing  disadvantages  exist. 
In  such  cases  the  method  of  conducting  the  experiment  is 
precisely  the  same  as  where  the  efficiency  of  the  boiler  is  de- 
termined :  but  the  object  sought  is  quite  a  different  one.  This 
commonly  compels  at  least  two  trials,  the  one  of  the 
and  standard,  the  other  of  the  new  and  uncertain  fuel,  and 
comparison  of  boiler-efficiency  as  found  in  the  two  trials. 
23.  The  Determination  of  the  Value  of  a  steam-boiler 
involves  the  measurement  of  its  efficiency,  independently  of  the 
nature  of  the  fuel,  and  it  is  thus  important  that  a  standard 
^rstem  of  measuring  the  effectiveness  of  the  fuel  should  be 
settled  upon,  or  that  all  variations  of  such  effectiveness  should 
be  eliminated.  The  latter  is  commonly  the  course  taken  ;  and 
the  determination  of  the  efficiency  of  the  boiler  is  based  upon 
the  measurement  of  the  evaporation  of  water,  under  stated 
:andard  conditions,  per  unit  weight  of  the  combustible  and 
med  portion  of  the  fuel  supplied  during  the  trial. 
But  the  power  of  the  boiler  is  as  important  an  element  of 
I'alue  as  its  efficiency,  and  a  complete  trial  includes,  usually, 
measurements  of  efficiency  at  both  the  rated  and  the  maximum 
working  power  of  the  boiler  as  operated  for  its  special  purpose. 
24.  The    Evaporative    Power  of  Fuels  d-jpcnds  upon 
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not  only  their  chemical  composition  as  fuels,  but  also  to  aii 
important  extent  upon  their  structure  and  their  physical  con- 
dition in  every  aspect ;  on  their  greater  or  less  purity,  and  the 
^mixture  of  earths,  moisture,  or  other  foreign  matters;  the 
fitness  of  the  furnace  (or  their  utilization  ;  the  air-supply  ;  its 
quantity,  temperature,  and  humidity  i  the  proximity  of  chilling 
surfaces;  the  extent  of  the  combustion-chamber  in  which  the 
gases  rising  from  the  bed  of  coa!  or  other  combustible  may  be 
more  or  less  completely  consumed  ;  and  many  other  minor  con- 
ditions, all  of  which  tell,  in  a  more  or  less  important  degree, 
upon  their  value  and  the  efficiency  of  the  system  of  heat- 
generation. 

25.  Analyses  of  Fuels  are  sometimes  made,  either  as  a 
check  upon  the  results  of  the  trial  or  in  substitution  for  it. 
Should  analysis  show  that  a  given  fuel  is  rich  in  heat-producing 
elements,  while  trial  fails  to  give  the  results  that  should  have 
been  obtained,  and  such  as  the  use  of  other  fuels  in  the  same 
boilers  indicates  to  be  possible,  it  will  at  once  appear  that  the  fuel 
demands  peculiar  treatment,  or  some  other  arrangement  of 
furnace.  Should  doubt  exist  which  of  a  number  of  fuels  of  the 
same  class  is  best,  chemical  analysis  may  give  a  quicker  and 
cheaper  answer  to  the  question  than  a  formal  trial.  It  rarely 
happens,  however,  that  any  system  is  as  satisfactory,  in  the  end. 
as  actual  trial  extending  over  so  long  a  period  as  to  eliminate 
uncertainties. 

Methods  of  analysis  differ  somewhat.  The  following  is  a. 
standard  method  of  general  treatment  as  prescribed  by  the 
Union  of  Engineers  of  Germany:* 

In  order  to  take  a  sample  of  the  fuel,  a  shovelful  from 
each  barrow  or  wagon  will  be  thrown  into  a  box  with  a  cover. 
The  coal  will  be  mixed  up  and  spread  in  the  form  of  a  square 
upon  a  level  floor,  and  then  divided  by  two  diagonals  Into  four 
parts.  Of  these,  two  opposite  parts  will  be  taken  away,  the 
other  two  will  be  broken  up  small  and  mixed  together.  Another 
shovelful  will  then  be  thrown  in,  and  the  method  continued 
until  about  10  kilogrammes  are  in  the  box.     This  will  then  be 
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dosed  and  reserved  for  cheipical  analysis.  For  accurate  ex- 
periments the  halves  which  have  been  taken  away  should  also 
be  analyzed. 

To  determine  the  moisture  in  the  coal,  about  lo  grammes 
from  the  above-named  sample  is  to  be  heated  for  two  hours  to 
105°  or  1 10°  C.     The  loss  in  weight  shows  the  moisture  in  the 
coal.     Coal  which  happens  to  have  been   wetted   by   rain   or 
otherwise  should  not  be  used.     The  test  should  be  applied  to 
coal  in  the  average  state  of  moisture  at  which  it  is  delivered 
from  the    pit  mouth,  and   this  state   should,  if  necessary,  be 
determined  beforehand.    The   remainder  of  the  sample,  pow- 
dered  and   mixed  thoroughly,  serves  to  determine  the  ash,  the 
carbon,   the  hydrogen,  the   nitrogen,  and   the  sulphur.     The 
heating-value  of  the  coal  is  determined  as  follows:     Suppose 
that   it   is  found  to  contain  c  per  cent  of  carbon,  //  per  cent  of 
hydrogen,  s  per  cent  of  sulphur,  o  per  cent  of  oxygen,  and  "o^ 
per  cent  of  water,  then  the  theoretical  heating-value  is  given 
by  the  formula  of  Dulong  as  follows  : 

{a\     Rcfctrcd  to  Water  at  0°  Cent, 

8iCK>:  -f   3432^  r--^    +25005. 

{B).     Referred  to  Water  at  100°  Cent. 

8ioor+  342.00  V'  —  ^j   -f-   25005  —  636.5  (9//  -f  zt/.) 

To  determine  the  quantity  of  air  required  for  burning  coal 
we  have  the  following:  One  kilogramme  of  coal  requires  to 
bum  it, 

2.667^   +    8//  +  J— ^ 
100  X  143 ^"'  metres  of  oxygen  ;  or, 

2,667c   +    8//  +  5  — ^  ^         ,    .  ^  .  . 
— cu.  metres  of  air  containmg  21  per  ct. 

^'   ^  '-43  of  oxygen. 

The  analyses  should  be  made  with  care,  by  a  skilled  and 
experienced  chemist,  if  any  important  question  is  to  be  settled. 

26.  Economy  of  Fuel  is  nearly  synonymous  with  effi- 
ciency of  boiler,  as  a  matter  of  engineering  simply  ;  but  when 
the  finance  of  the  case  is  studied,  it  is  often  found,  from  that 
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point  of  view,  a  very  different  mattter.  It  is  perfectly  possible 
to  adopt  so  great  a  proportion  of  heating-surface,  so  large  a 
boiler,  that  the  gain  in  fuel  saved,  as  compared  with  boilers  of 
similar  type  and  usual  proportions,  may  be  more  than  offset 
by  the  increased  charges  on  account  of  enlargement  of  boiler. 
The  efficiency  of  boiler,  in  the  ordinary  sense  in  which  that 
term  is  used,  is,  however,  a  measure  of  economy.  The  varia- 
tion of  efficiency  and  of  economy  in  fuc!  consumption  is  a  func- 
tion of  the  proportion  of  area  and  of  heating-surface  to  fuel 
burned,  and  the  object  of  a  boiler-trial  is  to  ascertain  these  rela- 
tions with  precision.  An  understanding  should  be  had  before 
the  trial  fn  regard  to  the  kind  of  fuel  to  be  used  ;  where  no  reason 
of  controlling  importance  exists  to  the  contrary,  the  best  obtain- 
able coal  should  be  selected,  for  the  reason  that  a  boiler  can  be 
better  judged,  and  the  results  of  its  trial  may  be  more  satisfac- 
torily compared  with  similar  trials  of  other  boilers,  when  the 
very  best  work  of  which  it  is  capable  is  done  by  it.  The 
differences  between  separate  lots  of  the  best  coals  are  less 
than  the  differences  between  separate  lots  of  inferior  fuels, 
and  the  comparison  is  thus  Jess  difficult  where  the  former  are 
used. 

27.  The  Relative  Values  of  Boilers  depend  not  only  on 
theirefficiencies,  but  also  on  their  capacities  for  furnishing  steam, 
and  on  various  other  qualities  and  attributes:  as  their  greater 
or  less  complication  in  structure  ;  their  safety  and  durability  ; 
their  volume,  weight,  and  cost.  The  boiler-trial  only  settles 
questions  relating  to  their  efficiency  and  capacity,  and  their  real 
relations  of  value,  only  just  so  far  as  those  elements  enter  the 
problem.  These  are  usually,  however,  the  main  factors,  and 
their  measurement  by  a  test-trial  gives  the  means  of  deciding, 
in  nearly  all  cases,  every  question  likely  to  present  itself  in  the 
use  of  the  apparatus. 

28.  Variations  of  Efficiency  occur  with  variations  in 
grate-area,  in  rate  of  combustion  and  in  kind  of  fuel.  In 
any  given  boiler,  within  a  wide  range  of  which  the  limits  are 
usually  far  outside  of  practical  conditions,  the  greater  the 
quantity  of  fuel  burned  the  less  the  amount  of  steam  made  per 
unit  weight   of   that    fuel ;   the  smaller  the  quantity  of  fuel. 
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burned  under  proper  conditions,  in  the  boiler,  the  higher  the 
efficiency ;  and  it  has  been  seen  in  an  earlier  chapter,  that 
the  gain  in  efficiency,  with  increasing  proportion  of  heating  to 
grate  surface  or  to  fuel  burned,  is  less  and  less  as  this  increase 
goes  on.  By  enlai^ing  or  reducing  the  grate,  or  by  increasing 
or  diminishing  the  draught  and  air-supply,  and  during  a  suc- 
cession of  trials,  noting  the  method  of  variation  of  efficiency 
and  of  capacity  for  making  steam,  the  law  of  such  variations 
may  be  established,  and  the  best  arrangement,  all  things  con- 
sidered, may  be  determined. 

29.  Variations  of  Proportions  in  different  boilers,  other- 
wise  similar,  have  been  seen  to  be  capable  of  expression  by  a 
very  simple  algebraic  expresssion  on  which  all  theories  of  effi- 
ciency  are  based.  But  in  some  cases  this  law  is  not  found  to 
be  precisely  applicable,  and  only  test-trials  of  boilers  so 
differing  can  be  relied  upon  to  give  correct  relations.  The 
general  relations  already  stated  invariably  hold ;  but  it  often 
happens  that  a  steam-boiler  exhibits  peculiarities  which  make 
that  exact  statement  inapplicable.  It  is  not  uncommon  not 
only  to  compare  actual  performance,  as  shown  by  trial,  with 
the  results  indicated  by  the  theory,  but  also  to  alter  the  ratio 
of  heating  to  grate  surface  by  bricking  over  more  or  less  of 
the  grate,  and  by  this  or  other  expedients  so  varying  that 
ratio  in  successive  trials  as  to  obtain  an  empirical  and  approxi- 
mately exact  expression  for  the  law  of  variation  of  efficiency 
for  the  particular  case  in  hand. 

30.  Combined  Power  and  Efficiency  distinguish  the  best 
tj-pes  of  boiler.  That  which,  at  a  given  cost,  exhibits  highest 
steam-producing  power  combined  with  greatest  efficiency,  is 
ihf  best  boiler.  These  qualities,  however,  are  not  usually  com- 
patible, and  increased  steam-production  from  any  boiler  is  com- 
monly attended  with  a  decrease  in  efficiency;  and  as  the  one  or 
the  other  of  these  qualities  is  the  more  important,  the  combi- 
nation which  will  give  best  total  result  will  vary.  In  no  two 
cases  will  the  same  combination  be  equally  desirable.  Every 
boiler  must  be  tested  for  both  before  it  can  be  said  whether  it 
is  satisfactorily  adapted  to  its  place  and  work. 

31,  The  Apparatus  and  Methods  of  test-trials  should  be 
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prescribed  in  the  preliminary  arrangements  for  every  trial,  an 
if  possible  should  be  in  exact  accordance  with  some  accepts 
standard  rules.  The  apparatus  consists  of  scales  and  tanks  I 
measurement  of  weights  of  coal  and  of  water  ;  gauges  to  giiH 
the  pressure  of  steam  ;  thermometers  of  great  accuracy 
determine  the  temperatures  of  water,  steam,  and  flue-gasej 
and  calorimeters  to  determine  the  quality  of  the  steam  i 
the  extent  of  superheating,  or  the  percentage  of  moisture  ( 
trained  by  it. 

The  establishment  of  the  correctness  of  this  apparatu: 
first  of  the  preliminaries  to  their  use.  The  standardizatid] 
of  the  instruments  is  a  matter  of  supreme  importance,  ; 
upon  their  accuracy  the  whole  work  of  the  engineer  is  depein 
cnt.  It  is  also  a  work  demanding,  in  most  cases,  unusual  i 
and  care,  and,  to  be  satisfactory,  must  generally  be  performd 
either  at  the  manufacturer's,  or  at  the  office  of  the  enginet 
conducting  the  trial.  The  scales  can  usually  be  standardizaj 
by  the  official  sealtr  of  weights  and  measures,  and  sealed  I 
him  ;  the  water-meters,  if  used,  can  be  readily  tested  by  theu 
of  the  scale*  so  sealed ;  the  thermometers  are,  as  a  rule,  be^ 
tested  by  their  makers,  and  should  be  sent  to  the  maker  for 
test  immediately  before  and  directly  after  the  test.  The 
engineer  often  has  a  carefully  preserved  standard  with  which 
they  may  be  compared  in  his  own  office.  The  same  remarks 
apply  to  the  examination  of  the  gauges  used,  which  should  be 
standardized  both  before  and  after  their  use.  The  apparatus 
used  in  connection  with  the  calorimeter,  in  the  determina- 
tion of  the  quality  of  the  steam  made,  demand  exceptional 
care  in  this  process.  Where  it  is  unavoidable,  the  use  of 
coarsely  graduated  thermometers  and  roughly  constructed 
scales  may  be  permitted,  but  only  then  when  a  very  large 
number  of  obscr\-ations  are  taken,  and  an  average  thus  ob- 
tained which  may  befairly  expected  to  fall  within  reasonable 
limits  o(  error. 

The  method  of  starting  and  of  stopping  the  trial  is  a  very 
important  matter,  and  one  upon  which  engineers  of  experience 
and  acknowledged  authority  are  not  in  complete  accord.  The 
principles  to  be  adhered  to  in  this  matter,  as  in  every  other 
detail  of  the  operation  of  testing  a  boiler,  are  easily  specified. 
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but  they  are  not  always  as  easy  of  practice.  All  conditions 
should  be  as  exactly  the  same  at  the  beginning  and  at  the  end 
of  the  test  as  they  can  possibly  be  made.     The  period  of  the 

• 

trial  and  the  times  of  stopping  and  of  starting  should  be  capa- 
ble of  being  exactly  fixed,  and  the  method  of  test  should  be 
such  as  should  permit  of  the  commencement  and  the  end 
occurring  at  these  exactly  defined  times,  or,  as  an  alterna- 
tive, they  should  be  such  that  the  work  done  by  the  boiler 
during  the  less  precisely  determinable  time  of  beginning  and 
ending  of  the  trial  should  be  as  nearly  as  possible  ////,  so 
that  a  slight  error  as  to  time  may  not  appreciably  affect  the 
results. 

During  the  trial,  provision  should  be  made  for  the  preserva- 
tion of  the  utmost  possible  uniformity  of  working  conditions 
throughout  the  whole  period  of  the  trial.  Every  irregularity 
gives  rise  to  more  or  less  loss  of  efficiency,  and  to  uncertainty 
in  regard  to  the  correctness  of  the  reported  figures.  The  nearer 
the  working  of  the  boiler  is  kept  to  the  final  average  for  the 
trial,  the  better. 

Uniformity  of  operation  and  maximum  efficiency  are  best 
attainable  during  a  trial  when  a  system  of  record  is  adopted 
which  allows  of  that  regularity  being  shown  at  all  times ;  and 
records  in  proper  form  are  the  best  possible  security  against 
error  of  observation.  Graphical  methods  should  be  adopted 
wherever  practicable.  Such  methods  of  record  exhibit  most 
satisfactorily  the  accordance  with  or  the  deviation  from  the 
uniformity  of  operation  considered  so  desirable  on  the  score  of 
efficiency  and  accuracy. 

.^2.  Standard  Test-trials  are  made  under  estabh'shed  sys- 
tems, and  in  accordance  with  codes  of  regulations  which  are 
accepted  as  representing  a  satisfactory  system  of  procedure. 
In  such  cases  the  first  step  is  to  settle  upon  a  standard  of 
measurement  and  comparison  that  may  be  accepted  by  all  who 
mav  be  interested  in  the  result.  The  standard  nominal  horse- 
power  has  already  been  described  as  now  accepted  by  the  best 

authorities. 

The  Committee  of  Judges  of  the  Centennial  Exhibition,  to 
whom  the  trials  of  competing  boilers  at  that  exhibition  were 
intrusted,  adopted  the  unit,  lo  pounds  of  water  rcaporaicd  iuto 
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dry  if  cam  per  hour  from  feed-water  at  loo"  Fahrenlu-it,  and  un- 
der  a  pressure  of  set-enty  pounds  per  square  inchaboi-e  the  atmos- 
phere, these  conditions  being  considered  to  represent  fairly 
average  practice  The  quantity  of  heat  demanded  to  evaporate 
a  pound  of  water  under  these  conditions  is  1 1 10.2  British  ther- 
mal units,  or  1.1496  '■  units  of  evaporation."  The  unit  of  power 
proposed  is  thus  equivalent  to  the  development  of  33,305  heat- 
units  per  hour,  or  34.488  units  of  evaporation.  The  "  unit  of 
evaporation"'  is  taken  as  a  certain  weight — preferably  unity  of 
water,  evaporated  "  from  and  at  "  the  boiling-point  under  atmos- 
pheric pressure.  The  now-accepted  unit  of  boiler-power,  in  the 
code  constructed  (or  the  American  Society  of  Mechanical  En- 
gineers,* is  the  equivalent  of  the  Centennial  Standard,  and  in 
all  standard  trials  the  commercial  horsc-power  is  taken  as  an 
e^-aporalion  of  30  pounds  of  water  per  hour  from  a  feed-water 
temperature  of  100°  Fahr.  into  steam  at  70  pounds  gauge-pres- 
sure, which  is  equal  to  34^  units  of  evaporation,  that  is,  to  34^ 
pounds  of  water  evaporated  from  a  feed-water  temperature  of 
212°  Fahr.  into  steam  at  the  same  temperature.  This  standard 
is  taken  as  the  equivalent  of  33,305  thermal  units  per  hour.f 

A  boiler  rated  at  any  stated  horse-power  should  be  capable 
of  developing  that  power  with  easy  firing,  moderate  draught 
and  ordinary  fuel,  while  exhibiting  good  economy;  and  the 
boiler  should  be  capable  of  developing  one  half  or  one  third 
more  than  its  rated  power  to  meet  emergencies  at  times  when 
maximum  economy  is  not  the  most  important  object  to  be  at- 
tained, 

33.  Instructions  and  Rules  governing  the  standard  sy&. 
tern  of  boilcr-trial,  prepared  by  a  committee  of  the  American 
Society  of  Mechanical  Engineers,  may  be  taken  as  a  good  illus- 
tration  of  such   regulations  as,  in  one  form  or  another,  have 


•  Tiansaclions.  vol.  vi.,  1884. 

t  An  evaporation  of  30  pounds  of  waier  from  loo'  F.  into  sleam  al  70  pounds 
pressure  is  equal  to  an  evaporation  ol  34.4B3  pounds  from  and  at  aia*;  and  an 
evaporation  of  34i  pounds  from  and  at  aia"  F.  is  equal  to  30.010  pounds  from 
100°  F.,  into  steam  a(  70  pounds  pressure. 

Tbc  "  unit  of  evaporation  "  being  taken  equal  10  965.7  thermal  units,  the 
commercial  horse-puiver  is  34.483  X  965.7  =  33  305  iheniial  unils. 
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been  customarily  agreed  upon  by  engineers  conducting  snch 
work.     They  are  as  follows : 

PREUMIXARIES  TO  A  TEST. 

I.  In  preparing  for  and  conducting  trials  of  steam-boilers, 
the  specific  object  of  the  proposed  trial  should  be  clearly  defined 
and  steadily  kept  in  \'ieiii'. 

II.  J^feasurc  and  record  the  dimensions^  position,  etc.,  of  grate 
and  heating  surfaces,  flues  and  chimneys,  proportion  of  air-space 
in  the  grate-surface,  kind  of  draught,  natural  or  forced. 

Ill-  Put  the  Boiler  in  good  condition. — Have  heating-surface 
clean  inside  and  out.  giate-bars  and  sides  of  furnace  free  from 
clinkers,  dust  and  ashes  removed  from  back  connections,  leaks 
in  masonr>'  stopped,  and  all  obstructions  to  draught  removed. 
See  that  the  damper  will  open  to  full  extent,  and  that  it  may 
be  closed  when  desired.  Test  for  leaks  in  masonrj'  by  firing  a 
little  smoky  fuel  and  immediately  closing  damper.  The  smoke 
will  then  escape  through  the  leaks. 

IV.  Have  an  understanding  with  the  parties  in  whose  inter- 
est the  test  is  to  be  made  as  to  the  character  of  the  coal  to  be 
used.  The  coal  must  be  dr\%  or,  if  wet,  a  sample  must  be  dried 
carefully  and  a  determination  of  the  amount  of  moisture  in  the 
coal  made,  and  the  calculation  of  the  results  of  the  test  corrected 
accordingly. 

Wherever  possible,  the  test  should  be  made  with  standard 
coal  of  a  known  quality.  For  that  portion  of  the  country 
east  of  the  Alleghany  Mountains  good  anthracite  ^g  coal  or 
Cumberland  semi-bituminous  coal  may  be  taken  as  the  stand- 
ard for  making  tests.  West  of  the  Alleghany  Mountains  and 
east  of  the  Missouri  River,  Pittsburg  lump  coal  may  be  used.* 

V.  In  ail  important  tests  a  sample  of  coal  should  be  selected 
for  chemical  analysis. 


*  These  coals  are  selected  because  they  are  almost  the  only  coals  which  con- 
tain the  essentials  of  excellence  of  quality,  adaptability  to  various  kinds  of  fur- 
aaoes,  gxates,  boilers,  and  methods  of  firing,  and  wide  distribution  and  general 
acccssibiUty  in  the  markets. 
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VI.  Establish  tli(  correctness  of  all  apparatus  used  in  the  test 
for  weighing;  and  measuring.     These  are  : 

1.  Scales  for  weighing  coal,  ashes,  and  water. 

2.  Tanlvs,  or  water-meters  'or  measuring  water.  Water- 
meters,  as  a  rule,  should  only  be  used  as  a  check  on  other  meas- 
urements. For  accurate  work,  the  water  should  be  weighed  or 
measured  in  a  tank, 

3-  Thermometers  and  pyrometers  for  taking  temperatures 
of  air,  steam,  feed-water,  waste  gases,  etc. 

4-  Pressure-gauges,  draught-gauges,  etc. 

VII.  Before  beginning  a  lest,  the  boiler  and  chimney  should 
be  thoroughly  heated  to  their  usual  working  temperature.  If 
the  boiler  is  new,  it  should  be  in  continuous  use  at  least  a  week 
before  testing,  so  as  to  dry  the  mortar  thoroughly  and  heat  the 
walls. 

VIII.  Before  beginning  a  test,  the  boiler  and  connections 
should  be  free  from  leaks,  and  all  water-connections,  including 
blow  and  extra-feed  pipes,  should  be  disconnected  or  stopped 
with  blank  flanges,  except  the  particular  pipe  through  which 
water  is  to  be  fed  to  the  boiler  during  the  trial.  In  locations 
where  the  reliability  of  the  power  is  so  important  that  an  extra 
feed-pipe  must  be  kept  in  position,  and  in  genera!  when  for  any 
other  reason  water-pipes  other  than  the  feed-pipes  cannot  be 
disconnected,  such  pipes  may  be  drilled  so  as  to  leave  openings 
in  their  lower  sides,  which  should  be  kept  open  throughout  the 
test  as  a  means  of  detecting  leaks,  or  accidental  or  unauthorized 
opening  of  valves.  During  the  test  the  blow-off  pipe  should 
remain  exposed. 

If  an  injector  is  used,  it  must  receive  steam  directly  from  the 
boiler  being  tested,  and  not  from  a  steam-pipe,  or  from  any 
other  boiler. 

See  that  the  steam-pipe  is  so  arranged  that  water  of  con- 
densation cannot  run  back  into  the  boiler.  If  the  steam-pipe 
has  such  an  inclination  that  the  water  of  condensation  from  any 
portion  of  the  steam-pipe  system  may  run  back  into  the  boiler, 
it  must  be  trapped  so  as  to  prevent  this  water  getting  into  the 
boiler  without  being  measured. 
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STARTIXG  AXD  STOPPING  A  TEST. 

A  test  should  last  at  least  ten  hours  of  continuous  running, 
and  twent>'-four  hours  whenever  practicable.  The  conditions 
of  the  boiler  and  furnace  in  all  respects  should  be,  as  nearly  as 
possible,  the  same  at  the  end  as  at  the  beginning  of  the  test. 
The  steam-pressure  should  be  the  same,  the  water-level  the 
same,  the  fire  upon  the  grates  should  be  the  same  in  quantity 
and  condition,  and  the  walls,  flues,  etc.,  should  be  of  the  same 
temperature.  To  secure  as  near  an  approximation  to  exact 
uniformity  as  possible  in  conditions  of  the  fire  and  in  tempera- 
tures of  the  walls  and  flues,  the  following  method  of  starting 
and  stopping  a  test  should  be  adopted : 

X.  Standard  SIctliod, — Steam  being  raised  to  the  working 
pressure,  remove  rapidly  al!  the  fire  from  the  grate,  close  the 
damper,  clean  the  ash-pit,  and  as  quickly  as  possible  start  a  new 
fire  with  weighed  wood  and  coal,  noting  the  time  of  starting 
the  test  and  the  height  of  the  water-level  while  the  water  is  in 
a  quiescent  state,  just  before  lighting  the  fire. 

At  the  end  of  the  test,  remove  the  whole  fire,  clean  the 
grates  and  ash-pit,  and  note  the  water-level  when  the  water  is 
in  a  quiescent  state ;  record  the  time  of  hauling  the  fire  as  the 
end  of  the  test.  The  water-level  should  be  as  nearly  as  pos- 
sible the  same  as  at  the  beginnihg  of  the  test.  If  it  is  not  the 
same,  a  correction  should  be  made  by  computation,  and  not  by 
operating  pump  after  test  is  completed.  It  will  generally  be 
necessary  to  regulate  the  discharge  of  steam  from  the  boiler 
tested  by  means  of  the  stop-valve  for  a  time  while  fires  are 
being  hauled  at  the  beginning  and  at  the  end  of  the  test,  in 
order  to  keep  the  steam-pressure  in  the  boiler  at  those  times 
up  to  the  average  during  the  test. 

XL  Alternate  Method. — Instead  of  the  Standard  Method 
above  described,  the  following  may  be  employed  where  local 
conditions  render  it  necessar>' : 

At  the  regular  time  for  slicing  and  cleaning  fires  have 
them  burned  rather  low,  as  is  usual  before  cleaning,  and  then 
thoroughly  cleaned ;  note  the  amount  of  coal  left  on  the 
grate  as  nearly  as  it  can   be  estimated  ;  note   the    pressure   of 


so  ENGINE  AND   BOILER    TRIALS.  ^ 

steam  and  the  height  of  the  water-level — which  should  be  at 
the  medium  height  to  be  carried  throughout  the  test — at  the 
same  time  :  and  note  this  time  as  the  time  of  starting  the  test. 
Fresh  coal,  which  has  been  weighed,  should  now  be  fired.  The 
ash-pits  should  be  thoroughly  cleaned  at  once  after  starting. 
Before  the  end  of  the  test  the  fires  should  be  burned  low,  just 
as  before  the  start,  and  the  fires  cleaned  in  such  a  manner  as  to 
leave  the  same  amount  of  fire,  and  in  the  same  condition,  on  the 
grates  as  at  the  start.  The  water-level  and  steam-pressure 
should  be  brought  to  the  same  point  as  at  the  start,  and  the 
time  of  the  ending  of  the  test  should  be  noted  just  before  fresh 
coal  is  fired, 

DURING  THE   TEST. 

XU.  Keep  lli£  Conditions  Uniform. — The  boiler  should  be 
run  continuously,  without  stopping  for  meal-times  or  for  rise 
or  fall  of  pressure  of  steam  due  to  change  of  demand  for  steam. 
The  draught  being  adjusted  to  the  rate  of  evaporation  or  com- 
bustion desired  before  the  test  is  begun,  it  should  be  retained 
constant  during  the  test  by  means  of  the  damper. 

If  the  boiler  is  not  connected  to  the  same  steam-pipe  with 
other  boilers,  an  extra  outlet  for  steam  with  valve  in  same 
should  be  provided,  so  that  in  case  the  pressure  should  rise  to 
that  at  which  the  safety-valve  is  set,  it  may  be  reduced  to  the 
desired  point  by  opening  the  extra  outlet,  without  checking 
the  fires. 

If  the  boiler  is  connected  to  a  main  steam-pipe  with 
other  boilers,  the  safety-valve  on  the  boiler  being  tested  should 
beset  a  few  pounds  higher  than  those  of  the  other  boilers,  so 
that  in  case  of  a  rise  in  pressure  the  other  boilers  may  blow  off, 
and  the  pressure  be  reduced  by  closing  their  dampers,  allowing 
the  damper  of  the  boiler  being  tested  to  remain  open,  and  firing 
as  usual. 

All  the  conditions  should  be  kept  as  nearly  uniform  as  pos- 
sible, such  as  force  of  draught,  pressure  of  steam,  and  height  of 
water.  The  time  of  cleaning  the  fires  will  depend  upon  the 
character  of  the  fuel,  the  rapidity  of  combustion,  and  the  kind 
of  grates.  When  very  good  coal  is  used,  and  the  combustion 
not  too  rapid,  a  ten-hour  test  may  be  run  without  any  cleaning 
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of  the  grates,  other  than  just  before  the  beginning  and  just  be- 
fore  the  end  of  the  test.  But  in  case  the  grates  have  to  be 
deaned  doring  the  test,  the  intervals  between  one  cleaning  and 
another  should  be  uniform. 

XIII.  Keeping  the  Records. — ^The  coal  should  be  weighed 
and  delivered  to  the  firemen  in  equal  portions,  each  sufficient 
for  about  one  hour's  run,  and  a  fresh  portion  should  not  be  de- 
livered until  the  previous  one  has  all  been  fired.  The  time 
required  to  consume  each  portion  should  be  noted,  the  time  be- 
ii^  recorded  at  the  instant  of  firing  the  first  of  each  new  por- 
tion. It  is  desirable  that  at  the  same  time  the  amount  of  water 
fed  into  the  boiler  should  be  accurately  noted  and  recorded,  in- 
cluding the  height  of  the  ^;^ter  in  the  boiler,  and  the  average 
pressure  of  steam  and  temperature  of  feed  during  the  time.  By 
thus  recording  the  amount  of  water  evaporated  by  successive 
portions  of  coal,  the  record  of  the  test  may  be  divided  into  sev- 
eral divisions,  if  desired,  at  the  end  of  the  test,  to  discover  the 
degree  of  uniformity  of  combustion,  ex'aporation,  and  economy 
at  different  stages  of  the  test. 

XIV.  Priming  Tests. — In  all  tests  in  which  accuracy  of  re- 
suits  is  important,  calorimeter  tests  should  be  made  of  the  per- 
centage  of  moisture  in  the  steam,  or  of  the  degree  of  super- 
heating. At  least  ten  such  tests  should  be  made  during  the 
trial  of  the  boiler,  or  so  many  as  to  reduce  the  probable  average 
error  to  less  than  one  per  cent,  and  the  final  records  of  the 
boiler  test  corrected  according  to  the  average  results  of  the 
calorimeter  tests. 

On  account  of  the  difficulty  of  securing  accurac>'  in  these 
tests  the  greatest  care  should  be  taken  in  the  measurements  of 
weights  and  temperatures.  The  thermometers  should  be  ac- 
curate to  within  a  tenth  of  a  degree,  and  the  scales  on  which 
the  water  is  weighed  to  within  one  hundredth  of  a  pound. 

ANALYSES  OF  GASES. — MEASUREMENT   OF   AIR-SVPPLV.    ETC. 

XV.  In  tests  for  purposes  of  scien tine  research,  in  which  the 
determination  of  all  the  variables  entering  into  the  test  is  f\f> 
sired,  certain  obserxations  should  be  n;adc  which  are  in  general 
not  necessar)'  in  tests  for  commercial  purposes.  Thefsc  are  the 
measurement  of  the  air-supply,  the   determination  of  its  con- 
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tained  moisture,  the  measurement  and  analysis  of  the  flue- 
gases,  the  determination  of  the  amount  of  heat  lost  by  radiation, 
■of  the  amoimt  of  intiUration  of  air  through  the  setting,  tlic 
-direct  determination  by  calorimeter  experiments  of  the  absolute 
heating  value  of  the  fuel,  and  {by  condensation  of  all  the  steam 
made  by  the  boiler)  of  the  total  heat  imparted  to  the  water. 

The  analysis  of  the  flucgascs  is  an  especially  valuable 
method  of  determining  the  relative  value  of  different  methods 
of  firing,  or  of  different  kinds  of  furnaces.  In  making  these 
analyses  great  care  should  be  taken  to  procure  average  samples, 
since  the  composition  is  apt  to  varj'  at  different  points  of  the 
flue,  and  the  analyses  should  be  intrusted  only  to  a  thoroughly 
competent  chemist,  who  is  provided  with  complete  and  accurate 
apparatus. 

As  the  determination  of  the  other  variables  menlioned  above 
are  not  likely  to  be  undertaken  except  by  engineers  of  high 
scientific  attainments,  and  as  apparatus  for  making  them  is 
Hkely  to  be  improved  in  the  course  of  scientific  research,  it  is 
not  deemed  advisable  to  include  in  this  code  any  specific  direc- 
tions for  making  them. 

RECORD   OF  THE  TEST. 
XVI.  A  "  log"  of  the  test  should  be  kept  on  properly  pre- 
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REPORTING  THE  TRIAL. 

XVII.  The  final  results  should  be  recorded  upon  a  properly- 
prepared  blank,  and  should  include  as  many  of  the  following 
items  as  are  adapted  for  the  specific  object  for  which  the  trial 
is  made.  The  items  marked  with  a  *  may  be  omitted  for  or- 
dinary trials,  but  are  desirable  for  comparison  with  similar  data 
from  other  sources. 


Results  of  the  trials  of  a. 

Boiler  at 

To  determine 


I. 

8. 


Date  of  trial. . . . 
Duration  of  trial 


DIMENSIONS   AND   PROPORTIONS. 


Leave  space  for  complete  description.     See  Ap 
pendix  XXIII. 

Grate  surface. . .  wide. . .  .long. . .  .Area. . . . 

Water-heating  surface 

Superheating-surface 

Ratio  of  water  heating  surface  to  grate-sur- 
face   


3- 
4- 

5- 
6. 


AVERAGE  PRESSURES. 


7.  Steam-pressure  in  boiler,  by  gauge. . . 

♦8.  Absolute  steam  pressure 

•9.  Atmospheric  pressure,  per  barometer. 

10.  Force  of  draught  in  inches  of  water. . 


AVERAGE  TEMPERATURES. 

^11.  Of  external  air 

^12.  Of  fire-room 

^13.  Of  steam 

14.  Of  escaping  gases 

15.  Of  feed-water 


16. 

17. 

18. 

19. 
20. 

4i. 
^22. 


FUEL. 

Toral  amount  of  coal  consumed  f 

Moisture  in  coal 

Dry  coal  consumed 

Total  refuse,  dry pounds  = 

Total  combustible  (dry  weight  of  coal,  Item 

18,  less  refuse,  Item  19)  

Dry  coal  consumed  per  hour 

Combustible  consumed  per  hour 


hours. 


sq.  ft. 
sq.  ft. 
sq.  ft. 


lbs. 
lbs. 
in. 
in. 


deg. 
deg. 
deg. 
deg. 
deg. 


lbs. 
per  cent. 

lbs. 
per  cent. 

lbs. 
lbs. 
lbs. 


*  See  reference  in  paragraph  preceding  table. 

f  Including  equivalent  of  wood  used  in  lighting  fire,  i  pound  of  wood 
equals  0.4  pound  coal.  Not  including  unburnt  coal  withdrawn  from  fire  at  end 
of  test. 
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34.   Percentage  o( 

as.   Number  ol  degrees  superheaied.. 


jally    . 


37.   Water    acti 
quality  ol 
as.   Equiviilciit  water  eva 

'"39.  Equivalent   total  bea 

British  thermal  units  T 

30.  Equivalent  water  evaporaletl  in 
from  and  ai  213°  F.  per  hour. 


ter  pumped  i 

I po rated,    corrected    for 

iraied  into  dry  stcan 

derived  from  fuel  ii 

+ 

dry  Blean 


3a.  Equivaleni  irater  evaporated  per  pour 

dry  coal  from  and  at  3ia°  F.f 

33.  Equivalent  water  evaporaled  per  pound  of 

combustible  from  and  at  iii'  F.f Ibs^ ^^ 

•  Corrected  for  inequality  of  water-level  and  of  steam- pressure  at  beginning 
and  end  of  test. 

f  The  following  shows  how  some  of  the  items  in  the  above  table  are  de- 
rived from  others: 

Item  27  —  liem  it  X  Item  83. 

item  38  =  Item  37  X  Factor  of  evaporation. 


ir  of  evaporation 


H  - 


:  //■ai 


i  being  respectively  the  total  heat- 
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n  of  the  average  observed  pressure  and   in  water  of  the  average 
pcrature  of  feed,  as  obtained  irom  tables  of  the  properlies  of  steam 


Item  33  - 
Item  33  = 


;  Item  31  X  Factor  of  evaporatio 
-  Item  33  +  (per  cent  100  —  Item 


Ite 


»  36  to  33. 


Items  40  to  43.     First 

Item  43  =  Item  3g  X  o.t»x>3 

,  Diffpr«ncc"(  Items 


=  Ite 


PRECAUTIONS   TO  BE    TAKEN. 


I 

1 

COHMBKCIAL   ETAPOHJlTroN. 

h 

dry  co«J  with  one  sixih  relnse,  ai  70  pounds 
gaugc-picssure,  from  lemperalurp  of  100' 
F.  =  Item  33  muliiplied  by  0.7149  

tbs. 

■ 

Dry  rwal  actoaJly  burned  per  square  (ool  ol 

lbs, 
lbs. 
lbs. 
lbs. 

f                                     ]  Per  sq.   fl.  of  grale- 

dry  coal  pet  hour.    |  Per  sq.   fl.  of  walrr- 

'    Cual  assumed  with   {     healing  surface... . 

one  «ij[th    refuse.f      Per  sq.   Ii.   of   1.  asi 

J      area  for  diaughL . . 

■ 

RATE  OF   EVAPOkATION, 

•40. 

1' 

Water  evaporated  from  and  at  aia°   F.  per 
square  foot  of  heafmR-snrtaee  per  hour. . . 
f       Water  cvaporalcd       Per  sq    ft,  of  grate- 

per   hour  fro tn  tern           surface 

I  per-ture  ol  lOo"  F,      Per  sq.  ft.  of  waler- 
)  into     sleam     ai    70           heating  surface. . 
1  pimnds    gaugc-pres-      Per  sq.  (l.  of  least 
[^sure.t                           J      area  for  draught. 

lbs. 

lbs. 
lbs. 
lbs. 

\ 

On  basFs  of  thirty  pounds  of  water  per  hour 
evaporated  from  tcitiperalure  of  ioo°    F, 
into  steam  of  70  pounds  gauge  pressure, 
(  =  34ilbs.  from  and  at  au  )> 

Horse-power,  builders'  rating,  al square 

Per  esnt. 

Per    cent    developed  above,  or  below,   rat- 

34.  Precautions  are  to  be  taken  in  every  possible  way  to 
■event  and  avoid  irregularities  in  the  conduct  of  the  trial  and 
[errors  ol  observation.* 

In  preparing  for  and  conducting  trials  of  steam-boilers  the 
specific  object  of  the  proposed  triat  should  be  clearly  defined 
and  steadily  kept  in  view,  and  as  suggested  by  Mr.  Hoadley — 
L       (i)  If  it  be  to  determine  the  efficiency  of  a  given  style  of 
Bboiler  or  of  boiler-setting  under  normal  conditions,  the  boiler 
rhriclcwork,  grates,  dampers,  flues,  pipes,  in  short,  the  whole  ap- 
paratus, should  be  carefully  examined  and  accurately  described, 


The  appendiic  to  the  report  above  quoted  should  be  read  in  this  cotmectton. 


Is6 

I  and  any  variation  from  a  normal  condition  should  be  remedied, 
f  if  possible,  and  if  irremediable,  clearly  described  and  pointed  out. 

(3)  If  it  be  to  ascertain  the  condition  of  a  given  boiler  or 
set  of  boilers  with  a  view  to  the  improvement  of  whatever  may 
be  faulty,  the  conditions  actually  existing  should  be  accurately 
observed  and  clearly  described, 

{3^  If  the  object  be  to  determine  the  relative  value  of  two 
or  more  kinds  of  coal,  or  the  actual  value  of  any  kind,  exact 
equalityof  conditions  should  be  maintained  if  possible,  or, 
where  that  is  not  practicable,  all  variations  should  be  duly  al- 
lowed for. 

(4)  Only  one  variable  should  be  allowed  to  enter  into  the 
problem  :  or,  since  the  entire  exclusion  of  disturbing  variations 
cannot  usually  be  effected,  they  should  be  kept  as  closely  as 
possible  within  narrow  limits,  and  allowed  for  with  all  possible 
accuracy. 

Blanks  should  be  provided  in  advance,  in  which  to  enter  all 
data  observed  during  the  test.  The  preceding  instructions 
contain  the  form  used  in  presenting  the  general  results.  Rec- 
ords should  be,  as  far  as  possible,  made  in  a  standard  form,  in 
order  that  all  may  be  comparable. 

The  observations  must  be  made  by  the  engineer  conduct- 
ing the  trial,  or  by  his  assistants,  with  this  object  distinctly  in 
mind;  and  each  should  have  a  well-defined  part  of  the  work 
assigned  him,  and  should  assume  responsibility  for  that  part, 
having  a  distinct  understanding  in  regard  to  the  extent  of 
his  responsibility,  and  a  good  idea  of  the  extent  and  natu: 
of  the  work  done  by  his  colleagues,  and  the  relations  of  each 
part  to  his  own.  No  observations  should  be  permitted  to  be 
made  by  unauthorized  persons  for  entrance  upon  the  log  ; 
and  no  duties  should  be  permitted  to  be  delegated  by  one  as- 
sistant to  another,  without  consultation  and  distinct  under- 
standing with  the  engineer  in  charge.  The  trial  should,  wher- 
ever possible,  be  so  conducted  that  any  error  that  may  occur  in 
the  record  may  be  detected,  checked,  or,  if  advisable,  removed, 
by  some  process  of  mutual  verification  of  related  observations. 
It  is  in  this  direction  that  the  use  of  graphical  methods  of  rec- 
ord and  automatic  instruments  have  greatest  value. 
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Several  methods  of  weighing  fuel  have  been  found  very  satis- 
factory, but  it  should  be  an  essential  feature  that  the  weights 
shall  be  made  by  one  observer  and  checked  by  another,  at  as 
distant  a  point  as  is  convenient.  The  weighing  of  the  fuel  by 
one  observer  at  the  point  of  storage,  and  the  record  at  that 
point  of  times  of  delivery,  as  well  as  of  weights  of  each  lot,  and 
the  tallying  of  the  number  and  record  of  the  time  of  receipt  at 
the  furnace-door,  will  be  usually  found  a  safe  system.  The  fail- 
ure to  record  any  one  weight  leads  to  similar  error,  and  can 
only  be  certainly  prevented  by  an  effective  method  of  double 
observation  and  check. 

The  same  remarks  apply,  to  a  considerable  extent,  to  the 
weighing  of  the  water  fed  to  the  boiler.  A  careful  arrangement 
of  weighing  apparatus,  a  double  set  of  observations,  where  pos- 
sible, and  thus  safe  checks  on  the  figures  obtained,  are  essential 
to  certainty  of  results.  With  good  observers  at  the  tank,  and 
with  small  demand  for  water,  a  single  tank  can  be  used ;  but 
two  are  preferable  in  all  cases,  and  three  should  be  used  if  the 
work  demands  very  large  amounts  of  feed-water,  as  at  trials  of 
very  large  boilers,  or  of  "  batteries."  The  more  uniform  the 
water-supply,  as  well  as  the  more  steady  the  firing,  the  less  the 
liability  to  mistake  in  making  the  record. 

The  two  blanks  which  follow  were  prepared  by  the  Author 
for  use  in  laboratory  as  well  as  professional  work. 

Such  blanks  are  always  desirable,  and  are  sometimes  even 
more  elaborate  than  those  here  illustrated.*  For  ordinary 
purposes,  a  less  complete  tabulation  may  be  sufficient ;  while, 
for  special  purposes  and  for  scientific  investigations  and  the 
work  of  research,  considerable  more  elaboration  may  be  found 
desirable,  or  even  necessary.      J^  J>C^ 

Graphical  nnethods  of  representation  of  the  data  and  con- 
ditions and  of  the  progress  of  the  trial,  as  elsewhere  illustrated, 
are  also  often  found  exceedingly  useful  and  convenient. 


Vide  "Stevens  Indicator,"  Nov.  '89. 
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fOSMS  OF  BOILER-ROOM  LOG. 
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DETERMII^ATIOH  OF  HEATING  POWER   OF  FUEL.        6l 


The  following  is  a  good  form  of  simple,  but   usually  sufft- 
dent,  boiler-room  log,  for  everyday  purposes :  * 
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35-  The  Heating  Power  of  any  Fuel  is  determined  by 
calculating  its  total  heat  of  combustion.  This  quantity  is  the 
sum  of  the  amounts  of  heat  generated  by  the  combustion  of 
the  unoxidized  carbon  and  hydrogen  contained  in  the  fuel,  less 
the  heat  required  in  the  evaporation  and  volatilization  of  con- 
stituents which  become  gaseous  at  the  temperature  resulting 
from  the  combustion  of  the  first-named  elements.  It  Is  meas- 
ured in  "  thermal  units." 

A  thermal  unit  is  the  quantity  of  heat  necessary  to  raise  a 
unit  weight  of  water,  at  temperature  of  maximum  density,  one 
degree  of  temperature.  The  British  thermal  unit  is  the  quan- 
tity of  heat  required  to  raise  a  pound  of  water  from  the  tem- 
perature $9°-^  to  40°.!  Fahr.     The  metric  unit  or  calorie  is  the 

•  See  The  Praciical  World,   Dec.  iSaS,  p.  i. 
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quantity  of   heat  required  to   raise  one  kilogramme  of  W3t| 
(2,2046215  pounds)  from  3°.94  to  ^.^  Cenligrade. 

One  metric  or  Centigrade  unit  is  equal  to  3.96832  Britij 
units,  and  a  British  unit  is  equal  to  0,251996  metric  unit. 

An  approximate  estimate  of  the  number  of  thermal  unif| 
developed  by  the  combustion  of  a  pound  or  kilogramme  of  a 
dry  fuel,  of  which  the  chemical  composition  is  known,  may  % 
obtained  by  the  use  of  the  following  formula: 


/i=  14,500c -[- 62,000  //■- 


8,o8oC+  34,46o(//  - 


where  h  is  the  number  of  British  thermal  units  representing  the 
total  heat  of  combustion  of  one  pound  of  the  fuel ;  h'  is  the 
number  of  metric  units  per  kilogramme  of  fuel;  £7  represents 
the  percentage  of  carbon  ;  H  that  of  hydrogen ;  and  0  that  of 
oxygen. 

Thus  an  anthracite  coal  has  been  found  to  have  the  follow- 
ing composition : 


Hydrogen  uncemhiHtd. . 
Hydrogen  in  comUnaiiot 
Oxygen  and  Nitrogen.. 

Water 


One  pound  or  kilogramme  of  coal,  of  which  the  above  is  an 
analysis,  canevaporatetheoretically  14.4  pounds  or  kilogrammes 
of  water  from  and  at  \OD°  Centigrade,  or  212'  Fahr. 

MM.  Scheurer,  Kestner,  and  Meunier  have  adopted  the 
common  formula  as  first  proposed  by  Dulong,  but  would  omit 
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all  account  of  ox)^en,  thus  reducing,  as  is  claimed,  the  average 
error  of  the  formula  from  about  12  per  cent  or  more  to  8  or 
10,  M.  Comut  would  separate  the  fixed  from  the  volatile 
carbon,  and  would  give  the  latter  about  one  third  moro  credit 
for  heating  power  than  the  former  :  closer  approximations  are 
thus  made  than  by  the  other  methods, 

Mr.  G.  H,  Babcock  gives  the  following  tables  as  represcnta- 
tive  of  familiar  practice  : 


r'.' 
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^■".=- 

H.o«isr   ■ 
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6.4, 
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6./« 

The  above  table  gives  the  air  required  for  complete  com- 
bustion, the  temperature  attained  with  different  proportions  of 
air,  the  theoretical  value,  and  the  highest  practically  attainable 
value  under  a  steam-boiler,  assuming  that  the  gases  pass  off  at 
320°,  the  temperature  of  steam  at  75  lbs.  pressure,  and  the  in- 
coming air  at  60";  also,  that  with  chimney  draught  twice,  nnd 
vith  forced  blast  only,  the  theoretical  amount  of  air  is  required 
for  combustion. 
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With  hickory  at  $5  a  cord,  other  woods  are  worth  about  a* 
below : 

Hickory ^^  oo 

Wliileoak 405 

While  ash 33^ 

Apple 3  50 

Red-oak 4  45 

While  beech ^  uj 

Black  walnut 3  25 

Black  birch 3   15 

Hard  mnplc 3  00 

While  elm a  qo 

Red  cedar 2  oS 

Wild  cherry a  75 


Cheslnul 2  60 

Bultcrnut 3  55 

While  birch a  40 

While  pine.. a  10 

Mr.  D.  K,  Clark  thus  assigns  the  several   portions  of   the 
heat  of  combustion  of  good  coke,  as  burned  in  the  locomotive  :* 

Making  aieam lo.qao  B,  T,  U.  73  percent. 

Loss  al  sinoke.slack 1,316        "  16.5     " 

Ash  and  waste 764         "  5-5     " 

14,000  B.  T.  U.  100  per  cent, 
and  concludes  that  combustion  in  the  furnace  of  the  locomotive 
may  be,  and  often  is,  practically  perfect,  and  anticipates  that 
economy  in  the  formation  of  steam  will  only  be  improved  by 
utilizing  heat  now  wasted  at  the  chimney.  The  usual  maxi- 
mum evaporation  is  about  8  times  the  weight  of  coke  used — 
a  low  figure,  which  is  mainly  due  to  the  comparatively  small 
proportion  of  heating-surface  adopted.  The  nearer  the  compo- 
sition of  the  fuel  approaches  that  of  coke,  the  better,  as  a  rule, 
the  economical  effect.  Coal  gives,  as  an  average,  about  two 
thirds  the  effect  of  coke,  as  customarily  burned  :  and  its  value 
may  be  fairly  approximated,  the  composition  being  known,  by 
a.ssuming  the  carbon  to  be  the  only  useful  constituent. 

*  Railway  Machinery,   p.  132. 
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Economy  in  combustion  of  fuels,  where  they  are  used 
simply  in  the  production  of  high  temperature,  is  so  impor- 
tant a  matter,  except  in  those  favored  localities  where  the 
proximity  of  coal,  or  of  peat-beds,  or  of  forests,  renders  its 
waste  less  objectionable,  that  the  engineer  should  omit  no 
precaution  in  the  endeavor  to  secure  their  perfect  utiliza- 
tion. 

To  secure  the  greatest  economy,  it  is  necessary  to  adopt  a 
form  of  grate  which,  while  allowing  a  sufficient  supply  of  air 
to  pass  through  it  to  insure  complete  combustion,  has  such 
narrow  air-spaces  as  to  prevent  waste  of  small  fragments,  by 
falling  through  them. 

The  narrower  the  grate-bars  and  the  air-spaces,  the  more 
readily  can  losses  from  this  cause  and  from  obstruction  of 
draught  be  avoided.  With  a  hot  fire,  however,  the  difficul- 
ties arising  from  the  warping  of  the  bars  become  so  great, 
that  it  is  only  by  peculiar  devices  for  interlocking  and  bracing 
them  that  their  thickness  can  be  reduced  below  about -J  of  an 
inch  at  the  top.  Many  such  devices  arc  now  in  use.  In  fur- 
naces burning  wet  fuel,  with  an  ash-pit  fire,  fire-brick  grate-bars 
are  used. 

A  certain  amount  of  air  must  usually  be  allowed  to  enter 
the  furnace  above  the  grate,  to  consume  those  combustible 
gases  which  do  not  obtain  the  requisite  supply  of  oxygen  from 
below.  The  carbon,  probably,  in  such  cases  usually  obtains 
its  oxygen  from  below  the  grate,  while  the  gaseous  constituents 
of  the  fuel  are  consumed  by  the  oxygen  coming  in  above. 

Chas.  Wye  Williams,  who  made  most  extended  and  care- 
ful experiments  on  combustion  of  fuel,  recommended,  for 
ordinary'  cases,  where  bituminous  coal  was  burned,  a  cross  area 
of  passage,  admitting  air  above  the  grate,  of  one  square  inch 
for  each  900  pounds  of  coal  burned  per  hour,  or  about  one 
square  centimetre  for  each  63  kilogrammes  of  fuel.  This  area 
should  be  made  larger,  proportionally,  as  the  thickness  of  the 
bed  of  the  fuel  is  increased,  and  as  the  proportion  of  hydrocar- 
hnn.s  becomes  greater. 

Chilling  the  gases,  before  combustion  is  complete,  should 
be  c.irefully   prevented;    and    comparatively  cold  surfafes,  as 
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those  of  a  steam-boiler,  should  not  be  placed  too  near  the 
burning  fuel.  A  large  combustion-chamber  should,  where 
possible,  be  provided,  and  more  complete  combustion  may  be 
expected  in  furnaces  of  large  size,  lined  with  fire-brick,  and 
with  arches  of  the  same  material,  than  in  a  furnace  of  small  size 
where  the  fire  is  surrounded  by  chilling  surfaces,  as  in  a  "fire- 
box steam-boiler.** 

Finally,  the  greatest  possible  amount  of  heat  being  devel- 
oped in  combustion,  careful  provision  shotild  be  made  for  com- 
pletely utilizing  that  heat. 

In  a  steam-boiler  this  is  accomplished  by  having  large  heat* 
ing-surfaccs,  and  by  so  arranging  the  distribution  of  the 
adjacent  currents  of  water  and  of  hot  gases  that  their  differ- 
ence of  temperature  shall  be  the  greatest  possible.  The  gases 
should  enter  the  flues  at  that  part  of  the  boiler  where  the  tem- 
perature is  highest,  and  leave  them  at  the  point  of  lowest  tem 
perature.  The  feed-water  should  enter  as  near  as  possible  to 
the  point  where  the  gases  pass  off  to  the  chimney,  and  should 
gradually  circulate  until  evaporation  is  completed  at,  as  nearly 
as  possible,  that  part  of  the  boiler  nearest  to  the  point  of 
entrance  of  the  heated  gases. 

Where  a  small  combustion-chamber  is  unavoidably  employ- 
ed, as  in  locomotives,  various  expedients  have  been  devised 
with  the  object  of  producing  complete  intermixture  of  gases 
before  entering  the  tubes.  The  most  common  and  most  suc- 
cessful is  a  bridge-wall,  sometimes  depending  from  the  crown 
sheet,  but  sometimes  rising  from  the  grate,  and  which,  by  the 
production  of  eddies  in  the  passing  current,  causes  a  more 
thorough  commingling  of  the  combustible  gases  with  the 
accompanying  air.  None  of  these  devices  seem  yet  to  have 
given  such  good  results  as  to  induce  their  general  adoption. 

In  the  furnaces  of  steam-boilers  it  is  usually  considered 
advisable  to  allow  the  gaseous  products  of  combustion  to  enter 
the  chimney  at  a  temperature  of  about  600^  Fahr.  (315^  CenL^ 

The  management  of  fires  is  an  important  but  often  neg- 
lected branch  of  instruction  in  fitting  firemen  for  their  special 
duties.  The  economy  of  boiler  management  is  very  largely 
dependent    upon   the  skilful   handling   of    the   fuel   and   the 
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furnace.  In  general,  the  fires  should  be  kept  of  even  thickness, 
clear  of  ash  and  clinkers,  and  as  clean  at  the  sides  and  in  the 
comers  as  elsewhere.  The  depth  of  the  fuel  is  determined  by  its 
nature  and  size  and  by  the  intensity  of  the  draught.  Hard  coals 
can  be  used  in  greater  depth  than  soft,  and  large  coal  in  deeper 
fuel-beds  than  small.  A  strong  draught  demands  a  thick  fire,  a 
mild  draught  a  thin  one.  With  a  low  chimney  and  natural  draught 
small  anthraciteor  finebituminouscoal  may  be  most  successfully 
burned  in  a  layer  but  a  hand's  breadth  in  thickness  :  while  with 
large  "  steamboat"  coal  of  the  hardest  varieties  and  with  a  heavy 
forced  draught,  fires  have  been  actually  worked  successfully  of 
five  times  that  depth,  or  more.  The  secret  of  success  in  hand- 
ling fires  is  to  find  the  best  depth  of  fire  for  the  conditions 
existing:  to  keep  that  thickness  at  ail  times,  allowing  for  the 
ash  that  may  accumulate;  to  throw  the  fuel  on  the  grate  at 
such  frequent  intervals  as  will  prevent  the  fire  burning  into 
holes  or  in  irregular  thickness  at  different  points;  to  introduce 
the  coal  so  quickly  and  with  such  exactness  of  direction  that  no 
serious  loss  may  occur  from  the  inrush  of  cold  air,  and  so  that 
every  shovelful  should  go  precisely  where  needed,  the  place 
for  the  next  shovelful  being  at  the  same  instant  located.  The 
removal  of  ash  is  best  done  by  means  of  a  rake  or  other  tool 
used  under  the  grate,  rather  than  by  stirring  and  breaking  up 
the  bed  of  fuel  by  working  through  the  furnace-door.  The 
various  forms  of  shaking  grate  now  in  use  are  often  very  effi- 
cient. For  best  working,  the  fire  should  usually  be  kept  bright 
I  beneath,  and  the  ash-pit  clear.  With  light  draught,  however, 
I  mnd  thin  fires,  it  is  sometimes  advisable,  if  sufficient  steam  can 
I  be  so  made,  to  allow  the  fire  to  be  less  frequently  raked  out, 
I  and  some  accumulation  of  ash  may  be  thus  produced  when 
L  working  with  maximum  economy. 

"  Firing."  or  "stoking,"  as  the  replenishing  of  the  fuel  is 
lied,  must  be  done  very  quickly  and  skilfully  to  avoid  serious 
Kannoyance  by  variation  of  steam- pressure  and  supply.  Where 
tieveral  furnaces  are  in  use  this  difficulty  is  less  likely  to  be  met 
I  with,  as  the  fires  maybe  cooled  and  cleaned  in  rotation.  A 
liflkilful  man  will  find  it  possible  to  keep  steam  very  steadily  with 
lUt  two  furnaces,  even. 
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Ash-pits  should  rot  be  allowed  to  become  filled  with  ashes, 
as  the  result  would  be  the  checking  of  the  draught,  the  reduc- 
tion of  the  steaming  capacity  of  the  boiler,  and  loss  of  efficiency, 
■even  if  not  tlic  melting  down  of  the  grates.  It  is  customary 
at  sea  to  clean  out  the  ash-pits  and  send  up  ashes,  throwing 
them  overboard  once  in  every  watch  of  four  hours,  when  in  full 
steaming.  If  much  unburned  fuel  is  found  in  the  ashes,  It 
should  be,  if  possible,  cleaned  out  and  returned  to  the  fire,  or 
used  elsewhere. 

Cleaning  fires  consists  in  thoroughly  breaking  up  the  mass 
of  fuel  on  the  grate,  shaking  out  all  the  ashes,  quickly  raking 
out  all  "clinker,"  as  the  semi-fused  masses  of  ash  and  fuel  are 
called,  and,  after  getting  a  level,  clean  bed  of  good  fuel,  as 
promptly  as  possible  covering  the  whole  with  a  layer  of  fresh 
coal.  This  is  done,  usually,  once  in  four  hours  at  sea  and  twice 
a  day  on  land:  but  different  fuels  require  somewhat  different 
treatment.  The  work  should  be  performed  with  the  greatest 
possible  thoroughness  and  dispatch,  to  avoid  serious  loss  of 
steam-pressure. 

Mr.  C.  W.  Williams'  instructions  for  handling  the  fires, 
where  bituminous  coal  is  used  and  an  air-supply  above  the  fuel 
is  provided,  are  substantially  as  follows: 

Charge  the  furnace  from  the  bridge-end,  gradually  adding 
fuel  until  the  dead-plate  is  reached  and  the  whole  grate  evenly 
covered.  Never  permit  the  fire  to  get  lower  than  four  or  five 
inches  in  thickness,  of  clear  and  incandescent  fuel,  uniformly 
distributed,  and  laid  with  especial  care  along  the  sides  and  in 
the  comers.  Any  tendency  to  burn  into  holes  must  be  checked 
by  filling  the  hollows  and  securing  a  level  surface.  All  lumps 
should  be  broken  until  not  latter  than  a  man's  fist.  Clean  out 
the  ash-pit  so  often  that  there  shall  be  no  danger  of  overheating 
the  grate-bars. 

An  ash-pit,  brightlyand  uniformly  lighted  by  the  fire  above, 
indicates  that  it  is  in  good  order  and  working  well.  A  dark  or 
irregularly  lighted  ash-pit  is  indicative  of  an  uncleaned  and 
badly  working  fire.  The  cleaning  of  the  fire  is  best  done,  in 
ordinary  working,  by  a  "rake"  or  other  tool  working  on  the 


» 


LIQUID  A.VD   GASEOVS  FUELS.  69 

under  side  of  the  j^rates,  and  not  by  a  "slice-bar"  driven  into 
the  mass  of  fuel  and  above  tlie  grate. 

Different  fuels  require  different  treatment.  The  principles 
just  stated  apply  generally,  but  more,  perhaps,  to  anthracite 
coals.  The  soft  coals  are  commonly  so  disposed  on  the  6re 
that  a  charge  may  have  time  to  coke  and  its  gases  to  burn 
before  it  is  spread  over  the  grate  ;  liquid  fuels  must  be  so  sup- 
plied that  they  may  burn  completely,  at  a  perfectly  unifnrm 
rate,  and  especially  in  such  manner  as  to  be  safe  from  explosive 
combustion  ;  the  same  precaution  is  demanded  with  the  gaseous 
fuels.  Special  arrangements  of  grate  and  a  special  routine 
in  working  may  be,  and  often  are,  demanded  in  such  cases.* 

The  liquid  and  gaseous  fuels  arc  often  and  successfully 
liurned  in  conjunction  with  solid  fuels.  In  such  cases  the 
same  methods  are  to  be  adopted  and  precautions  observed  in 
faandiing  the  latter  as  when  burned  alone. 

The  liquid  fuels  are  almost  invariably  the  crude  petroleums. 
They  are  sometimes  burned  in  a  furnace  in  which  they  are  al- 
lowed to  drip  from  shelf  to  shell  in  a  series  arranged  vertically 
at  the  front  of  the  furnace,  the  flame  passing  to  the  rear,  with 
the  entering  current  of  air  supporting  their  combustion.  In 
many  cases  they  are  sprayed  into  the  furnace  by  a  jet  of  steam 
which  should  be  superheated  and  at  high  pressure.  The  use  of 
the  steam  is  considered  to  have  a  peculiar  and  beneficial  effect, 
possibly  through  chemical  reactions  facilitating  the  formation 
of  hydrocarbons.  The  petroleums  are  all  liable  to  cause  acci- 
dent i(  carelessly  handled,  and  special  precaution  must  be  ob- 
. served  in  their  application  to  the  production  of  steam. 

The  gaseous  fuels  arc  seldom  used  under  steam-boilers,  ex- 
cept where  "  natural "  gas  from  gas-wells  is  obtainable,  or  where 
a  very  large  demand  or  the  use  of  metallurgical  processes  justi- 
6es  the  construction  of  gas-gencrators.  Even  greater  precau- 
tions against  accidents  by  explosion  are  needed  than  with  the 
liquid  fuels.  In  burning  gas.  maximum  economy  is  secured  by 
careful  apportionment  o(  the  air-supply  to  the  gas-consumption, 
and  especially  in  avoiding  excess.  The  regenerator  system  is 
not  £;enerally  economically  applicable  to  boilers. 

'The  stored  energy  in  steam  and  in  water  at  any  pressure 
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and  temperature  is  easily  ascertained  by  calculation,  in  accord- 
ance with  the  first  law  of  thermodynamics. 

The  first  attempt  to  calculate  the  amount  of  energy  latent 
in  the  water  contained  in  steam-boilers,  and  capable  of  greater 
or  less  utilization  in  expansion  by  explosion,  was  made  by  Mr. 
George  Biddle  Airy  *  the  Astronomer  Royal  of  Great  Britain, 
in  the  year  1863,  and  by  the  late  Professor  Rankine  +  at  about 
the  same  time. 

Approximate  empirical  expressions  are  given  by  the  latter 
for  the  calculation  of  the  energy  and  of  the  ultimate  volumes 
assumed  by  unit  weight  of  water  during  expansion,  as  follows, 
in  British  and  in  metric  measures: 


U-- 


772{T-2i2y 

/■+ 11344  ' 


36.76(r~2i3) 
T-^r  1134-4 


U^ 


K 


_423-55(?'-  100'). 
r-f~648 


2.29(r— 100) 

^      7"+ 648      • 


These  formulas  give  the  energy  in  foot-pounds  and  kilo- 
grammetres,  and  the  volumes  in  cubic  feet  and  cubic  metres. 
They  may  be  used  for  temperatures  not  found  in  the  tables  to 
be  given,  but,  in  view  of  the  completeness  of  the  latter,  it  will 
probably  be  seldom  necessary  for  the  engineer  to  resort  to 
them. 

The  quantity  of  work  and  of  energy  which  may  be  liberated 
by  the  explosion,  or  utilized  by  the  expansion,  of  a  mass  of 
ngled  steam  and  water  has  been  shown  by  Rankine  and  by 
Clausius,  who  determined  this  quantity  almost  simultaneously. 
to  be  easily  expressed  in  terms  of  the  two  temperatures  be- 
tween which  the  expansion  takes  place. 

When  a  mass  of  steam,  originally  dry,  but  saturated,  so  ex- 
pands from  an  initial  absolute  temperature,  7",,  to  a  final  abso- 
lute temperature,  7",,  if  /  is  the  mechanical  equivalent  of  the 
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unit  of  heat,  and  H  U  the  measure,  in  the  same  units,  of  the 
Uient  heat  per  uoit  of  weight  of  steam,  the  total  quantity  of 

fei^'  exerted  against  the  piston  of  a  non-condensing  engine, 
unity  of  weight  of  the  expanding  mass,  is,  as  a  maximum, 


V=JT\- 


T\       T  - 
-h>-plog-j^jH ^ 


^H. 


This  equation  was  published  by  Rankine  a  generation  ago.* 
When  a  mingled  mass  ol  steam  and  water  similarly  expands. 
if  M  represents  the  weight  of  the  tola!  mass  and  m  is  the  weight 
of  steam  alone,  the  work  done  by  such  expansion  will  be  meas- 
ured by  the  expression 


u=Afjn- 


-  hyp  \i 


•r,. 


+  '«- 


^H. 


W     This  equation  was  published   by  Clausius  in  substantially 
this  form.f 

It  is  evident  that  the  latent  heat  of  the  quantity  m,  which 
is  represented  by  mH.  becomes  zero  when  the  mass  consists 
solely  of  water,  and  that  the  first  term  of  the  second  member 
of  the  equation  measures  tlie  amount  of  energj-  of  heated  water 
which  may  be  set  free,  or  converted  into  mechanical  energy-  by 
explosion.  The  available  energy  nf  heated  water,  when  ex- 
plosion occurs,  is  thus  easily  measurable, 

36.  The  Specific  Heats  of  Water  and  Steam  vary  some- 
-what  with  temperature ;  this  variation  is  noted  with  all  solids, 
and  occurs  with  the  vapors,  although  in  vastly  less  degree  ;  and 
this  is  one  point  in  which  they  are  distinguished  from  the  gases. 
For  all  the  purposes  of  the  engineer  the  specific  heat  of  either 
saturated  steam  or  of  steam-gas  may  be  taken  at  the  value  ob- 
tained by  Regnault,  0.305,  the  quantity  of  heat,  in  thermal 
units,  demanded  to  raise  the  temperature  of  units  of  weight  of 
saturated  steam  one  degree,  while  still  keeping  it  saturated  by 


•  Sleam -engine  and  Prime  Move 
t  Meclutaical  Tbeor;  ol  Heat.  B 
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the  evaporation  of  additional  water;  which  latter  process  de- 
mands the  transformation  of  0.69S  unit  of  heat. 

The  specific  htat  of  isolated  steam-gas,  or  superheated 
steam,  is  given  by  Regnault  as  0.48051,  and  constant. 

The  specific  heat  of  water  was  determined  by  Regnault  * 
very  carefully  and  exactly,  and  the  figures  so  obtained  have 
been  found  capable  of  being  very  accurately  represented  by  the 
following  empirical  formula  of  Rankine:t 

C  =  4  +  o.oooooo3og(/  —  39°.  i)'. 

in  which  /  is  the  temperature  on  the  common  Fahrenheit  scale. 
The  total  heat  demanded  from  /,  to  /,  would  thus  be 

k  =   I  '  Cdt  =  /,  —  /,  -j-  o.ocxxxx)i03[(j',  —  Sg"-!)' 

-(',-39°-0':: 
and  the  mean  specific  heat  for  such  a  range  of  temperature  is 

J— -J  =  I  +  0.000000103K;,  =  39°.!)'+  (/,  -  39'.1)(',  -  39°.l) 

+  (',-39°-0']- 
On  the  Centigrade  scale  these  expressions  become 
C  =  1  +  0.00000 1  {t  —  4°)', 
A  =  ^  —  ',  +  0.0000003  3  [{/,  —  4°)'  -  (/,  —  4°)'], 

,--^  -  1  +  oooooo33[(/.  -  4°)'  +  (^ -4°)('.  -  4°)  +  (',  -  4°)*^ 

The  specific  heat  of  ice  is  given  by  M.  Person  as  0.504. 

Regnault's  and  Wiedemann's  experiments,  made  on  simple 
gases,  and  on  carbonic  oxide,  which  is  formed  without  conden- 
sation, proved  that  in  these  cases  the  specific  heat  between 
0°  and  200°  C.  is  constant;  whilst  their  experiments  on  gases 


"  Metn.  of  Ibe  Academy  o(  Sciences, 
f  Trans.  Royal  Soc.  of  Edinburgh. 
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formed  with  condensation  show  that  the  specific  heat  varies^ 
the  mean  being  given  in  the  following  empirical  formulae : 

For  CO,    =  44  gr.  C.  =    8.41  +  0.0053/ )  Mean  of  Regnault 
NO    =44     "     =    8.96-1-0.0028/)     and  Wiedemann. 
C,S^  =76     **     =10.62  +  0.007/,     Regnault. 
NH,  =  17      "     =    8.51  +0.00265/,  Wiedemann. 
QH^  =  28      "     =    942  +  0.0 1 1 5/,  Wiedemann. 


37.  The  Computation  of  Latent  and  Total  Heat  of 
Steam  is  readily  made  by  means  of  formulas  given  by  Reg- 
nault or  based  upon  his  work,  which  covered  a  wide  range  of 
temperature — from  a  little  below  the  freezing-point  to  about 
375°  F.  (190°  C).  The  following  is  the  formuhi  of  Regnault 
for  latent  heat  as  slightly  modified  and  corrected  by  Rankine 
for  the  British  and  metric  systems,  respectively : 

/  =  1091.7  —  o.695(/  —  32*")  —  o.ooooooio3(/  —  39^1)' ; 

/^  =  606.5  —  0.695/  —  o.oooooo333(/  —  4*")*  ; 

or,  approximately,  as  given  by  the  investigator, 

/  =  1092  —  o.7(/  —  32°) ; 
=    968  —  o.7(/  — 212); 
=  1 147  — 0.7/; 
/^  =   606  —  0.7/. 

The  total  heat  of  n^aporatioji  is  the  sum  of  the  latent  and 
sensible  heats,  and  may  be  taken  as 

=  i09i.7  +  o.305(/-32°); 
A«  =  606.5 +  0.305/ ; 

in  which  the  "total  heat"  measured  is  that  from  /,  ^/  /, ,  the 
original  temperature  of  the  water  and  that  of  evaporation,  and 
•the  formulas  given  being  based  on  the  assumption  that  /,  is 
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taken  at  the  melting-point  of  ice.     For  any  other  temperattin 
the  following  will  give  satisfactorily  exact  measures: 

h  =  1092  +  o.3(C,  -  32)  -  {/,  -  32°) ; 
=   ll46  +  o.3(/,-2l2)-(/,-32°); 
//.  =  606.5  -f-  0.3/,  —  ^ ; 

h  being  obtained  in  British  measures  and  h„  in  metric 
For  il cam-gas, 

k=  1092  +  048(/,  —  /,). 

Prdfessor  Unwin  proposes  the  following  for  the  latent  heat 
of  vaporizaUun  of  steam : 


=  799- 


(7.5030- log ;>f" 


which  is  found  to  be  extremely  exact.     He  also  obtains  for  the 
expansion  during  change  of  state, 


Av^  =  lo.%2 1 


A7-5030-log/)* 


p  being  given  in  millimetres  of  mercury. 

38.  Factors  of  Evaporation  measure  the  relative  amount 

of  heat  demanded  to  effect  the  heating  of  water  from  a  given 
temperature,  /, ,  and  its  vaporization  at  a  higher  temperature,  /,, 
and  to  simply  produce  vaporization  at  the  boiling-point  under 
atmospheric  pressure,  which  latter  is  now  usually  taken  as  a 
standard.     The  value  of  this  factor  of  evaporation  is  evidently 

/=-+°-^"'-'"^+'"""-'.— ^^ 

In  Table  XII.  Appendix,  are  values  of  such  factors,  calcu- 
lated as  above  by  Mr,  Kent. 

It  is  seen  that  the  relative  cost  of  using  feed-water  at  any 
one  temperature  as  compared  with  the  use  of  water  at  any 
other  temperature  is  as  the  reciprocal  of  their  factors  of  evapo- 
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rizatton.  Thus,  if  feed-water  can  be  supplied,  by  means  of  a 
heater,  at  210°  F.,  where  previously  drawn  from  the  mains  at 
;o\  the  relative  cost  of  making  steam  will  be,  at  loo  pounds 
pressure,  by  gauge,  fjjf  =  0.86,  and  a  gain  of  fourteen  per 
cent  will  be  effected.  As  will  be  seen  later,  these  tables  are 
verj'  useful  in  reducing  the  data  obtained  in  trials  of  steam- 
boilers  to  the  standard. 

39.  Regnault's  Tables  have  been  reproduced  in  many 
f'lrms.  usually  with  additions.  The  Appendix,  among  other 
tables,  contains  the  data  obtained  by  Rognault,  and  these 
values  are  accepted  as  standard  universally.  Tlie  tablf  there 
given  exhibits  the  temperatures  and  corresponding  pressures 
of  saturated  steam  throughout  the  full  range  now  used  in  steam- 
boilers  and  far  beyond :  the  quantity  of  heat,  sen.sible  and  la- 
lent,  in  unity  of  weight ;  the  total  heat  of  evaporation  and  the 
density  of  the  steam.  Reference  to  these  tables  is  vastly  more 
tonvenient  than  calculation.  Should  it  be  necessary,  or  de 
sirablc,  however,  to  make  such  calculations,  the  formulas  al- 
ready given  will  furnish  the  means.  They  also  permit  the  cal- 
culation of  data  beyond  the  limits  of  Regnault's  experiments, 
and  are  probably  practically  correct  far  beyond  any  pressure 
likely  to  become  familiar  in  the  operation  of  steam-boilers. 
Regnault's  limit  was  at  230"  C.  (446°  F.).  Rankine's  formula 
has  been  used  beyond  it. 

The  formulas  used  in  these  calculations  are  also  given  in  the 
Appendix,  grouped  (or  convenience  of  reference.  The  Appen- 
dix also  contains  all  the  numerical  constants  ordinarily  needed 
in  computation  of  the  quantities  demanded  in  determining  ihe 
efficiencies  and  performance  of  engines  or  boilers  or  both. 

The  larger  works  on  the  steam-engine  and  on  thernix- 
dynamics  include  tables  for  use  by  the  engineer.  "  Porter  i.ii 
the  Indicator"  contains  a  carefully  revised  set.  Recently  such 
tables  have  been  issued  separately.  Prof.  Peabody's  are  the 
latest  to  date.  Their  author  adopted  the  latest  results  of  Row-  • 
land  in  the  determination  of  the  mechanical  equivalent  of  heat, 
taking  its  measure  as  778  in  British  or  426.9  in  metric  units.* 

•  Tables  of   PropcniuB  of  S^iiuraied  Sieam,  etc.,  by  C.  H.  Peabod)'.     Neir    . 
Voik.  J,  Wiky  &  Sons,  i883. / 
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40.  The  Results  of  Trials  actually  conducted  under  ac 
ceptahle  conditions,  and  with  all  the  precautions  which  have 
been  suggested,  are  illustrated  bj'  the  following  examples: 

The  first  cast:  is  a  trial  which  was  carried  out  in  accordance 
with  the  above  programme.  The  measurements  of  the  feed- 
water  were  made  by  passing  the  water  through  a  Worthington 
metre  into  two  wooden  tanks  located  on  Fairbanks'  Standard 
Platform  Scales.  The  pipe  connections  were  so  arranged  that 
one  tank  could  be  filled  and  weighed  while  the  other  tank  was 
being  emptied  into  the  boiler. 

Each  tanl:  was  filled  once  every  half  hour.  As  soon  as  the 
tank  was  full  and  the  pumping  into  the  boiler  commenced,  the 
temperature  of  the  feed-water  was  taken  by  sensitive  ther- 
mometers reading  to  one-tenth  of  a  degree. 

All  water  measurements,  as  in  all  instances  of  careful  work, 
were  made  by  weight  rather  than  by  volume,  and  systems  of 
checking  were  devised  and  practised  whenever  practicable. 
The  apparatus  was  all  carefully  standardized  and  repeatedly 
re-examined  and  tested  as  opportunity  offered. 

The  measurements  of  the  coal  were  effected  by  weighing 
the  coal  previous  to  its  being  wheeled  into  a  pile  in  the  coal- 
room.  The  second  weighing  was  made  when  the  coal  was  fed 
into  the  furnace.  As  far  as  it  was  possible,  the  furnace  was 
supplied  with  coal  at  intervals  of  every  half  hour,  so  as  lo 
correspond  as  nearly  as  could  be  to  the  feeding  of  the  water. 

After  the  completion  of  the  test,  a  careful  analysis  of  the 
coal  was  made,  to  determine  upon  a  sufficiently  large  scale  its 
calorific  power  and  the  quantity  of  contained  moisture.     The 
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Steam  from  the  boiler  was  condensed  by  means  of  a  continu- 
ousiy  acting  calorimeter,  formed  by  placing  four  tanks  on 
Fairbanks  Standard  Platform  Scales.  The  steam  from  the 
boiler  was  passed  through  a  surface-condenser  having  a 
condensing  surface  of  631  sq.  ft.  As  fast  as  the  steam  was  con- 
densed from  the  boiler  it  was  received  in  small  tanks  located 
on  platform-scales.  These  tanks  were  similar  in  size  to  the 
feed-water  tanks,  and  were  so  arranged  as  to  be  filled  and 
emptied  once  every  half  hour,  one  tank  recei'ingthe  condensed 
furater  from  the  boiler  while  the  other  was  being  emptied. 

The  condensef-  was  supplied  with  a  large  volume  of  cold 

rater  from  a  weir  just  outside  of  the  works,  and  after  flowing 
through  the  condenser  and  thereby  cooling  the  steam  and 
receiving  therefrom  the  contained  heat,  this  water  was  caught 
in  two  lai^e  tanks  placed  on  platform-scales.  These  tanks  were 
also  arranged  so  that  one  tank  could  be  emptied  while  the 
other  was  being  filled,  and  were  of  sufficient  capacity  so  as  to 
insure  catching  all  of  the  water  required  for  half  an  hour's  run 
in  the  condenser.  The  temperature  of  the  inlet  water  of  the 
condenser,  of  the  outlet  water,  and  of  the  condensed  steam 
were  carefully  noted  by  means  of  thermometers  reading  to  a 
tenth  of  a  degree.  Readings  of  the  inlet  water  and  of  the 
condensed  steam  were  taken  once  every  half  hour  at  the 
same  time  that  the  quantities  of  the  water  in  the  tanks  were 
weighed.  Inasmuch  as  the  outlet  to  the  condenser  varied 
considerably  in  temperature,  readings  on  this  were  taken  every 
five  minutes  during  the  entire  time  of  the  test.  It  will  thus  be 
seen  that  a  very  correct  average  of  the  amount  of  heat  given  to 
the  condenser  was  obtained.  The  quantity  of  air  supplied 
by  the  blowers  to  the  furnace  was  measured  by  continuously 
acting  anemometers  placed  in  the  supply-pipes,  The  readings 
of  the  anemometers  were  checked  by  means  of  the  number  of 

evolutions  of  the  blowers  and  their  cubic  feet  per  revolution, 
The  steam-pressure  was  kept  by  a  recording  pressure-gauge, 

'hich   was    checked   by  an   exceedingly    delicate    and   sensi- 

'e  gauge,  which  previously,    and   subsequently   to  the  test, 
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was  carefully  verified  by  means  of  a  mercury  column.  Constant 
records  of  the  hygrometer,  barometer,  and  thermometers,  both 
in  the  boiler-room  and  of  the  external  air,  were  kept  during  the 
entire  period  of  the  test. 

It  will  be  seen  from  the  above,  that  all  of  the  processes  and 
measurements  were  kept  in  duplicate  in  such  a  way  as  to  afford 
a  constant  check  on  each  other  and  preclude  the  possibility  of 
any  errors. 

Samples  of  steam  were  taken  in  a  small  calorimeter  for  the 
purpose  of  ascertaining  whether  the  boiler  supplied  wet  steam, 

The  following  is  a  brief  condensed  summary: 

Efficiency  as  Per  Test,  7. 50  a.m.  to  7. 50  a.m. 

Total  beat  of  boiler 64,536.613  beat-units. 

Steam 43.1)33,141  '■  "  66.6  per  ci 

Heat  escaping  in  flue-gases g, 66^,036  "  "  15  '• 

Radiated  heat 5.161,939  "  "  8  " 

Heal  to  vaporise   moisture  in 

coal »4'i37a  "  "  o»  "     ' 

Heal  to  vaporiie   moisture  In 

air  supplied  lo  furnace 345.978  "  "  0.4  " 

l.eakage 3-531.645  "  "  4-o  " 

from  pump 127,936  "  '"  o.i  " 

Heat  absorbed  by  fire-briclt..-.   J, 581,645  "  "  4.0  "     ■' 

Unaccounled  for i, 092,^41  '■  '■  1.6  "     '■ 

In  the  trial  of  an  upright  boiler  reported  on  by  Sir  Frederick 
Bramwell,  in  1876,  coke  being  used  as  the  fuel  and  wood  in 
starting  the  fires,  the  following  data*  were  obtained  : 

Ash  and  moisture 43. 79  H 

Combustible lct4-46 


I 


Total  fuel 

Air  used  per  pound  combustible. . . 
Heat  generated,  net 

per  lb.  fuel 

availalile,  net 

Water  evaporated 

The  efficiency  of  the  furnace  was. . . 


238,25 


I 


*  CoDveision  of  Heal  into  Work.     Aodenon. 
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The balancfr-sb«et  stands  thus: 

Dr. 

Available  heat. a.iot.TOO  b.  T.  D. 

Cr. 
PoCeol. 

SS.ig     Heat  Mtpendntl  in  evaporaiion. 1.855,900  e.  t,  U. 

7.03     Displacing  atmosphere 147, 7zu  "   " 

3.35     Loss  by  conduclion  and  radiallan 70'43'J  "   " 

.o;     Heat  in  ashes i.i2g  "  " 

t.i6     Unaccounted  for. 35>Sii  "  " 

[00.00  1,101,700 

In  trials  conducted  by  the  Author,  for  a  committee  of  the 
American  Institute,  of  which  he  was  chairman,  in  testing  a 
number  of  different  t>-pes  of  boiler,*  a  surface-condenser  was 
employed  to  condense  all  steam  made,  and  results  thus  for  the 
first  time  obtained  which  gave  exact  measures  of  net  efficiency, 
the  quality  of  all  steam  made  being  determined. 

In  calculating  the  results  from  the  record  of  the  logs,  the 
committee  first  determined  the  amount  of  heat  carried  away  by 
the  condensing  water  by  deducting  the  temperature  at  which  it 
entered  from  that  at  which  it  passed  oPT.  To  this  quantity  is 
added  the  heat  which  was  carried  away  by  evaporation  from 
the  surface  of  the  tank,  as  determined  by  placing  a  cup  of 
water  in  the  tank  at  the  top  of  the  condenser  at  such  height 
that  the  level  of  the  water  inside  and  outside  the  cup  were  the 
same,  noting  the  difference  of  temperatures  of  the  water  in  the 
cup  and  at  the  overflow,  and  the  loss  by  evaporation  from  the 
cup.  The  amount  of  evaporation  from  the  surface  of  the 
water  in  the  cup  and  in  the  condenser,  which  latter  was  ex- 
posed to  the  air,  was  considered  as  approximately  proportional 
to  the  tension  of  vapor  due  their  temperatures,  and  was  so 
taken  in  the  estimate.  The  excess  of  heat  in  the  water  of  con- 
densation over  that  in  the  feed-water  also  evidently  came  from 
(he  fuel,  and  this  quantity  was  also  added  to  those  already 
mentioned. 
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The  total  quantities  were,  in  thermal  units,  as  follows: 

A 34.072,058.09 

B 48,341.833.60 

C 34,004.601.14 

D 38,737,317.57 

These  quantities,  being  divided  by  the  weight  of  combus- 
tible used  in  each  boiler  during  the  test,  will  give  a  measure  of 
their  relative  economical  efficiency;  and,  divided  by  the  num- 
ber of  square  feet  of  heating-surface,  will  Indicate  their  relative 
capacity  for  making  steam.  But  as  it  was  the  intention  of  the 
committee  to  endeavor  to  establish  a  practically  correct  meas- 
ure that  should  serve  as  a  standard  of  comparison  in  subsequent 
trials,  it  was  advisable  to  correct  these  amounts  by  ascertaining 
how  and  where  errors  have  entered,  and  introducing  the  proper 
correction.  There  were  two  sources  of  error  that  are  considered 
to  have  affected  the  result  as  above  obtained.  The  tank  being 
of  wood,  a  considerable  quantity  of  water  entered  it,  leaked  out 
again  at  the  bottom,  without  increase  of  temperature,  instead 
of  passing  through  the  tank  and  carrying  away  the  heat,  as  it 
is  assumed  to  have  done  in  the  above  calculation.  The  meters 
also  registered  rather  more  water  than  actually  passed  through 
them,  and  this  excess  assists  in  making  the  above  figures  too 
high.  The  sum  of  these  errors  the  committee  estimated  at 
4  per  cent  of  the  total  quantity  of  heat  carried  away  by  the 
condensing  water.  The  other  two  quantities  were  considered 
very  nearly  correct. 

Making  these  deductions,  we  have  the  following  as  the  total 
heat,  in  British  thermal  units,  which  was  thrown  into  the  con- 
denser by  each  boiler : 

A 33.751  835.34 

8 46.387,827.10 

C 23,066.685.39 

D —  37.338,739.07 

E 11.485.777-35 

That  the  figures  thus  obtained  are  very  accurate  is  shown  by 
calculating  the  heat  transferred  to  the  condenser  by  the  steam- 
boilers  denominated  A  and  B  (boUi  of  which  siipcrhe.ited  iliL-ir 
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Steam),  by  basing  the  calculation  on  the  temperature  of  the 
steam  in  the  boiler,  as  given  by  the  thermometer,  the  results 
thus  obtained  being  32,723,68176  and  46483,322.5,  respec- 
tively. 

Dividing  these  totals  by  the  pounds  of  combustible  con- 
sumed  by  each  boiler,  we  get  as  the  quantity  of  heat  per  pound, 
and  as  a  measure  of  the  relative  economic  efficiency : 

A 10,281.53 

B 10.246.92 

C 10,143.66 

D 10.048.24 

E • 10,964.94 

Determining  the  weight,  in  pounds,  of  water  evaporated  per 
square  foot  ol  heating-surface  per  hour,  we  get  as  a  measure  of 
the  steaming  capacity: 

A 2.65 

B 3.59 

C 2.83 

D 3.10 

E 1.92 

The  quantity  of  heat  per  pound  of  combustible,  as  above 
determined,  being  divided  by  the  latent  heat  of  steam  at  212*^ 
Fahrenheit  (966° .6),  gives  as  the  equivalent  evaporation  of 
water  at  the  pressure  of  the  atmosphere,  and  with  the  feed  at  a 
temperature  of  212®  Fahrenheit: 

A 10.64 

B 10.60 

C 10.49 

D 10.40 

E 10.34 

For  general  purposes  this  is  the  most  useful  method  of  com- 
parison for  economy. 

The  above  figures  afford  a  means  of  comparison  of  the 
boilers,  irrespective  of  the  condition  (wet  or  dr)-)  of  the  steam 
furnished  by  them.  All  other  things  being  equal,  however, 
the  committee  consider  that  boiler  to  excel  which  furnishes  the 
driest  steam ;  provided  that  the  superheating,  if  any,  does  not 
exceed  about  100°. 
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In  this  trial  the  superheating  was  as  follows : 

A l6*.o8 


As  the  boilers  C,  D,  E  did  not  superheat,  it  became  an  inter- 
esting and  important  problem  to  determine  the  quantity  of 
water  carried  over  by  each  with  the  steam.  This  we  are  able, 
by  the  method  adopted,  to  determine  with  great  facility  and 
accuracy. 

Each  pound  of  saturated  steam  transferred  to  the  condens- 
ing water  the  quantity  of  heat  which  had  been  required  to 
raise  it  from  the  temperature  of  the  water  of  condensation  to 
that  due  to  the  pressure  at  which  it  left  the  boiler,  plus  the  heat 
required  to  evaporate  it  at  that  temperature.  Each  pound  of 
water  gives  up  only  the  quantity  of  heat  required  to  raise  it 
from  the  temperature  of  the  water  of  condensation  to  that  of 
the  steam  with  which  it  is  mingled.  The  total  amount  of  heat 
is  made  up  of  two  quantities,  therefore,  and  a  very  simple 
algebraic  equation  may  be  constructed  which  shall  express  the 
conditions  of  the  problem: 

Let 

H  =  heat-units  transferred  per  pound  of  steam. 

//  =  heat-units  transferred  per  pound  of  water. 

U  =  total  quantity  of  heat  transferred  to  condenser. 
W  =  total  weight  of  steam  and  water,  or  of  feed-water. 

X  =  total  weight  of  steam. 
W—x  =  total  weight  of  water  primed. 


Then 


Hx -\- /lilV -  x)  =  U\orx^ 


Substituting  the  propel 


equation,  we  deter- 
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mine  the  absolute  weights  and  percentages  of  steam  and  water 
delivered  by  the  several  boilers  as  follows : 


A. 
B. 
C. 
D. 
E. 


Weiffht  of  Steam. 


27,896. 
39.670. 
19.782.94 
31.663.35 
9,855.6 


Weight  of  Water. 


O. 

O. 
645.06 
2,336.65 
296.9 


Percentage  of  Water 

Primed  to  Water 

Evaporated. 


O. 
O. 

3.26 
6.9 

3. 


And  the  amount  of  water,  in  pounds,  actually  evaporated 
per  pound  of  combustible  : 


A, 
B. 
C. 
D. 
E. 


8. 76 
8.76 
8.70 

8.55 
9.41 


Comparing  the  above  results,  the  committee  were  enabled 
to  state  the  following  order  of  capacity  and  of  economy  in  the 
boilers  exhibited,  and  their  relative  percentage  of  useful  effect, 
as  compared  with  the  economical  value  of  a  steam-boiler  that 
should  utilize  all  of  the  heat  contained  in  the  fuel : 


Steaming  Capacity. 

Economy  of  Fuel. 

Percentage 

of 

EU:onomical  Effect. 

A 

No.  4 
No.  I 
No.  3 
No.  2 
No.  5 

No.  2 
No.  3 
No.  4 
No.  5 
No.  I 

0.709 

0.707 
0.699 
0.693 
0.756 

B 

c 

D 

E 

The  results  obtained  as  above,  and  other  very  useful  deter- 
minations  derived  from  this  extremely  interesting  trial,  were 
given  in  the  table,  as  a  valuable  standard  set  of  data  with  which 
to  compare  the  results  of  future  trials,  and  as  a  useful  aid  in 
judging  of  the  accuracy  of  statements  made  by  boiler-venders 
in  the  endeavor  to  effect  sales  by  presenting  extravagant  claims 
of  economy  in  fuel. 

Mr.  Druitt  Halpin  found  the  following  net  results  of  test  of 
a  variety  of  English-built  boilers : 
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DucoirnoN  or 

BOILE.. 

'"ev^p^.^i^T  1 

Thumai,  UNrrs. 

j 

it\ 

No. 

ll- 
P 

5  = 

1: 

1 

nil 

J 
1 

Is 
1 

li 

lis 

lis 
lis 

;2 
s 

I.J16 

;;KI 
'3 

9-S9' 

31 

"Si, 
IS 

10.SI9 

1 

1  ^^ 
/ 

J 

i 

Pon-blel^   

Punablef  s 

Ponablc  )u 

LincMhire  ....   ... 

iraio,! 
loS.w! 

"9.750 

Si;: 

S:i 

654.1" 

:f;i 

Loco,  (Maiiej 

Locn'.  ) 
orpedo 

s 

Torpedo 

The  "  locomotive"  boiler  is  found  to  be  more  efficient  as  a 
part  of  the  engine  and  on  the  track  than  when  mounted  as  a 
stationary  boiler,  an  unexpected  result. 

41,  The  Quality  of  Steam  made  in  any  boiler,  or  as  sup- 
plied to  an  engine,  is  hardly  less  important  than  the  quantity. 
When  the  steam  is  required  for  heating  purposes  simply,  or 
even  when  all  the  heat  issuing  as  waste,  necessary  or  other. 
from  the  exhaust-ports  of  a  non-condensing  engine  cylinder 
'  can  be  utilized  for  useful  and  paying  purposes,  this  is  a  matter 
of  no  importance;  but  when  it  is  essential  that  loss  in  the 
engine  shall  be  made  a  minimum,  and  that  the  engine  shall 
have  maximum  efficiency,  the  quality  of  the  steam  becomes 
exceedingly  important.  Dry  steam  is  very  much  more  efficient 
as  a  working  substance  in  the  steam-engine  than  wet;  since, 
where  the  latter  is  supplied  from  the  boiler,  the  waste  by 
.cylinder-condensation  is  greatly  increased — and  so  greatly  that 
the  more  obvious  direct  loss  by  the  passing  of  heat  through 
the  engine  in  unavailable  form,  hot  water  acting  as  its  vehicle, 
becomes  comparatively  small.    The  determination  of  the  quality 
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of  steam  by  any  boiler  is  thus  as  important  as  the  measure  of 
its  apparent  e\-aporation. 

The  difference  between  the  apparent  and  the  actual  evapo- 
lation  is  often  very  great.  A  good  boiler  properly  managed 
will  usually  "  prime"  less  than  five  per  cent,  even  though 
having  no  superh  eating-surf  ace,  and  less  than  two  per  cent 
may  usually  be  hoped  for.  Steam  is  often  made  practically 
dry.  But  a  hard-worked  boiler,  or  one  having  defective  circu- 
lation, will  often  prime  ten  or  twenty  per  cent ;  and  cases  have 
been  found  in  the  experience  of  the  Author  in  which  the  quan 
;it)'  of  water  carried  out  of  the  boiler  by  the  current  of  steam  ex- 
ceeded the  weight  of  the  steam  itself.  It  has  thus  happened 
ihal.  where  no  measure  of  this  defect  has  been  made,  the 
apparent  evaporation  only  being  reported,  the  quantity  of  water 
vaid  to  have  been  evaporated  has  equalled,  and  sometimes  has 
iven  greatly  exceeded,  the  theoretically  possible  evaporation  of 
.in  absolutely  perfect  boiler.  It  is  thus  essential  that,  when  the 
apparent  evaporation  has  been  determined  by  trial,  the  quantity 
of  water  entrained  with  the  steam  be  measured  and  deducted,  and 
tlien  real  evaporation  thus  ascertained  and  reduced  for  the 
standard  conditions.  Under  ordinarily  good  conditions,  a  real 
evaporation  of  ten  or  eleven  times  the  weight  of  the  fuel,  cor 
responding  to  an  efficiency  of  0.75  to  O.80,  represents  the  best 
practice,  and  a  real  evaporation  of  twelve  of  water  by  one  of 
combustible,  from  and  at  the  boiling-point,  or  an  efficiency  of 
eighty  per  cent,  is  rarely  observed  under  the  usually  best  con- 
ditions of  steam-boiler  practice.  Where  more  than  theefTJciency 
here  given  as  probable  is  reported,  the  work  should  be  very  care- 
fully revised,  and  errors  sought  until  absolute  certainty  is 
secured. 

Trials  not  including  calorimetric  measurement  of  the  water 
entrained  with  the  steam  are  comparatively  valueless,  and 
should  be  rejected  in  any  important  case.  Reports  of  extra- 
ordinary economy  are  often  based  on  this  kind  of  error.  The 
experiments  of  M.  Hirn  at  Mulhouse  showed  an  average  of  about 
;  per  cent  priming  ;  Zeuner  makes  it  approximately  from  /i  to 
15  per  cent:  while  the  experiments  of  the  Author  at  the 
American  Institute  in  1871  give  from  3  to  6.9  per  cent. 
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A  recently  devised  method  of  measuring  the  amount  of 
moisture  in  the  steam  is  to  introduce  into  the  boiler  with  the 
feed-water  sulphate  of  soda,  and  at  intervals  to  draw  from  the 
lower  gauge-cock  a  small  amount  of  water,  and  also  from  the 
steam,  condensing  either  by  a  coil  of  pipe  in  water  or  a  small 
pipe  in  air.  A  chemical  analysis  gives  the  proportion  of  sul- 
phate of  soda  in  each  portion,  and  the  quotient  of  the  propor- 
tion of  sulphate  of  soda  in  the  portion  from  the  steam  by  the 
proportion  in  that  from  the  water  gives  the  ratio  of  water 
entrained,  as  steam  does  not  carry  sulphate  of  soda,  which  is 
only  brought  over  by  the  hot  water  entrained.  This  method 
was  used  by  Professor  Stahlschmidt  at  the  Diisseldorf  Exhibi- 
tion Trials.  \A 

42.  The  Calorimeters  used  in  determining  the  quantity 
of  moisture  in  steam  have  several  forms,  widely  differing  in 
construction,  and  to  some  extent  in  value.  They  nearly 
all  embody  the  same  principles,  however.  The  objects  sought 
to  be  attained  in  their  construction  are:  The  exact  measure- 
ment of  the  weight  of  steam  received  by  them  from  the  boiler, 
and  of  its  temperature  and  pressure  at  the  boiler;  the  determi- 
nation of  the  weight  of  water  used  in  its  condensation  and 
the  range  of  temperature  through  which  it  is  raised  in  the 
operation :  the  reduction  of  wastes  of  heat  in  the  calorimeter 
to  a  minimum,  and  the  exact  measurement  of  that  waste  if 
it  is  sensibly  or  practically  noticeable. 

The  Barrel  or  Tank  Calorimeter  as  employed  by  the 
Author,  is  the  simplest  form  of  this  instrument  which  has  been' 
produced.  It  consists  of  a  strong  barrel  or  tank,  of  hard  wood, 
absorbing  little  of  either  water  or  heat,  and  having  a  movable 
cover.  This  tank  is  mounted  on  pi  at  form -scales  capable  of 
accurate  adjustment  and  having  as  fine  readings  as  possible.  It 
is  filled  with  water  to  within  about  one  fourth  its  height  from 
the  top,  and  the  steam  is  led  into  it  through  a  rubber  tube  or 
hose  of  sufficient  capacity  to  supply  the  steam  to  the  amount 
of  one  eighth  or  one  tenth  the  weight  of  the  water  in  three 
or  five  minutes.  A  steam^auge  of  known  accuracy  gives  the 
boiler-pressure,  and  the  corresponding  temperature  and  total 
heat  of  the  steam  are  ascertained  from  the  steam-tables. 
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In  using  this  apparatus  tlie  steam  is  rapidly  passed  into  the 
mass  of  water  contained  in  the  tank,  until  the  scales  show 
that  the  desired  quantity  has  been  added.  The  steam  is  so 
liirccted  by  varying  the  position  of  the  end  of  the  tube,  and 
by  inserting  it  so  deeply  in  the  water  that  the  whole  mass  is 
very  thoroughly  stirred,  and  a  very  perfect  mixture  secured  of 
condensing  water  with  the  water  of  condensation  ;  and  so  that 
the  temperatures  indicated  by  the  inserted  thermometer  shall 
be  the  real  mean  temperature  of  the  mass.     The  weights  and 


temperatures  are  then  inserted  in  the  log  of  the  trial,  as  below, 
and  the  proportion  of  water  brought  over  with  the  steam  is 
thence  easily  calculable.  The  thermometers  employed  usually 
read  to  tenths  of  a  degree  Fahrenheit,  or  to  twentieths  of  a 
centigrade  degree,  accordingly  as  the  one  or  the  other  scale  is 
employed.  Readings  must  be  made  with  the  greatest  pos- 
sible accuracy,  and  in  sufficient  number  to  insure  a  satis- 
factorily exact  mean.  With  good  thermometers  and  scales, 
a  reliable  gauge,  and  care  in  operation,  good  results  can  be 
obtained  by  averaging  a  series  of  trials.* 

The   Hirn    Calorimeter  is   substantially   the  same   as   the 
above,  with  the  addition  of  an  apparatus  for  stirring  the  water 

*  Report  on  Boiler  Trial,  Trans.  A.  S.  M.  E.  i834,  vol.  v!. 
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in  the  tank  to  insure  thorough  mixture  and  readings  of  tem- 
perature of  cr.ndensinj;  Hater  exactly  representative  of  the  true 
mean  temperature  of  the  mass  after  the  introduction  of  the 
steam.  This  is  not  an  ussentiaJ  feature  of  tht:  apparatus,  if  the 
Author  may  judge  by  his  own  experience,  provided  the  jet  of 
entering  steam  is  so  directed  as  to  cause  rapid  circulation. 
No  stirring  apparatus  could  operate  more  efficiently  than 
the  force  of  the  steam  itself,  properly  directed.  Hirn  was 
probably  the  first  (1868)  to  attempt  the  determination  of  the 
quality  of  steam  as  delivered  from  steam-boilers.*  A  similar 
apparatus  was  used  at  the  trials  of  the  Centennial  Intematioiial 
Exhibition.  Philadelphia,  \%^^A  ^ 

VV  43.  The  Theory  of  the  Calorimeter  is  as  follows  4 
r\^  Each  pound  of  saturated  steam  transferred  to  the  condens- 
ing water  the  quantity  of  heat  which  had  been  required  to 
raise  it  from  the  temperature  of  the  water  of  condensation  to 
that  due  to  the  pressure  at  which  it  left  the  boiler,  plus  the  heat 
required  to  evaporate  it  at  tliat  temperature.  Each  pound  of 
water  gives  up  only  the  quantity  of  heat  required  to  raise  it 
from  the  temperature  of  the  water  of  condensation  to  that  of 
the  steam,  with  which  it  is  mingled.  The  total  amount  of 
heat  is  made  up  of  two  quantities,  therefore,  and  a  very  simple 
algebraic  equation  may  be  constructed,  which  shall  express  the 
conditions  of  the  problem : 


Let,  as  {] 


2S8, 


H  =  heat-units  transferred  per  pound  of  steam ; 

h  =  heat-units  transferred  per  pound  of  water; 
£/=  total  quantity  of  heat  transferred  to  condenser; 
It'  ~  total  weight  of  steam  and  water,  or  of  feed-waler ; 
IV ~  condensing  water; 

X  =  total  weight  of  steam  : 
w  —  Jtr  =:  total  weight  of  water  primed. 

•  Bullelinde  la  Socifiifi  Industrielle  dc  MulhouE*.  1668-9. 

f  Reports  ol  Judges,  vol.  vi. 

}  First  published  by  the  Author,  who  had  not  then  become  awsrc  of  the  wortt 
done  by  M,  Him,  in  Trans.  Atn.  Inst.  Kcport  on  Boiler  Trial,  1871,  See 
also  Vienna  Reports,  vol.  iii.  p.  133. 
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Then 

rr  ,,  ^  rr  ^  U—Wh 

Hx  +  h{w  —  x)—  U\  ox  X  —  -jj =  ~H~^~T' 

Substituting  the  proper  values  in  this  equation,  we  deter- 
mine the  absolute  weights  and  percentages  of  steam  and  water 
delivered  by  the  boiler. 

Or,  let 

Q  =  quality  of  the  steam,  dry  saturated  steam  being  unity ; 
H*  =  total  heat  of  steam  at  observed  pressure ; 
T'  =     "        "    "  water  "  " 

f^t  --     <«        u     u  condensing  water,  original ; 
//,  =    "         "     "  "  "      final. 


\ ' 


(  3''     And  we  have  the  equivalent  expression,  as  written  by  Mr. 
f  Kent, 

<2  =  :^^[(-^(A'-/^)-(r-/,)]. 

The  value  of  the  quantity  Z7is  obtained  by  multiplying  the 
weight  of  water  in  the  calorimeter  originally  by  the  range  of 
temperature  caused  by  the  introduction  of  the  steam  from  the 
boiler.  Mr.  Emery  employs  another  form,  as  below,  in  which 
Q  is  the  quality  of  steam  as  before  ;  W  the  weight  of  con- 
densing water ;  w  the  weight  added  from  the  boiler ;  T  the 
temperature  due  the  steam-pressure  in  the  boiler ;  /  the  initial 
and  /,  the  final  temperature  of  the  calorimeter;  /the  latent 
heat  of  evaporation  of  the  boiler-steam ;  and  x  the  weight  of 
steam  corresponding  to  /.    Thus, 


and 


/  '^  w 
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The  following  expressions  give  the  quality  of  steam  as  com- 
puted  from  metric  data  supplied  by  the  calorimeter,  and  Boss- 
cha's  corrections  being  introduced  for  speci6c  heat  of  water  at 
varying  temperatures :  * 

:  weight  of  condensing  water;  i 

:  absolute  pressure  of  steam  ; 

:  the  initial  temperature  of  condensing  water ;  | 

:  the  final  temperature  of  the  water; 

:  the  temperature  of  steam  in  boiler ; 

:  cold-water  weight ; 

-  weight  of  steam  condensed  ; 
:  percentage  of  steam  in  the  mixture  from  the  boiler, 

uncorrected  for  specific  heat  of  water; 

-  same  as  x' ,  but  with  Bosscha's  correction  ; 
.  (/.  -  t^w,  -  (/,  -  /.)«', 

(606.  s  —  o.695/,)a/,     ' 

(f.— f,)a/,— (/,— f,)w,-o.QOOii[(f.'-f,')a>.-(f,'-/.')a',]  ^ 
(606.5  —0.6950a', 

Mr.  Nystrom  has  employed  the  Him  calorimeter,  substi- 
tuting ice  for  cold  water  as  a  condensing  medium.+  In  this 
case,  adopting  his  notation, 

jc  =  pounds  of  cold  water  put  into  the  barrel ; 

k  =  units  of  heat  per  pound  of  w  when  cold  and  above  32°; 

/  =  pounds  of  ice  put  into  the  barrel ; 

W  ^  pounds  of  heated  water  in  the  barrel  after  the  comple- 
tion of  the  experiment ;  that  is,  including  the  weight 
of  the  condensed  steam  ; 

h'  =  units  of  heat  per  pound  of  If' above  33°; 

/  =:  pounds  of  foam  or  water  carried  over  with  the  steam 
into  the  barrel ; 

5  =  pounds  of  saturated  steam  blown  into  the  barrel; 


•  Proc.  Brit.  Inst,  C.  E..  1888.  No.  3306. 
I  Pocket-book;  Hum[di[y  of  Steam,  p.  573. 
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H  =  units  of  heat  per  pound  of  the  steam  5; 
H  =  units  of  heat  per  pound  of  the  foam  /; 
/  =  pounds  of  steam  and  foam  carried  over  from  the  boiler 

into  the  barrel ; 
P  =  units  of  heat  passed  over  with  the  steam  and  foam  into 

the  barrel ; 
The  weight  /  must  then  be  equal  to  the  sum  of  the  weights 
of  the  steam  S  and  foam  /,  which  is  evidently  the  same  as  the 
difference  between  the  weights  W  and  w. 
That  is. 

The  total  units  of  heat  P  passed  over  with  the  steam  5  and 
foam  /  must  then  be : 

P^HS  +  Iff^  Wh'  —  wh. 

By  solving  this  formula  for  the  steam  5,  we  have : 

H{p-^f)^P^Hy; 
Hp^Hf^P^H'f^ 
f{H^H')=^Hp^P. 

From  this  formula  we  have  the  weight  of  foam  carried  over 
with  the  steam  from  the  boiler  into  the  .barrel ;  namely, 

,_Hp-P 
■'  ~ H-H" 

But  P  =  Wh'  —  wh,  which,  inserted  in  the  formula,  gives  •. 

,      Hp-\-wh-Wh'       /V) 
Pounds  of  foam,       /= H  —  H' — * 


92  ENGINE  AND  BOILER   TRIALS. 

The  percentage  of  humidity  of  the  steam  will  then  be : 

100/ 

The  Formula  (8)  is  ready  for  use  of  the  data  obtained  by  the 
calorimeter  when  /  =  IV— w,  and  when  no  ice  is  used. 

For  the  melting  of  i  pound  of  ice  requires  142.65  units  of 
heat,  according  to  Regnault*s  delicate  experiments,  but  for  the 
caloric  experiments  on  humidity  of  steam  142.6  units  of  steam 
will  be  more  correct.  Then  the  units  of  heat  required  to  melt 
the  ice  to  water  of  32°  by  the  steam  in  the  barrel  will  be  142.6/, 
and  the  heat  required  to  raise  the  temperature  of  that  water 
from  32°  to  that  of  IV  when  the  experiment  is  completed  will 
be  /A\  But  the  weight  of  ice  melted  to  water  is  included  in 
the  weight  W;  the  heat  passed  with  the  steam  from  the  boiler 
into  the  ice  and  cold  water  will  be, 

P=  Wh'  - wh  +  142.6I. 

This  formula,  inserted  for  P  in  Formula  (7),  will  give  the 
weight  of  foam  passed  with  the  steam  from  the  boiler  into  the 
ice  and  cold  water. 

Hp  +  wh--{Wh'  +  142.6/) 

When  no  cold  water  is  used,  but  the  humid  steam  is  blown 
into  only  ice  in  the  barrel,  then  the  weight  of  foam  will  be : 

_  /»~(HV/+ 142.6/) 

The  percentage  of  humidity  will  be  in  either  case 

100/ 

*=  /  • 

For  humid  steam,  Hp  >  P. 

For  saturated  steam,  Hp  =  P. 

For  superheated  steam,      Hp  <  P. 
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When  the  steam  is  superheated,  the  formulas  give  a  nega- 
tive value  of  f. 

The  following  data  and  results  are  given  in  illustration  of 
this  method  by  its  author : 

Example. — Steam-pressure  by  gauge,  98  pounds. 

/f  =  1 1 84.6  and  /T  =  308.7. 

Weight  of  empty  barrel  with  top, 64.25  lbs. 

/=  80.5  pounds  of  ice, 14475    " 

w  =  287-25  pounds  of  water  at  71°  A  =  39.01 5,  432.00    " 
jr=  404  pounds  of  mixture  at  136°  //  =  104.2,  468.25 
p  =  36.25  pounds  of  steam  and  foam. 


Formula  11. 
1 184.6X  36.2S-l-287.25x  39.01 5— (404X  104.2+142.6X  80.5) 


a 


^  1 1 84.6  —  308.7 


=  0.653  lbs. 


100  X  0.653 
Humidity  of  the  steam,     jb  = -g— =1.8  per  cent. 

In  the  use  of  the  calorimeter  it  may  be  reasonably  expected 
that  errors  may  be  made,  by  careful  work,  something  less  than 
one  per  cent.  The  results  of  good  work  should  agree  within 
less  than  one-half  per  cent.  Thermometers  should  read  within 
one-tenth  of  a  degree ;  steam-gauges  should  be  correct  within 
less  than  one  or  two  pounds,  and  weights  within  one  per  cent 
or  less.  The  latter  are  the  most  trying  quantities  to  measure 
with  satisfactory  accuracy.  Generally  the  lower  the  initial  tem- 
perature of  the  calorimeter  the  better  the  results,  and  it  is  often 
thought  advisable  to  cool  the  condensing  water,  by  the  use  of 
ice,  down  to  the  melting  point.  The  amount  of  steam  intro- 
duced should  be  as  great  as  is  possible  without  causing  so  high 
a  final  temperature  as  to  cause  the  production  of  troublesome 
quantities  of  vapor  in  the  calorimeter. 
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If  Q  exceeds  unity,  the  steam  is  superiteated  by  the  amount 

I  if  less  than  unity,  the  priming  is,  in  per  cent,  loo(l  —  Q^ 
44.  Records  of  calorimetric  tests  should  be  even  more 
carefully  and  more  frequently  made  than  in  any  other  part  of 
the  work  of  a  boller-trial.  The  following,  from  work  conducted 
by  the  Author,  illustrates  the  method.  The  symbols  relate  to 
the  first  of  the  above  formulas. 

PRJMLNG  TESTS, 
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The  boiler  was  a  fire-tubular  boiler,  which  was  not  so 
handled  as  to  give  as  dry  steam  as  was  desired  ;  and  one  object 
of  the  trial,  of  which  the  above  is  a  part  of  the  record,  was  to 
ascertain  how  seriously  was  the  quality  of  the  steam  affected. 
It  is  seen  that  the  priming  amounted  to  ten  or  twelve  per 
cent,  with  fairly  uniform  figures  through  the  period  of  test.  The 
steam  should  have  entrained  less  than  one  half  this  proportion, 
had  the  boiler  beiin  all  that  was  expected  of  it. 

Errors  of  small  magnitude,  absolutely,  may  greatly  affect 
the  results  of  calculation,  as  is  well  illustrated  by  the  following 
example  presented  by  Mr.  Kent : 

'CcnlcnnUI  Report,  pp.  139-9. 
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Assume  the  values  of  the  quantities  to  be,  as  read,  columo  i : 


Weight    of    condensing  niter,    cotrected     (or 

equivalent  of  apparatus,*  IV. 

Weight  of  condensed  sleam,  » 

Prcxnire  of  steam  by  gauge.  P. 

Original  temperature  o(  condensing  water,  i 
Final  temperature  of  condensing  water,  ( . . 


i   pound. 

^pounds. 
i  degree. 


Then  let  it  be  assumt:d  that  errors  of  instruments  or  of  ob- 
servation have  led  to  the  recording  of  slightly  different  figures 
from  the  true  quantities,  as  given  in  column  2: 


Substituting  in  the  formula  the  "  true 

readings,"  nc  have  for  the  value  of 

All  readings  true  except  IV  =  aoo.5, 


0,94 


'  =    78.0,     Q=    .gS8o=l.30      =0,06 

=    44-5.     (?=    .9989  =  0.11      =1.15 

'   =100.5,     Q=    .9994  =  o.<*     =i-ao 

e  = '-0272  =  (minus)=  3.98 

The  last  case  is  equivalent  to  50.2  degrees  superheating. 
Errors  of  0.1  or  even  0.25  per  cent  In  weights  and  of  tem- 
perature of  equal  amount  not  infrequently  occur,  probably, 
where  ordinary  instruments  are  employed.  The  errors  due 
to  false  weight  in  measurement  of  the  condensed  steam  are 
liable  to  be  very  serious,  and  it  is  only  by  making  a  consider- 
able number  of  observations  and  obtaining  the  mean  that  re- 
sults can  be  secured,  ordinarily,  of  real  value. 

45-  The  "  Coil  Calorimeter"  has  been  devised  to  secure 
more  exact  results  in  the  weighing  of  the  water  of  condensation 
than  can  be  obtained  when  it  is  weighed  as  part  of  the  larger 
mass.  In  this  instrument  a  coil  of  pipe  is  introduced  into  the 
tank  and  serves  as  a  surface-condenser  in  which  the  boiler-steam 
15  received  and  condensed,  and  from  which  it  is  transferred  to 
another  vessel  in  which  it  is  weighed  by  itself  with  scales  con- 
structed to  weigh  such  small  weights  with  accuracy;  or  the 
coil  is  removed  and  weighed  with  the  contained  water.     In  the 

•  Correction  made  only  for  coil  calorimeter  10  be  described. 


J 


go  ENGINE   AND  BOILER    TRIALS. 

fonner  case,  drops  of  water  may  adhere  to  the  internal  surfaces 

of  the  coil  and  escape  measurement :  in  the  latter,  the  weight 
to  be  determined  is  increased  by  the  known  weight  of  the  coiJ, 
and  less  delicacy  o(  weighing  becomes  possible. 

The  following  is  Kent's  description  of  his  calorimeter,  which 
is  of  this  class,  and  has  been  found  to  give  good  results :  * 

A  surface-condenser  is  made  of  light-weight  copper  tubing 
-f"  in  diameter  and  about  50'  in  length,  coiled  into  two  coils, 
one  inside  of  the  other,  the  outer  coil  14"  and  the  inner  ro"  in 
diameter,  both  coils  being  15"  high.  The  lower  ends  of  the 
coils  are  connected  by  meansof  a  brazed  T-coupling  to  a  shorter 
coil,  about  5'  long,  of  2"  copper  tubing,  which  is  placed  at  the 
bottom  of  the  smaller  coil  and  acts  as  a  receiver  to  contain  the 
condensed  water.  The  larger  coil  is  brazed  to  a  f "  pipe,  which 
passes  upward  alongside  of  the  outer  coil  to  just  above  the  level 
of  the  top  of  the  coil  and  ends  in  a  globe-valve,  and  a  short 
clbow-pipc  which  points  outward  from  the  coil.  The  upper 
ends  of  the  two  J"  coils  are  brazed  together  into  a  T,  and  con- 
nected thereby  to  a  |"  vertical  pipe  provided  with  a  globe-valve, 
immediately  above  which  is  placed  a  three-way  cock,  and  above 
that  a  brass  union  ground  steam-tight.  The  upper  portion  of 
the  union  is  connected  to  the  steam-hose,  which  latter  is 
thoroughly  felted  down  to  the  union.  The  three-way  cock  has 
a  piece  of  pipe  a  few  inches  long  attached  to  its  middle  outlet 
and  pointing  outward  from  the  coil. 

A  water-barrel,  large  enough  to  receive  the  coil  and  with 
some  space  to  spare,  is  lined  with  a  cylindrical  vessel  of  galva- 
nized iron.  The  space  between  the  iron  and  the  wood  of  the 
barrel  is  filled  with  hair-fell.  The  iron  lining  is  made  to  return 
over  the  edge  of  the  barrel,  and  is  nailed  down  to  the  outer 
edge  so  as  to  keep  the  felt  always  dry.  The  barrel  is  furnished 
also  with  a  small  propeller,  the  shaft  of  which  runs  inside  of 
the  inner  coil  when  the  latter  is  placed  in  the  barrel.  The 
barrel  is  hung  on  trunnions  by  a  bail  by  which  it  may  be 
raised  for  weighing  on  a  steelyard  supported  on  a  tripod  and 
lifting  lever.     The  steelyard  for  weighing  the  barret  is  graduated 
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to  tenths  of  a  pound,  and  a  smaller  steelyard  is  used  for  weigh- 
ing the  coil,  which  is  graduated  to  hundredths  of  a  pound. 

In  operation,  the  coil,  thoroughly  drj'  inside  and  out,  is 
carefully  weighed  on  the  small  steelyard.  It  is  then  placed  in 
the  barrel,  which  is  filled  with  cold  water  up  to  the  level  of  the 
top  of  the  globe-valves  of  the  coil  and  just  below  the  level  of  the 
three-way  cock,  the  propeller  being  inserted  and  its  handle  con- 
nected. The  barrel  and  its  contents  are  carefully  weighed  on 
ihe  large  steelyard ;  the  steam-hose  is  connected  by  means  of 
its  union  to  the  coil,  and  the  three-way  cock  turned  so  as  to  let 
the  steam  flow  through  it  into  the  outer  air.  by  which  means 
the  hose  is  thoroughly  heated  ;  but  no  steam  is  allowed  to  go 
into  the  coil.  The  water  in  the  barrel  is  now  rapidly  stirred  in 
reverse  directions  by  the  propeller  and  its  temperature  taken. 
The  three-way  cock  is  then  quickly  turned,  so  as  to  stop  the 
steam  escaping  into  the  air  and  to  turn  it  into  the  coil ;  the 
thermometer  is  held  in  the  barrel,  and  the  water  stirred  until 
the  thermometer  indicates  from  five  to  ten  degrees  less  than  the 
maximum  temperature  desired.  The  globe-valve  leadingtothe 
coil  is  then  rapidly  and  tightly  closed,  the  three-way  cock  turned 
to  let  the  steam  in  the  hose  escape  into  the  air,  and  the  steam 
entering  the  hose  shut  off.  During  this  time  the  water  is  being 
>.iirred,  and  the  observer  carefully  notes  the  thermometer  until 
the  maximum  temperature  is  reached,  which  is  recorded  as  the 
final  temperature  of  the  condensing  water.  The  union  is  then 
disconnected  and  the  barrel  and  coil  weighed  together  on  the 
large  steelyard  ;  the  coil  is  then  withdrawn  from  the  barrel  and 
hung  up  to  dry  thoroughly  on  the  out.side.  When  dry  it  is 
weighed  on  the  small  scales.  If  the  temperature  of  the  water 
in  the  barrel  is  raised  to  no"  or  120°  the  coil  will  dry  to  con- 
slant  weight  in  a  few  minutes.  After  the  weight  is  taken,  both 
globe-valves  to  the  coil  are  opened,  the  steam-hose  connected, 
and  all  of  the  condensed  water  blown  out  of  the  coil,  and  steam 
allowed  to  blow  through  the  coil  freely  for  a  few  seconds  at 
full  pressure.  When  the  coil  cools  it  may  be  weighed  again, 
and  is  then  ready  for  another  test. 

If  both  steelyards  were  perfectly  accurate,  and  there  were 
ao  losses  by  leakage  or  evaporation,  the  difference  between  the 
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original  and  final  weights  of  the  barreled  contents  should  be 
exactly  the  same  as  the  difference  b^lv-een  the  original  and 
final  weights  of  the  coil.  In  practice  this  is  rarely  found  to  be 
the  case,  since  there  is  a  slight  possible  error  in  each  weighing, 
which  is  larger  in  the  weighing  on  the  large  steelyard.  In 
making  calculations  the  weights  of  the  coil  on  the  small  steel- 
yard should  be  used,  the  weight  on  the  large  steelyard  being 
used  merely  as  a  check  against  large  errors. 

The  late  Mr.  J.  C.  Hoadley  constructed  exceedingly  accu- 
rate apparatus  of  the  "  coil "  type  and  obtained  excellent  re- 
sults. 

It  is  evident  that  this  calorimeter  may  be  used  continuously, 
if  desired,  instead  of  intermittently.  In  this  case  a  continuous 
flow  of  condensing  water  into  and  out  of  the  barrel  must  be 
established,  and  the  temperature  of  inflow  and  outflow  and  of 
the  condensed  steam  read  at  short  intervals  of  time. 

46.  The  Continuous  Calorimeter  is  an  instrument  in 
which  the  operations  of  transfer  of  steam  to  the  instrument 
and  its  examination  are  not  intermitted,  as  is  necessarily  the 
case  in  the  more  commonly  employed  forms  of  the  apparatus. 
The  instrument  being  thus  kept  in  use  continuously,  every 
variation  in  the  quality  of  steam  can  be  observed  and  the  num- 
ber of  observations  can  be  increased  to  any  desired  extent,  and, 
the  apparatus  being  accurate,  any  degree  of  exactness  of  mean 
results  can  be  attained. 

One  of  the  earliest  forms  of  this  instrument  was  devised  by 
Mr.  John  D.  Van  Buren,  of  the  U.  S.  N.  Engineers,  and  In- 
structor in  Engineering  at  the  Naval  Academy,  about  1867. 
This  instrument,  as  constructed  by  Mr.  T.  Skeel,  and  used  by  a 
committee  of  judges*  at  the  exhibition  of  the  American  In- 
stitute, 1874-5,  of  which  the  Author  was  chairman,  was  made 
as  follows : 

Steam  was  drawn  from  the  steam-drum,  near  the  safety- 
valve,  through  a  felted  pipe  li  inches  I3.8  cm.)  diameter,  into  a 
rectangular  spiral  or  coil  consisting  of  80  feet  (34.4  m.)  of 
pipe  of  similar  size.  Condensing  water  from  the  street-main 
was  led  into  the  tank  surrounding  the  coil  or  "worm,"  and 
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surface-condenser. 


issued  at  the  bottom  through  a  "standard  orifice,"  the  rate  of 
discharge  from  which  Had  been  determined  and  the  law  of  its 
variation  with  change  of  head  ascertained.  The  quantity  of 
condensing  water  thus  became  known  by  observing  the  head 
of  water  within  the  tank.  The  water  of  condensation  from  the 
coil  was  caught  in  a  convenient  vessel,  and  weighed  on  scales 
provided  for  that  purpose.  The  temperature  of  the  condensing 
water  at  entrance  and  exit  was  shown  by  fixed  thermometers, 
and  that  of  the  water  of  condensation  at  its  issue  from  the  coil 
was  similarly  shown,  while  the  steam-gauge  placed  on  the  boiler 
gave  the  other  needed  data.  The  calculations  are  evidently 
precisely  the  same  as  with  the  preceding  type  of  calorimeter. 
The  Barms  Calorimeter*  (Fig.  2}  is  essentially  of  a  small 
The  steam  enters  by  the  pipey'.  The  con- 
densing-surfacc,  a,  is  a  continua- 
tion and  enlargement  of  the 
supply-pipe,  a  i-inch  (2.54  cm.) 
iron  pipe  with  a  length  of  12 
inches  (30.4  cm.)  of  exposed  sur- 
face. This  pipe  is  under  the  full 
pressure  of  steam.  The  con- 
densed water  collects  in  the  lower 
parts  of  Che  apparatus,  where  its 
level  is  shown  in  the  glass,  f ,  and 
is  drawn  off  by  means  of  the 
valve,  d.  The  injection-water, 
cooled  to  a  temperature  of  40" 
Fahr.,  or  less,  enters  the  wooden 
vessel,  o,  through  the  valve,  /'. 
and  circulates  around  the  con- 
densing pipe,  carried  downward 
Fit  t-TM>  CoBTiNioiis  c^i-okiVHTKB.  (q  j^e  bottom  by  means  of  the 
tube  k.  and  overflows  at  the  pipe,  c,  after  passing  through  the 
mrxing  chambers,  m.  The  amount  of  water  admitted  is  regu- 
lated so  as  to  secure  a  temperature  at  the  overflow  of  75"  or  80° 
Fahr.,  or  the  approximate  temperature  of  the  surrounding 
atmosphere.     The  thermometers,  y  and  ^,  which  are  read  to 


ENG/NE  AND  BOILER    TRIALS. 


tenths  of  a  degree,  show  the  temperature  of  injection  and  over- 
flow water,  and  the  thermometer,  h,  shows  that  of  the  con- 
densed water.  The  overflow  water  and  the  condensed  water 
are  collected  in  a  system  of  weighing  tanks.  The  steam-pipe 
down  to  the  surface  of  the  water,  and  the  pipes  in  the  low  er 
part  of  the  apparatus,  are  covered  with  felt. 

There  is  no  wire-drawing  of  the  steam,  and  no  allowance  to 
be  made  for  specific  heat  of  the  apparatus.  The  only  correc- 
tion to  be  made  of  material  amount  is  for  radiation  from  the 
pipes  covered  with  felt,  and  this  can  be  accurately  determined 
by  an  independent  radiation  experiment,  made  when  the  con- 
denser vessel  is  empty. 

Another  form  of  instrument  devised  by  the  same  engineer 
is  arranged  in  such  manner  as  to  permit  the  steam  from  the 
boiler  to  be  dried  and  the  quantity  of  heat  so  employed  meas- 
ured as  a  gauge  of  the  amount  of  water  contained  in  the  steam. 
This  form  of  this  apparatus  is  found  very  satisfactory.* 

The  pipe  conveying  the  steam  to  be  tested  is  usually 
a  half-inch  (1.27  cm.)  iron  pipe.  A  long  thread  is  cut  on  this 
pipe,  and  it  is  screwed  into  the  main  steam  supply-pipe 
of  the  boiler  in  such  a  manner  as  to  extend  diametrically 
across  to  the  opposite  side.  The  inclosed  part  is  perforated 
with  from  40  to  50  small  holes,  and  the  open  end  of  the 
pipe  sealed.  If  the  pipe  is  screwed  into  the  under  side 
the  perforations  begin  at  a  distance  of  one  inch  (2.54  cm.) 
from  the  bottom.  The  connection  is  made  as  short  as 
possible,  and  covered  with  felt.  Where  the  calorimeter  can 
•  be  attached  to  the  under  side  of  the  main,  the  distance  to 
the  top  valve  need  not  exceed  six  inches  (15  cm.).  In  this 
position  it  is  self-supporting.  The  steam  for  the  superheater 
is  also  supplied  by  a  half-inch  iron  pipe,  but  this  may  be  at- 
tached to  the  main  at  any  convenient  point. 

Steam  to  be  tested  enters  by  the  pipe,  which  has  a 
jacket.  On  passing  out  the  thermometer  gives  its  tem- 
perature, and  it  is  discharged  through  a  small  orifice  \  inch 
{0.32  cm.)  in  diameter.  Steam  to  be  superheated  enters 
and    is  superheated   by  a  gas-lamp,  passes   the  thermometer. 
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and  issues  through  an  opening  like  that  for  the  steam.  The 
thermometers  are  immcrsetl  in  oil-wells  surrounded  by  the 
current  of  steam  to  be  tested,  or  of  that  used  in  drying  the 
boiler-steam. 

In  the  operation  of  this  calorimeter  steam  at  full  pressure 
enters  the  apparatus,  and  the  jacket-steam  is  heated  until 
a  perceptible  rise  of  temperature  above  that  due  the  pres- 
sure indicates  that  its  moisture  has  been  evaporated.  The 
working  having  become  steady,  the  difference  between  the 
temperatures  is  noted  and  corrected  by  deducting  the  ex- 
CCS5  above  that  of  moist  steam  at  the  observed  pressure, 
and  the  number  of  degrees  of  superheating  thus  determined,  as 
the  rate  of  flow  is  the  same  from  both  orifices.  Here  the 
e\-aporation  of  one  per  cent  of  moisture  from  steam  at  80 
pounds  pressure  (5.6  kilogs,  per  sq,  cm.)  reduces  the  tempera- 
ture of  superheated  steam  about  18°. 7  Fahr.  (iO°.4  Cent.), 
and  the  percentage  of  moisture  is  obtained  by  dividing  the 
range  of  superheat,  as  above,  by  this  number,  or  generally  by 
the  quotient  of  the  latent  heat  at  the  observed  pressure  by 
47.5.  The  following  are  data  and  results  obtained  by  the  use 
\•t^  this  apparatus: 

Data  and  Resi-lts  in  Full  of  Calorimeter  Tests. 
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COrrcspfinding  to  '  per  «n[  ri(  inQiBture, 


A 


EAC/XE  AND   BOILER    TMIALS. 


An  exceedingly  simple  form  of  calorimeter,  practically  avail- 
able when  the  steam  is  fairly  dry,  is  that  devised  by  Professor 
Peabody,  which  depends  on  the  fact  that  dry  steam  is  super- 
heated by  wire-drawing.* 

A  piece  of  pipe  six  inches  in  diameter  and  ten  inches  long 
was  capped  at  each  end.  Into  the  upper  end  was  fitted  a  half- 
inch  pipe  bringing  the  steam  to  be  tested,  a  thermometer  cup, 
and  a  steam-gauge.  From  the  lower  cap  an  inch  pipe  led  away 
the  exhaust  sleam.  Near  the  calorimeter  was  a  T  which  formed 
a  pocket,  with  a  drip  at  the  lower  opening,  and  a  branch  from 
the  side  opening  leading  to  an  angle  valve  in  the  upper  cap  of 
the  condenser.  The  pipe  further  was  well  wrapped  with  hair 
felt,  and  the  calorimeter  was  wrapped  in  asbestos  board  and 
hair  felt,  and  covered  with  russia  iron. 

Two  other  calorimeters  differ  from  the  first  only  in  size. 
One  is  made  of  a  piece  of  two-inch  pipe  eight  inches  long,  and 
the  other  of  a  piece  of  four-inch  pipe  of  the  same  length.  The 
smaller  are  more  sensitive. 

To  make  an  experiment,  the  valve  in  the  supply-pipe  is 
partly  opened,  and  a  valve  in  the  exhaust-pipe  is  regulated  to 
give  the  desired  pressure  in  the  calorimeter.  After  the  gauge 
and  thermometer  attached  become  steady,  their  readings  are 
taken,  and  the  reading  of  the  boiler-gauge. 

If  p,  is  the  boiler-pressure,  /  is  the  heat  of  vaporization,  and 
h  the  heat  of  the  liquid  corresponding,  x  may  represent  the  dry 
steam  in  one  pound  of  the  mixture  from  the  steam-pipe  \  \  —  x 
is  the  water  or  priming.  The  heat  in  one  pound  of  the  mix- 
ture is 

Let  /,  be  the  pressure  in  the  calorimeter,  and  A,  the  total 
heat,  and  /,  the  temperature  corresponding,  Let  /,  be  the  tem- 
perature of  the  superheated  steam  by  the  thermometer.  Then 
the  heat  in  one  pound  of  steam  in  the  calorimeter  is 
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in  which  Cp  is  the  specific  heat  of  the  superheated  steam  at  con- 
stant pressure  (0.4808). 

Assuming  that  no  heat  is  lost, 

;r/+A  =  A,  +  ^,(/.-0; 

•  ••♦  —  I  » 

and  the  priming  is 

I  —  .r. 

The  following  experiments  were  made : 


Gaucb  Pkkssurbs. 

Temperature  in  the  calo- 
rimeter F. 

^^  - 1        f  _ 

1 

Boiler.                       Calorimeter. 

Priming. 

71   2 
60.3 
63.0 
60.6 
69.0 

38.5 
26.8 

17.5 
7.0 

3.7 

286.7 
271.8 
264.9 
258.8 
258.1 

O.OII 

0.012 
0.013 

O.OII 

0.012 

The  other  calorimeters  gave  substantially  the  same  results. 

This  type  of  calorimeter  can  be  used  only  when  the  prim- 
ing is  not  excessive ;  otherwise  the  wire-drawing  will  fail  to 
superheat  the  steam.  To  find  this  limit  for  any  pressure,  we 
may  assume  that  the  steam  is  just  dry  and  saturated  at  that 
limit  in  the  calorimeter  The  limit  is  higher  for  higher  pressures, 
but  the  calorimeter  can  be  applied  only  where  the  priming  is 
moderate,  thus : 

Prkssurb. 


Priming. 

Absolute. 

Gauge. 

300 

285.3 

0.077 

250 

235.3 

0.070 

200 

185.3 

0.061 

175 

160.3 

0.058 

150 

135.3 

0.052 

125 

IIO.3 

0.046 

100 

85.3 

0.040 

75 

60.3 

0.032 

50 

35.3 

0.023 
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The  limit  may  be  extended  by  connecting  the  exhaust  tcri 
condenser.  The  limit  at  loo  pounds  absolute,  with  3  pounT 
absolute  in  the  calorimeter,  thus  becomes  0.064,  instead  \ 
0.046. 

The  thermometer  should  be  absolutely  reliable.  A  consijj 
erable  enor  in  the  temperature  would  produce  an  inconsider- 
able effect  on  the  result  in  other  cases.  Thus,  at  100  pounds 
absolute  with  atmospheric  pressure  in  the  calorimeter,  to"  F. 
of  superheating  indicates  0.035  priming,  and  15°  F.  indicates 
0.032  priming,  A  slight  error  in  the  gauge-reading  has  little 
effect.  If  reading  be  apparently  100.5  pounds  absolute  instead 
of  100,  with  10°  of  superheating,  the  priming  appears  to  be 
0.033  instead  of  0.032. 

In  the  JJarrus  calorimeter,  as  has  been  seen,  the  steam  to 
be  tested  is  dried  and  superheated  by  a  stream  of  highly  super- 
heated steam.  The  following  table  has  been  calculated  on  the 
assumption  that  the  superheated  steam  has  an  initial  tempera- 
ture of  500°,  and  a  final  temperature  of  10°  above  the  tempera- 
ture of  saturated  steam  of  the  given  pressure,  while  the  moist 
steam  is  supposed  to  be  dried  and  superheated  5°.  The  limit 
under  these  conditions  is  widest  for  lowest  pressures,  and  also 
is  narrower  at  high  pressures  than  that  of  the  new  type : 


Prusdhb. 

Priming. 

Ataolule. 

G»u(e. 

353 

0.170 

60.3 

18S.3 

US 

110. 3 

078 

ISO 

135-3 

071 

160.3 

065 

■00 

■85.3 

300 

=85.3 

O.tHo 

One  or  another  of  these  instruments  may  thus  be  best,  ac- 
cording to  pressure  of  steam  carried. 
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devised,  but 


ns  of  calorimeter  hav^  P^^  devised,  t 
t  their  description.  (y^jJo*  jjk 

iis  of  Gases*  issuing   from   iIil-    fuAs 


Many  other  forms  of  calorimeter  hav^  bej 
^pace  will  not  permit  t 

47.  The  Analysis  1 
.  ul  passing  up  ihi;  chimney  Is  sometimes  an  importiuit  dtiail 
■  I  the  work  uf  testing  a  steam-boiler.  Such  an  investigation 
involves  only  an  operation  of  great  simplicity  which  can  easily 
be  performed  by  any  engineer.  If  it  is  not  found  convenient 
to  make  the  analysis  in  the  office  of  the  engineer,  he  can  have 
the  work  done,  at  little  expense,  by  a  chemist  of  known  skill 
and  reliability.  It  is  only  by  a  knowledge  of  the  proportions 
of  constituents  of  the  flue-gases  that  it  can  be  determined 
Aiii-ther  the  combustion  is  complete,  whether  the  products  of 
-mbustion  are  diluted  with  excess  of  air,  and  whether  the  fuel 
J  -td  has  been  so  burned  as  to  give  its  best  effect.  Such  analyses 
abo  enable  the  engineer  to  ascertain  the  best  method  of  burn- 
ing the  fuel. 

In  sampling  the  gases,  a  matter  in  regard  to  which  some 
precaution      is     advisable,     the 
method  of  Mr.  Hoadly  is  found 
very  satisfactory.f 

Very  great  diversities  in 
composition  often  exist  in  the 
same  flue  at  the  same  lime. 
To  obtain  a  sample,  allow  one 
orifice  to  draw  off  gases  through 
for  each  25  sq.  inches  (161  sq. 
cm.)  of  cross-section  of  flue. 
The  pipes  must  be  of  equal 
diameter  and  of  equal  length. 
These  should  be  secured  in  a 
box  of  galvanized  sheet -iron, 
equal  in  thickness  to  one  course 

of  brick,  so  that  the  ends  may  be  evenly  distributed  over  the 
fUie  A    (Fig,  3),   and    their  other   open  ends  inclosed  in  the 

•Consult   H»odbook  of  Gas  Analjsis,  by  C,   Winkler.     London:  J.  Van 
Voofsi.     i8Bs- 

( Trans.  Am.  Soc.  M.  C  vol.  vi. 
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receiver  5.  If  the  flue  gases  be  drawn  off  from  the  receiver 
Bhy  four  tubes  CC,  into  a  mixing  box  D,  beneath,  a  good 
mixture  can  be  obtained. 

The  sampling  of  the  gas  should  be  carried  out  at  intervals 
of  lO  to  15  minutes  throughout  the  trial.  The  gas  should  be 
received  in  an  air-tight  pipe  or  jar.  The  composition  of  the 
gases  should  be  determined  as  far  as  regards  carbonic  acid,  car- 
bonic oxide,  and  oxygen.  The  tube  should  be  of  porcelain  or 
glass  tor  very  hot  flues,  since  iron  tubes  at  such  temperatures 
arc  oxidized.  Supposing  an  analysis  of  the  gas  give  K  per 
cent  of  carbonic  acid,  O  per  cent  of  oxygen,  and  N  per  cent  of 
nitrogen,  then  the  proportion  of  air  actually  used  to  the 
theoretical  quantity  required  is  i  to  x. 

Where 


unity  of  weight  of  this  coal  will  then  give,  at  a  temperature  of 
0°  and  a  pressure  of  one  atmosphere. 


—  C  =  carbonic  acid  ; 
KO 


=  oxygen ; 

KN 


K 


-  nitrogen. 


The  quantity  of  moisture  in  the  escaping  gases  may  be  cal- 
culated from  the  moisture  in  the  coal,  from  that  formed  by 

burning  the  hydrogen,  and  from  that  contained  in  the  air  ad- 
mitted to  the  furnace  where  the  latter  has  been  determined. 
Any  serious  break  in  the  setting  can  be  detected  by  filling 
the  grate  with  smoky  coal  and  then  closing  the  damper. 

The   following  sketch  shows  the  apparatus  employed  by 
Mr.  Wilson.* 
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A.  Apparalus  employed  for  the  gas  analyses.  Tlie  whole 
apparatus  being  filled  with  mercury,  the  gas  is  introduced  into 
the  eudiometer  a  and  its  volume  measured.  The  stopcock  b 
and  the  three-way  cock  care  then  o|)ened,  and  the  gas  passes 
wcr  into  the  laboratory  vessel  d.  followed  by  some  mercury  to 
drive  all  the  gas  out  of  the  capillary  tube.  The  reagent  is  then 
poured  into  the  cup  e,  and  admitted  to  the  laboratorj-  vessel  by 
the  three-way  cock.  Whtn  the  absorption  is  complete,  the 
mercury  bottle  is  placed  on  the 
upper  shelf  and  the  cocks  being 
opened  the  gas  passes  back  into  the 
eudiometer.  When  the  reagent 
rises  to  c  the  three-way  cock  is 
turned  to  communicate  with  the 
cup  so  that  the  reagent  passes  into 
it.  Some  mercury  is  then  driven 
over  into  the  eudiometer  to  clear 
the  gas  from  the  capillary  tube,  and 
the  volume  is  again  read. 

The  two  ends  of  the  capillary 
tubes  at  /  are  made  funnel-shaped, 
and  connected  by  a  thick  india- 
rubber  tube.  By  lowering  the  eudi- 
ometer a  little  when  the  gas  is  pass- 
ed from  a  to  d,  and  raising  it  for  the 
passage  in  the  opposite  directic 
the  whole  of  the  gas  is  driven  out  ■ 
of  the  tube.  y 

B.  One  of  the  tubes  used  for  taking  samples  of  gas.  The 
sampler,  completely  filled  with  mercury,  is  connected  with  the 
gas  to  be  taken  by  means  of  an  india-rubber  tube  {prcWousiy 
aspirated  if  necessary).  The  vessel  is  then  inclined  so  as  to 
illow  mercury  to  flow  out  of  the  opposite  tube  until  only 
enough  remains  to  seal  up  the  sample. 

The  apparatus  designed  by  Professor  Elliott,  and  employed 
;n  work  carried  on  under  the  direction  of  the  Author,  consists. 
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as  shown  in  Fig.  Si  of   two   vertical   glass   tubes,  AB,  A'B\ 
joined   by   rubber-tubing,  E.  at  their  upper 
ends.     The  large  tube,  AB,  is  the  treating, 
the  smaller,  A'B'.  the   measuring  tube;    the 
latter   is   suitably  graduated    to   cubic   centi- 
metres.    Water-bottles,  K.  L,  are  connected 
with  the  lower  ends  of  the  tubes  by  tubing, 
NO,  NO.  and  are  used  in  effecting  transfer  of  // 
the   gas   from  tube  to  tube.     M  \s  a.  funnel  \i 
through  which  the  reagents  used  may  be  in- 
troduced.    G,  F.  and  /  are  cocks  of  suitable 

,  .  Fig  i-rtrPAXAT.rs  for 

size  and  construction.  gasahilviu. 

In  filling  the  apparatus  it  Is  set  up  conveniently  near  the 
flue,  and  the  line  of  tubing  from  the  collector,  within  the  latter, 
is  connected  with  the  tube  AB.  The  receiver  L  being  de- 
tached the  lower  end  of  AB  is  connected  with  an  aspirator  or 
equivalent  apparatus,  such,  for  example,  as  might  be  improvised 
by  the  use  of  an  air-tight  tank  or  a  barrel ;  and  the  flow  thus 
produced,  when  the  a.spirator  is  emptied  of  its  water,  fills  the 
tube  AB  with  gas  drawn  from  the  flue.  It  is  retained  by  clos- 
ing the  valves  i^and  /,  which  had  been  open  during  the  opera- 
tion of  filling.  The  tube  is  then  disconnected  from  the  aspi- 
rator, and  the  receiver,  or  bottle.  L,  connected  as  shown,  and  in 
such  manner  that  no  air  can  reach  the  tube  AB. 

Removing  the  apparatus  to  the  laboratory  or  other  con- 
venient location,  the  analysis  is  made  as  follows : 

Pass  into  A'B'  a  convenient  volume,  as  loo  c.c.  of  the  gas, 
and  discharge  the  remainder  through  the  valve  and  funnel  F 
and  Af.  filling  the  tube  AB  with  water  from  L.  Transfer  the 
measured  gas  hack  to  AB,  through  E,  and  add  a  solution  from 
M.  which  will  absorb  some  one  constituent.  Return  the  gas  to 
A'B',  and  again  read  its  volumes.  The  difference  is  the  quan- 
tity of  gas  absorbed.  Repeat  this  process,  using  next  an  ab- 
sorbent which  will  take  up  a  second  constituent  of  the  gas,  and 
thus  obtain  a  second  measure  of  volume;  and  thus  continue  until 
all  the  desired  determinations  are  made.  All  readings  should 
be  made  at  the  same  temperature,  or  practically  so.     The  tube 
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AB  should  be  well  washed  at  each  operation,  in  order  that  no 
reagent  should  be  affected  by  traces  of  that  previously  used. 

The  absorbents  employed  are  best  taken  in  the  following 
order : 

1.  Caustic  potash — to  absorb  carbonic  acid. 

2.  Potassium  pyrogallate — to  absorb  free  oxygen. 

3.  Cuprous  chloride  in  concentrated  hydrochloric-acid  solu- 
tion— to  absorb  carbonic  oxide. 

After  their  use  nitrogen  will  remain,  and  will  be  measured 
as  a  balance  which,  added  to  the  sum  of  the  measured  volumes 
of  gases  absorbed,  should  give  the  original  total.  Where 
weights  are  to  be  determined,  the  volumetric  measures  ob- 
tained as  above  are  to  be  reduced  by  the  usual  process. 

The  atomic  weights  of  the  principal  constituents  being, 
oxygen^  16;  nitrogen,  14;  carbon  monoxide,  28;  carbon  dioxide, 
44,  we  shall  have  by  percentages,  where  the  symbols  represent 
per  cent  in  volumes,  for  each,  when  the  total  is 

M  =  14N+  16O  +  2SCO  +  44CO,, 


14N      16O      2SCO      44CO^  .    , 

"^'      IT'      ir^       -^^,  respectively. 


32 
Since  the  total  per  cent  of  oxygen  is  measured  by  —  CO^  + 

44 

i6  12 

-- Cd?  +  free  oxygen,  and  the  total  per  cent  of  carbon  is  —  CO^ 

^O  If 

12 

-| — qCOj  we  shall  have  for  the  percentage  of  each, 

2o 


_  32  X  44  X  CO^       16  X  28  X  CO       16O 
^  ~  44J/  "•"  28iW         "*■  M  ' 


_  12  X  44  X  CO^       12  X  28  X  CO 
^  —  uM  "•"  28J/ 
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„         CO,  ,     XCO+O) 


The  total  oxygen  is  that  which  entered  the  furnace  as  the 
supporter  of  combustion,  and  is  a  measure  of  the  air  supplied. 
The  ratio  of  free  to  combined  oxygen  is  a  measure  of  the  ratio 
of  the  air  acting  as  a  diluent  simply  to  that  supporting  com- 
bustion. 

Thus  these  measurements  exhibit  the  efficiency  of  combus- 
tion, the  quantity  of  air  employed,  and  the  magnitude  of  the 
wastes  of  heat  at  the  chimney,  occurring  through  Imperfect 
combustion  or  excess  of  air-supply.  It  is  evident,  however, 
that  where  moisture  or  steam  accompanies  the  gases,  it  escapes 
measurement;  this,  however,  introduces  no  important  error  in 
ordinary  work. 

Efficiency  of  combustion  is  indicated  by  the  analysis  of 
the  flue-gases  with  very  great  certainty.  The  appearance  of 
carbon  monoxide  at  the  chimney  proves  the  combustion  to  be 
imperfect  in  proportion  as  it  is  more  or  less  abundant.  The 
presence  of  unconsumed  oxygen,  on  the  other  hand,  in  the  ab- 
sence of  carbon  monoxide,  proves  an  excess  of  air-supply. 
Both  gases  appearing  is  a  proof  of  incomplete  intermixture  of 
air  and  combustible,  or  of  so  low  a  temperature  of  furnace  as  to  ) 
check  combustion.  This  analysis  being  compared  with  that  nf 
the  fuel  reveals  the  character  and  the  perfection  of  combus- 
tion, and  permits  a  very  exact  determination  to  be  made  of  the 
specific  heat  of  the  gases,  and  is  thus  a  check  on  calculations 
,  of  wasted  heat.     (Sec  Appendix  XVI.)  \- 

^  48.  Draught-gauges  are  made  for  the  purpose  of  deter- 
mining the  head-producing  draught  and  the  intensity  of  the 
draught,  which  are  of  many  forms,  but  which  usually  depend 
upon  the  measurement  of  the  head  of  water  which  balances 
that  head  at  the  chimney.     A  very  compact  and  accurate  form 
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M  draught-gauge,  used  by  the  Author  with  very  satisfactory 
results,  is  that  of  Mr.  J.  M.  Allen  (Fig.  6> 

A  and  A'  are  glass  tubes,  mounted  as  shown,  communicating 
with  each  other  by  a  passage  through  the  base,  which  may  \><^ 
closed  by  means  of  the  stop-cock  shown.  Surrounding  the 
glass  tubes  are  two  brass  rings,  B  and  B'.  These  rings  are 
attached  to  blocks  which  shdc   in   dovetailed  grooves  in  the 
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body  of  the  instrument,  and  may  be  moved  up  and  do\vn 
by  screws  at  FF'.  The  scales  are  divided  into  fortieths  of 
an  inch,  and  read  to  thousandths  of  an  inch  by  the  verniers 
I  and  e,  which  are  attached  to  the  sliding  rings  B  B'.  If  the 
two  short  rings  are  set  at  different  heights,  the  difference  in 
readings  will  give  the  difference  of  level.  The  thermometer  is 
f'lr  the  purpose  of  noting  the  temperature  of  the  external  air. 
The  method  of  using  the  instrument  is  as  follows  r*  At  a  con- 
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venient  point  near  the  base  of  the  chimney  a  hole  is  ma< 
large  enough  to  insert  a  thermometer.  The  height  from  tW 
opening  to  the  top  of  chimney,  and  also  of  grates,  should  1 
noted.  The  chimney-gauge  is  attached  to  some  conveniei 
wall.  The  tubes  are  filled  about  half  full  of  water,  when  1 
verniers  afford  an  easy  means  of  setting  it  perpendicular. 
end  of  a  flexible  rubber  tube  is  then  inserted  into  the  upp( 
end  of  one  of  the  glass  tubes,  and  the  other  end  of  the 
in  the  chimney-flue.  The  tubes  B  B'  are  adjusted  until  thd 
upper  ends  are  just  tangent  to  the  surface  of  the  water  in  tlt{ 
two  tubes.  The  reading  of  the  two  scales  is  then  taken,  . 
their  difference.  At  the  same  time  the  temperature  of  1 
flue  is  noted,  as  well  as  that  of  the  external  atmosphere. 
parison  may  then  be  made  with  the  following  tabic,  computa 
for  use  in  this  connection  for  a  chimney  lOO  feet  high,  ■ 
various  temperatures  outside  and  inside  of  the  flue,  and  on  tt|j 
supposition  that  the  temperature  of  the  chimney  is  unifor 
from  top  to  bottom — an  inaccurate  though  usual  assumptioi 
however.  For  other  heights  than  lOO  feet,  the  theoretic^ 
height  is  found  by  simple  proportion,  thus:  Suppose  the  extd 
nal  temperature  is  6o°,  temperature  of  flue  380°,  height  ( 
chimney  137  feet,  then  under  60°  at  the  top  of  the  table,  ; 
opposite  to  380°  interpolated  in  the  left-hand  margin,  i 
f^iid  .52". 

Then   100  :  137  ::  .52"  :  .71",  which  is  the  required  height 
for  a  1 37-foot  chimney,  and-  similarly  for  any  other  height. 


T.,j.„,., 

T-»rtB* 

TU»  (FAHK.J  O 

TH.  E«™AL 

A1I.-BA..OMKT 

".    M.T. 

80- 

flao 

.419 

-355 

.298 

,344 

.iga 

aso 

.405 

-347 

■  2g4 

.243 

300 

■54" 

.478 

.410 

-367 

.3>5 

.507 

.486 

.380 

400 

.598 

■54" 

.436 

4SO 

-714 

.651 

■5« 

•S40 

500 

.760 

.697 

.639 

■  536 

■S34 

is  mounted  as  shown.  The  instrument  to  be 
rkttached  to  one  of  the  other  cocks,  and,  both  being 
subjected  to  the  same  pressures,  a  comparison  o(  their  reatUngs 
will  exhibit  the  errors  of  the  second  gauge.  f-  \r^^  t  > ' 

49.  A  Sample  Trial  is  described  in  the  following  report, 
uliich  will  illustrate  well  the  methods  and  results  of  a  carefully 
made  test  of  a  boiler  in  which  a  complete  trial  was  attempted, 
under  the  direction  of  the  Author.* 

■  Sci.  Am.  Siipplcn 
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Trial  of  a  Water-tube  Boiler. 

This  boiler  was  used  to  supply  steam  to  one  or  more  en- 
gines, as  needed,  or  to  heat  the  buildings  of  the  college.  The 
principal  dimensions  are  as  follows: 

Length  of  drum 13  ft.            ^| 

Diameter, 2  ft.  6  in.  ^| 

Number  of  water-tubes, 40                 ^^k 

Outside  diameter  of  tubes, 4  in.            ^| 

Length, 13  ft.  8  in.   V 

Width  of  furnace 3  ft.  3^  in. 

Length  of  furnace 6  ft.  1  in. 

Length  of  grate-bars 3  ft. 

Width  of  grate-bars, j  in.            ^| 

Width  of  air-spaces, j  in.            ^| 

Number  of  grate-bars 54                    ^B 

Area  of  chimney, 3.65  sq.  ft. 

Height  of  chimney, 60.25  ft. 

Area  of  grate-surface, 20  sq,  ft. 

Area  of  heating-surface 683.57  sq.  ft. 

Area  for  draught  between  tubes, 4.75      " 

Ratio  of  grate  to  heating-surface, i;34-i 

Ratio  of  draught  area  to  grate, 0.25 

Ratio  of  grate-surface  to  cross-section  of  chim- 
ney   5.48 

Ratio  of  area  of  grate  to  area  of  air-spaces,    .     .  2.34 

Whole  area  of  damper  opening 3  sq.  ft. 


The  main  steam-pipe  after  passing  horizontally  to  the  rear 
of  the  "setting"  descends  vertically  a  distance  of  4  ft.  and 
passes  out  of  the  boiler-room  to  the  chimney.  Draught  is  pro- 
duced by  a  chimney  which  rises  directly  at  the  back  end  of  the 
boiler,  the  first  9^  ft,  being  brick  and  the  remainder  a  sheet- 
iron  cylindrical  stack.  A  vertical  sliding  damper  is  placed  in 
the  opening  leading  to  the  chimney.     Two  partitions  of  fire- 
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brick  supported  by  iron  plates  are  placed  transversely  across 
the  nest  of  water-tubes.  The  first  is  7  ft.  i  iru  from  the  front 
end  of  the  tubes,  and  the  second  3  ft.  7  in.  from  the  first. 
These  partitions  cause  the  gases  to  pass  among  the  tubes  three 
times,  then  across  the  rising  tubes  into  the  back  connection^ 
and  from  there  to  the  chimney. 

The  object  of  the  trial  was:  i.  To  determine  the  evaporative 
efficiency  of  the  boiler.  2.  To  estimate  the  horse-power  devel- 
oped under  ordinary  working  conditions,  a  horse-power  being 
taken  as  equivalent  to  30  lbs.  of  feed-water 
supplied  per  hour  at  a  temperature  of  loo"  F., 
and  evaporated  under  70  lbs.  gauge-pressure. 

Previous  to  the  test  all  cracks  and  holes 
in  the  setting  and  around  the  doors  leading 
to  the  flues  were  carefully  stopped  with  fire- 
clay and  mortar.  The  blow-off  and  return 
"drip"  pipes  were  disconnected  and  caps 
placed  on  the  exposed  ends.  An  injector  T  f  I  ^ 
feed-pipe  connected  with  the  boiler  was  left  fig, a.-G*3  s*hii.«k, 
in  place,  as  its  disconnection  would  be  attended  with  some 
difficulty.  The  overflow-pipe  was,  however,  left  open,  in  order 
to  detect  any  leak  which  might  occur.  The  feed-pipe  was  dis- 
connected from  the  "  mains,"  and  a  suction-pipe  from  it  placed 
in  a  barrel  into  which  the  feed-water  was  run  after  having  been 
weighed.  A  pipe  leading  to  the  outside  of  the  boiler-house 
uas  connected  with  the  main  steam-pipe,  so  that  all  steam  made 
by  the  boiler,  over  and  above  that  required  to  run  the  engine 
and  heat  the  buildings,  could  be  discharged  Into  the  air. 

At  7  A.M.  April  28,  the  fire,  which  had  been  banked  on  the 
preceding  evening,  was  started,  and  the  steam  pressure  brought 
lo  80  lbs.  by  the  large  gauge.  The  fire  was  then  quickly  drawn 
and  the  contents  of  the  ash-pit  removed.  A  new  fire  was  started 
immediately  with  a  weighed  quantity  of  hemlock  wood  and 
brought  to  the  normal  condition  with  coal.  The  amount  of 
water  shown  by  the  water-glass  was  noted.  At  8  A.M,  the  en- 
gine was  started,  and  the  trial  commenced.     Both  ash-pit  doors 
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were  left  open  at  first  and  the  damper  wide  open.  The  damper 
was  lowered  3  in.  at  9.30  A.M.,  and  at  12,50  a  further  amount 
■of  3  in.  At  1 1.17  A.M.  ont;  of  the  ash-pit  doors  was  closed  and 
so  remained  during  the  remainder  of  the  trial.  The  effect  of 
,  this  arrangement  of  damper  and  draught  door  was  observed  in 
:  higher  temperature  of  the  flue  gases  at  the  base  of  the 


■cliii 


niey. 


The  fuel  used  was  anthracite  coal,  known  in  the  market  as 
"grate  coai."     An  average  sample  of   this  coal  was  weighed, 
pulverized,   and   placed    in    an 
I  evaporating  oven  to  dry.     After 
seven  hours  it  was  found  to  have 

F.G.  ,.-Pv««»T.«.  ,^g(   ^g,    pj^j.   ^^^j_   j^  „,cight.     In 

working  up  the  results  of  the  trial,  this  figure  was  taken  to  repre- 
sent the  percentage  of  moisture  in  the  coal.  The  coal  was 
weighed  by  the  barrow  load  in  uniform  charges  of  200  lbs.  each, 
and  dumped  before  the  door  as  needed. 

The  stoking  or  firing  was  performed  regularly  ever)'  half 
hour  and  fire  cleaned  every  third  time.  During  the  period  of 
stoking,  the  back  damper  was  closed  to  avoid  loss  of  heat  by 
the  current  of  cold  air  which  olherwi.se  would  rush  through  the 
heated  flues.  The  feed-water  was  drawn  from  the  mains  into 
a  barrel  placed  on  a  platform  scale,  where  it  was  carefully 
weighed.  It  was  then  drawn  oft  into  another  barrel,  from 
which  it  was  pumped  into  the  boiler  by  a  steam-pump  of  the 
ordinary  type.  It  was  the  endeavor  to  deliver  the  water  to  the 
boiler  as  continuously  as  possible  The  temperature  of  the 
feed-water  was  noted  at  each  weighing. 

The  observations  which  were  called  for,  and  the  results  of 
Avhich  were  finally  recorded  as  the  log  of  the  trial,  were  such  as 
would  ordinarily  be  demanded  in  any  usual  ca.se  of  engineering 
practice  of  this  character,  and  were  sufficient  to  enable  the 
■observers  to  make  all  essential  computations  ;  while  none  were 
made  which  were  not  either  of  importance  in  that  respect,  or 
of  real  interest  to  the  engineer  concerned  in  the  questions 
proposed  to  be  settled  by  the  trial  as  conducted. 


SAMPLE    TRIAL   OF  A    WATER-TUBE   BOILER. 


■        The  method  of  conduct  of  the  trial,  in  tolerably  full  detail, 

r    is  described  in  the  succeeding  pages.     The  observations  made 

arc  indicated;  the  processes  involved  in  their  reduction,  coin- 

pLitntton,  and  tabulation  are  exhibited  and  illustrated :  and  the 

final  deductions  and  conclusions  are  stated  at  length. 

The  following  observations  were  made  every  half-hour: 

1.  Temperature  of  Hue  gases  at  the  base  of  chimney. 

2.  Temperature  of  boiler-room. 

3.  Temperature  of  outside  air. 

4.  Reading  of  draught  pressure-gauge. 

5.  Readings  of  the  several  steam-gauges. 

6.  The  pyrometer  used  in  measuring  the  temperature  of  the 
flue  gases  had  previously  been  compared  with  a  mercury  ther- 
mometer between  temperatures  of  213°  F,  and  322°  F.  This 
was  accomplished  by  means  of  a  simple  apparatus  shown  in 
Fig.  g.  The  stem  of  the  pyrometer  was  inclosed  in  a  steam- 
pipe  which  lias  communication  to  the  boiler  through  a  smaller 
pipe  fitted  with  a  stop-vatve.  The  thermometer  used  in  the 
comparison  was  also  screwed  into  the  larger  pipe.  As  steam 
was  admitted  the  mercury  rose,  and  soon  registered  a  tempera- 
ture corresponding  to  the  steam-pressure,  which  was  kept  con- 
stant for  several  minutes  until  the  pyrometer  reading  no  longer 
changed. 

Both  readings  were  noted,  and  more  steam  admitted,  giving 
a  higher  temperature. 

The  several  readings  were  "plotted,"  and  the  [aw  of  varia- 
tion of  the  pyrometer  from  the  thermometer  reading  was  found 
to  be  approximately  a  straight  line,  continually  falling  below 
and  diverging  from  the  line  representing  the  temperature  as 
read  from  the  thermometer. 

The  pyrometer  was  corrected  from  this  line,  and  is  believed 
to  be  appro,>cimately  correct. 

The  draught  pressure-gauge,  which  was   attached  to   the 

stack  near  the  base,  was  made  lor  the  Sibley  College  laboratories 

by  the  Hartford  Steam  Boiler  Insurance  Co.     It  consisted  of  a 

U-tube  partially  filled  with  water  and  provided  with  a  movable 

I     vernier  and  scale  for  measuring  the  difference  in  level  of  the 

iBUerin  the  two  arms. 
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A  recording  steam-gauge  and  a  mercury^auge  were  attached 
to  the  boiler  in  addition  to  tiic  large  gauge  ordinarily  used. 

The  mercury-gauge  was  taken  as  the  standard,  and  the 
others  corrected  by  it. 

Experiments  were  made  every  hour  to  determine  the  quality 
of  the  steam.  A  well-made  barrel  which  had  been  thoroughly 
shellacked  inside  was  placed  on  a  very  sensitive  standardized 
platform  scale,  made  (or  this  work,  the  beam  of  which  was 
graduated  to  j^y  of  a  pound  and  provided  with  a  sliding  poise. 

The  steam  was  taken  from  the  main  steam-pipe,  i  ft.  from 
its  connection  with  the  boiler,  and  was  conducted  to  the  calo- 
rimeter through  a  ^-in.  pipe.g  ft.  long,  to  the  end  of  which  was 
attached  a  piece  of  rubber  ho.se  7  ft.  long.  The  pipe  was  cov- 
ered with  hair-felt  to  prevent  radiation  of  heat.  Before  placing 
the  end  of  the  hose  in  the  calorimeter,  steam  was  allowed  to 
blow  through  until  all  the  water  of  condensation  had  been  dis- 
charged and  the  pipe  and  hose  were  thoroughly  warmed  up. 
The  end  of  the  hose  was  given  an  inclination  downward  toward 
the  bottom  of  the  barrel  by  means  of  a  light  strip  of  wood  fast- 
ened to  it.  The  steam  passing  into  the  condensing  water  at 
an  angle  produced  a  strong  agitation,  and  thus  a  thorough 
mixture  of  the  water  was  effected.*  A  standard  Centigrade 
thermometer,  graduated  to  tenths  of  one  degree,  was  used  with 
the  calorimeter,  and  the  readings  were  afterward  reduced  to 
the  Fahrenheit  scale. 

During  the  trial  five  samples  of  flue  gas  were  taken  for 
analysis.  The  tabulated  results  of  the  analysis  are  as  follows: 
PER   CENT.    BY   VOLUME. 


„.. 

Tim*. 

CO., 

^ 

Ob«r»«l. 

CaJcuUled. 

CalculilBl. 

, 

8.30   A.M. 

13 

5' 

4.6 

78-'3 

6.7 

a. 16 

79.13 

3 

7t> 

1.6 

11.7 

a.5 

5 

4.10   P.M. 

"S 

7 

a-S 

79 

•  Probably,  on  the  whole,  as  good  an  arrangement 

use  o(  stirring  apparatus.     See  Manual  o(  tbe  Steam  Boiler. 


ly  plan  involving 
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No. 

Tlmtt. 

Calculated. 

FreeO. 
Calculated. 

CO. 

Calculated. 

Calculated. 

I 

8.30  A.1C 

17.56 

5.5 

4.33 

72.62 

2 

10.20  A.M. 

17.52 

7.07 

2 

73.40 

3 

12.20  P.M. 

16.27 

8.39 

1.95 

73.86 

4 

2.20  P.M. 

17. II 

7.19 

2.32 

73.38 

5 

4.20  P.M. 

16.83 

7.41 

2.32 

73-44 

No. 


I 

2 

3 
4 
5 


Time. 


8.30  A.M. 
10.20  A.M. 
12.20  P.M. 

2.20  P.M. 

4.20  P.M. 


Per  Cent  by 

Weiffht, 

Total  O. 


20.74 
20.96 
21.31 
20.95 
20.97 


Per  Cent  by 

Weifht, 

Total  C. 


6.65 

5.64 
5.27 
5.66 
5.58 


Air 
Supplied, 
Per  lb.  C. 


14 
16.7 

18 

16.6 

16.9 


FreeO 
Combined  O 


0.36 
0.51 
0.64 
0.52 
0.54 


Professor  Elliott's  apparatus,  Fig.  10,  was  used  for  the 
analysis.  For  the  absorption  of  CO,  a  solution  of  potassic 
hydrate  (i  to  20)  was  used,  and  for  oxygen  absorption,  potassic 
pyrogallate ;  this  latter  being  prepared  by  adding  5  per  cent  of 
pyrogallic  acid  to  a  solution  of  potassic  hydrate  (i  to  8).  Num- 
bers I  and  2  were  tested  for  CO  with  cuprous  chloride,  but  as 
none  was  absorbed,  and  it  was  evidently  present,  the  amount 
was  calculated  as  follows : 

For  No.  I  we  have  12  per  cent  CO,,  whose  volume  is  equal 
to  the  volume  of  the  O  which  combined  to  form  it,  and  52  per 
cent  of  free  O.  The  volume  of  O  in  these  two  is,  therefore, 
=  12+  5.2  =  17.2  per  cent.  Assuming  that  the  atmospheric 
air  is  composed  of  4  parts  of  N  and  i  part  of  O,  by  volume,  to 
correspond  to  this  17.2  per  cent  of  O  we  should  have 
17.2  X  4  =  68.8  per  cent  N  ;  but  after  absorbing  the  17.2  per 
cent  of  CO,  and  O,  there  remains  100  —  17.2  ==  82.8  per  cent. 
Taking  68.8  per  cent  from  82.8  per  cent,  we  have  14  per  cent, 
which  must  be  composed  of  N  and  CO.  Since  the  volume  of 
CO  is  equal  to  twice  the  volume  of  the  combined  O,  we  shall 

have  the  volume  of  O  = ,  and  since  there  is  four  times  as 
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much   N  as  O,  the  N=i^=2CO.     Therefore  of  this  14 
2  ^ 

per  cent,  i  part  is  CO  and  2  parts  are  N  ;  -■.  CO  =  —  =  4.6  +, 

and  N  =  4.6  X  2  =  9.3  +,  which  being  added  to  the  68.8  per 
cent.  N,  which  corresponds  to  the  free  O,  and  that  of  the  CO, 


s=  78.13  per  cent.     To  reduce  per  cent,  by  volume  to  per  cent. 
by  weight,  we  use  the  following  constants : 

Weight  of  I  liter  of  CO,,  1.9774  grams. 

"  1     "     "  O,       143 

"       "  1     "     "  CO,    I.2S4       " 

*'       "  I     "     "  N,      1.256       " 
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Multipl)dng  the  per  cent,  by  the  volume  of  each  gas  by  the 

weight  of  a  liter  of  that  gas,  we  get  certain  values,  a^  a\  a'\  etc» 

Taking  the  sum  of  these  =  j,  then   the  per  cent,  of  weighs 

a  a!  a!' 
would  be  — ,  — ,  — ,  etc. 
s    s     s 

To  get  the  total  O  and  the  total  C :  The  atomic  weight  of  O 

2  X  i6 
=  i6  and  of  C  =  12 :  .*.  the  amount  of  O  in  CO,= — 

I2  +  (2Xl6> 

=  —  and  the  amount  of  C  = -—, r^r  =  —  =  — . 

II  12 +  (2  X  10)      44       II 

16       __4 


12+  16      ^* 


In  the  same  manner  the  amount  of  O  in  CO  = 

and  C  =  ^. 
7 

Hence  the  total  O  =  —  CO,  +  ^  CO  4-  O,  and  the  total  C 

II  '   7 

=  Aco.+^co. 

II  7 


To  get  the  ratio  of  air  for  dilution  to  thai  for  combustion^ 

Free  O  O 

we  have  j^ r-:^ — -^-pr  =  -5 . 

Combined  O       8  ^^    ,  4  ^^ 

77  7 


To  get  a  measure  of  the  air  supplied  per  pound  of  carbon^ 
we  take  the  per  cent,  by  weight  of  total  O  +  per  cent,  by  weight 
of  N,  and  -=-  by  the  per  cent,  by  weight  of  C. 

At  the  time  of  taking  the  samples  of  gas  the  conditions 
were  as  follows : 

No.  I.  Fire  had  not  completely  burned  clear  from  first  fir- 
ing.     Back  damper  was  wide  open,  as  were  the  draught  doors. 

No.  2.  Fire  burning  clear.  Back  damper  dropped  3  inches. 
Draught  doors  wide  open. 

No.  3.  Fire  clear.  Back  damper  3  inches  down.  One 
draught  door  closed. 
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No.  4.  Fires   dear.     Back   damper    6   inches   down,     ( 
draught  door  closed. 

No.  5.  Same  as  No.  4. 

From  these  figures  the  following  results  are  obtained : 


FLUE   CASES. 

Average  free  O,      by  weight,    7.108  per  cent. 
"    CO,,  "         "        17.059        " 
'■    CO,     "         "  2.584        " 

"    N,       "        *'       73.34 

The  average  ratio  of  the  amount  of  air  for  dilution  of  the 
gaseous  products  of  combustion  to  that  necessary  for  combus- 
tion is  as  o-S  14  to  I,  i.e.,  1644  lb.  of  air  per  pound  of  combusti- 
ble, or  1.37  times  the  theoretical  amount.  The  ratio  of  amount 
of  air  reqired  for  the  dilution  of  the  gaseous  products  of  com- 
bustion to  that  necessary  for  combustion  is  variously  estimated 
by  different  authors,  but  is  generally  taken  as  J:  1.  It  will  be 
seen  that  a  very  smalt  per  cent,  of  CO  passed  up  the  chimney, 
the  average  being  2.67  per  cent,  by  volume,  showing  the  com- 
bustion to  be  nearly  complete. 

The  waste  by  air  in  the  chimney  is  calculated  by  the  fol- 
lowing formula : 

Let  W  ■=  the  number  of  pounds  of  air  for  combustion  and 
dilution ; 
t  =  temperature  of  chimney  ; 
/'  ^  temperature  of  external  air; 
S  =  specific  heat  of  air. 


Then 


H=W{t-t')S, 


where  H  is  the  number  of  heat-units  carried  off  by  the  escap- 

ing  gases. 
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We  have 


w= 

1644; 

/  = 

435.7°  Fahr.; 

f  = 

60.39"    " 

s= 

0.238. 

Hence 

H  =  16.44  (435.7  —  60.39)  0-238  =  146848  units. 

Assuming  that  a  pound  of  coal  will  evaporate  1 5  pounds  of 
water  from  and  at  212°  Fahr.,  or  equal  to  14491  heat-units,  the 
loss  by  chimney  is  o.ioi. 

The  height  of  chimney  required  under  the  above  conditions 
is  found  from  Rankine's  formulae  as  follows : 


Let  W 
V. 
T 


A  = 


weight  of  fuel  burned  in  the  furnace,  per  second  ; 
the  volume  at  32®  F.  of  air  supplied  per  lb.  of  fuel ; 
the  absolute  temperature  of  gas  discharged  by  the 

chimney ; 
sectional  area  of  damper  opening. 


Then  the  velocity  of  the  current  in  the  chimney  in  feet  per 
second  is 


_  WV.T 

•^  ^^     .  -_-    . 
AT, 


Hence 


0.06869  (12.386  X  1645)  896.9  _ 

u  = —  *  i»44y  It. 

2.222  X  493 


449  "•  P^^  sec, 


and  A,  the  head  required  to  produce  this  draught,  is 


*=S('+'^+0 
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/=  the  whole  length  of  chimney  and  flue  leading  to  it  fi 

feet; 
0f  ^  its  hydraulic  mean  radius  ; 

/=  coefficient  of  friction  ;  (estimated  by  Pectet  at  0.012  ;) 
£»  =  a  factor  of  resistance  for  the  passage  of  air  through 

grate  and  fuel;  (given  by  Pectet  as  12.) 


^(11449)' 
2X  32.2 


>3  +  - 


534 


Then 


//=A--(0.96 

where  H  is  the  height  of  chimney : 

/^=  307138 -=-(0. 


896.9 


=  30.7138  ft. 


-0  =  47.25  ft. 


The  actual  height  as  measured  was  60.25  ft-  The  difference 
between  this  and  the  calculated  height,  or  the  throttling  effect 
of  the  damper,  being 

60.25 -47.25=  13  ft. 

The  following  data  were  taken  during  the  trial : 

Total  coal, 2963.2  lbs. 

Total  ash  and  waste, 342       " 

Per  cent,  ash  and  waste, 1 1.5    " 

The  wood  used  was  considered  as  equal  to  0.4  the  same 
weight  of  coal. 

At  6  P.M.  the  fire  was  hauled  and  the  unconsumed  coal  and 
the  contents  of  the  ash-pit  were  weighed  up  dry.  The  height 
of  water  in  the  gauge-glass  was  brought  to  the  same  position 
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as  at  the  start,  and  all  conditions  made  as  near  those  at  the 
beginning  of  the  trial  as  possible. 
The  following  are  the  records : 

Total  weight  of  water,     .     .    .23,912.5       lbs. 
Average  temperature,      .     .    .  46.125  Fahr. 

AVERAGE    PRESSURES. 

Mercury-gauge, 85.78  lbs. 

Edson  gauge,  by  record  chart,  corrected,  85.4      " 

Barometer  readings  were  taken  from  the  report  of  the  Uni- 
versity Signal  Service. 

Let  X  =  weight  of  dry  steam  run  into  calorimeter ; 
y  =  weight  of  water  in  the  steam ; 
y  =  percentage  of  priming ; 
ff  =  weight  of  condensing  water; 
w  =  weight  of  condensed  steam ; 
f  =  the  initial  temperature ; 
f  =  the  final  temperature ; 
T  =■  heat-units  per  lb.  of  steam ; 
/  =  heat-units  per  lb.  of  water. 

Then 

Range  of  temperature,     .     .     .  i?  =  /'  —  /" ; 
Heat  transferred  to  calorimeter,  U  =  WxR ; 
Heat  from  steam,  per  lb.,     .     ,  H=  T—t' ; 
Heat  from  water,  per  lb.,     .     .    h-^t  —  t'. 

;r-fy  =  w, (l) 

Hx+ky=z  u. (2) 

From  I  and  2, 

x{H-h)  =  U-wh, 

C/—  wh 
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Percentage  of  priming, 


The  ten  calorimeter  experiments  gave  the  following  average 
results :  ^H 

Steam-pressure 100.522  lbs.^| 

Weight  of  condensing  water 382.985    "    ^B 

Weight  of  steam  condensed 24.335    " 

Initial  temperature 47.979  Fahr. 

Final  temperature, 1 17.430      " 

Range  of  temperature 69.45        " 

Dry  steam  run  into  the  calorimeter 24.3853  lbs. 

Per  cent,  of  priming, 0.189 

DATA  AND   RESULTS.  ^| 

Date  of  test, '    .     ,     .  April  28,  1887 

Weight  of  wood  used  in  lighting  fires,  ....  245.5  '^s. 

Equivalent  value  of  wood  referred  to  fuel,     .     .  98.2  " 

Weight  of  anthracite  coal  used, 3265  " 

Total  weight  of  fuel, 3363.2  " 

Weight  of  unconsumed  coal  left  on  the  grates,  .  400  " 

Total  weight  of  fuel  consumed, 2963.2  " 

Weight  of  ashes  and  clinkers, 342  " 

Percentage  of  ash  and  clinkers  to  fuel  consumed,  1 1 .5 

Percentage  of  moisture  in  coal, 3.81 

Weight  of  fuel,  less  moisture, 2752.11  '* 

Weight  of  combustible  used, 2410.11  " 

Total  weight  o(  feed-water  supplied  and  evapo- 
rated,     23912.5  " 

Average  steam-pressure 85.4  " 

Average  temperature  feed-water, 46-71  Fr. 

Average  temperature  of  escaping  gases,     .     .     .  435-7  " 
Average  force  of  draught  in  inches  of  water,      .  0.375  '"■ 
Water  evaporated  per  lb.  of  fuel,  observed  con- 
ditions   8.68  lbs. 
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Equivalent  evaporation,  per  lb.  of  fuel,  from 
and  at  212°  Fahr., 

Water  evaporated  per  lb.  of  combustible,    .     .     . 

Equivalent  from  and  at  212°, 

Average  temperature  of  boiler-room,      .... 

Average  temperature  of  outside  air, 

Average  height  of  barometer, 

Horse-power  developed  on  a  basis  of  30  lbs.  of 
feed-water  supplied  at  100°  Fahr.  and  evap- 
orated at  70  lbs., 

Rated  horse-power, 

Per  cent  above  rated  capacity, 


<< 


a 


10.486  lbs 
9.92 
1 1 .984 
80.06  Fr. 
60.39  *' 
28.702  in. 


8375 
61 

37 


•  p.aL 


u 


u 


10 


A.1C. 

140 
ISO 

no 
100 


zsc 


^^■^  '    V   \r^ 


60 
40 
SO 


± 


Fig.  ti. — Aotoflrraphic  record  of  tteam-pressure  during^  the  trial,  from  Bdson  gauge. 
Mean  pressure  as  shown  on  the  diagram,  78.4  lbs.  per  sq.  in. 
Mean  pressure,  corrected, 85.4 


*i 


\% 


CHAPTER  IV. 


THE  STEAM-ENGINE  INDICATOR. 


50.  Tbe  Indicator  and  tbe  DjiiaiDOineter  are  the  i 

menls  employed  in  the  engine-tesl  proper.  Tbe  purpose  | 
tbcir  use  is  the  measurement  by  tbe  one  of  all  fluctuate 
of  pressure  and  of  volume  of  tbe  steam  within  the  voii 
cylinder,  and  of  the  work  done  and  power  de\'eloped  I 
action  on  tbe  piston,  the  gross  work  performed  b>'  tbe  t 
formation  of  beat^energj-,  and  by  the  other  the  net  worV  of  the 
engine,  tbe  work  done  and  power  available  at  the  en^ne-shaft 
for  useful  application.  Tbe  difference  between  these  two 
quantities  is  the  measure  of  the  lost  energ\'  and  the  wasted 
power,  due  to  the  resistances  of  the  machine  itself,  the  sum  of 
the  friction-resistances  and  the  back  pressure  on  the  exhaust 
side  of  tbe  piston,  if  the  gross  indicated  power  is  measured  to 
the  line  of  external  atmospheric  or  condenser  pressure,  or  to 
friction  alone  if  the  power  is  taken  as  exclusive  of  back-pres- 
sure work. 

The  indicator  is  sometimes  a  "  continuous  indicator."  giv- 
ing a  running,  continuous,  record  of  power  developed.  The 
mo.st  usual  form,  however,  is  that  which  gives  a  graphical  rep- 
resentation of  the  whole  cycle  on  one  side  of  the  piston,  and 
thus  permits  a  study  to  be  made  of  all  the  variations  of  pres- 
sure throughout  the  stroke,  and  thus  a  deduction  of  the  condi- 
tions of  valve  adjustment  or  setting,  and  of  its  action  in  dis- 
tributing steam.  The  dynamometer  is  sometimes  of  the  trans- 
mitting form,  stationed  between  the  engine  and  its  work  or 
any  introduced  resistance ;  but  it  is  most  usually  of  the  type 
known  a?t  the  Prony  brake  or  the  absorbing  dynamometer,  and 
takes  up  the  whole  external  power  of  the  engine,  converting 
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.  1  that  en£t^y  into  heat;  which  heat  it  wastes  by  coiTduction 
•A  radiation  to  surrounding  objects  or  to  a  stream  of  water 
i.i.()t  flowing  over  it,  or  through  tht  rim  of  the  brake-wheel. 

5X.  The  Principles  of  the  Indicator  of  the  usual  construe- 
liun  .ind  type,  those  which  govern  its  action  and  determine  its 
value,  are  as  follows: 

II)  It  must  exhibit  with  precision  the  pressure  of  the 
steam  within  the  working  cylinder  at  every  instant  throughout 
the  stroke. 

)2)  Simultaneous  measures  must  be  given  of  the  position 
of  the  piston  corresponding  to  the  given  pressure,  each  instant, 

(3)  The  diagram  produced  must  be  so  made,  automati- 
cally, as  to  have  its  ordinates  exactly  proportional  to  the  steam- 
[ffe^ures  and  its  abscissas  as  accurately  proportional  to  the 
motions  of  the  piston,  each  point  in  the  curve,  by  its  coordi- 
nates, giving  a  measure,  simultaneously,  of  these  two  quantities. 

(4)  The  diagram  must  be  unaffected  either  by  the  forces 
acting  on  the  engine,  other  than  that  which  it  is  constructed 
lo  measure,  or  those  brought  into  existence  by  its  own  motions, 
and  whether  they  are  active  or  passive,  whether  of  inertia  or 
of  friction.  The  ideal  indicator  would  be  an  instrument  pos- 
sessing the  above  qualities,  and  would  trace  a  conveniently 
large  diagram  with  absolute  exactness.  It  would  be  free  from 
inertia  and  perfectly  inflexible  in  every  part.  As  these  ideal 
conditions  are  approximated,  differences  among  the  best  makes 
of  indicators  become  less  and  less,  and  should  finally  disap- 
pear. As  they  are  now  sometimes  made,  however,  unless  care- 
fully selected  and  as  carefully  tested  and  standardized,  it  is 
perfectly  possible  for  differences  of  very  considerable  import- 
ance to  be  observed.  The  Author  has  sometimes  noted  results 
from  indicators,  simultaneously  used,  varying  from  ten  to  fif- 

ttocn  per  cent- 
L    52.  The  Essentials  of  a  Good  Indicator  are : 
I     (li  Such  form  and   construction   as  will  insure  its  meeting 
the  prescribed  general  conditions — accuracy  of  representation 
of  the  variations  of  steam-pressure  and  the  simultaneous  move- 
ment of  the  piston  at  all  times. 
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(2)  Such  simplicity  of  form  as  will  make  it  free  frorr 
ity  to  accident  and  failure  in  operation. 

(3)  Such  lightness  of  parts,  and  such  rigidit)-  as  a  whole,  as 
will  prevent  any  inaccuracy  of  indications  arising  from  its  in- 
ertia. 

{4)  It  should  be  easily,  conveniently,  and  safely  attachable 
and  removable,  and  readily  and  handily  manipulated. 

Stiffness,  lightness,  and  exactness  of  standardization  are  the 
prime  essentials.  The  springs  should  be  exactly  standard  ;  the 
moving  parts  as  light  as  is  consistent  with  proper  strength  and 
stiffness;  the  stationary  parts  should  be  carefully  proportioned 
and  rigid  ;  the  whole  instrument  should  be  portable,  and  yet 
the  scale  of  its  diagram  as  large  as  practicable,  and  consistent 
with  exactness  in  its  production. 

53.  The  Forms  of  the  Indicator,  as  commonly  con- 
structed, are  usually  very  similar,  the 
more  important  differences  being  found 
in  the  recording  system.  The  original 
indicator  employed  from  about  1814* 
by  Watt,  Fig.  12,  consisted  of  a  small 
steam-cylinder,  A  A,  traversed  by  a 
piston,  A",  the  latter  held  by  a  spring, 
F,  which  was  compressed  or  extend- 
ed proportionally  tn  the  pressure,  the 
cylinder  being  placed  in  communica- 
tion with  the  interior  of  the  working 
cylinder  by  a  pipe,  B,  of  sufficient  size 
and  fitted  with  a  cock,  H,  by  means  of 
which  the  steam  could  be  cut  off  from 
the  instrument  at  any  instant.  So  long 
as  this  cock  was  open,  the  indicator,  if 
properly  mounted,  and  the  main  steam 
piston  were  affected  by  precisely  the 
same  intensity  of  pressure,  and  the 
'*'■"'"'''''"' *'*"'''""'^"'''  movement  of  the  former  was  a  measure 
of  the    pressure  on   the  latter,     A  pencil,  s.  was  attached  to 


See  Tredgold  on  the  Sicain-en 
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■'^z  indicator-piston,  and  its  point  recorded  all  such  variations 

■  steam-pressure  on  a  movable  slate,  D.  which  was  so  con- 
.cted,  through  SE,  with  the  mechanism  of  the  engine  as  to 
I  le  in  exact  coincidence  with  the  main  piston,  and  precisely 
-   right  angles  to   the  line  of  motion  of  the  pencil-      Thus, 

--■z  abscisses  o(  the  curve  produced  were  proportional  to  the 

lAionsofthe  piston,  and  the  ordinates  of  the  same  point": 

:  the  curve  gave  the  simultaneous  pressures. 
In  the  later  instruments  of  McNaught  and  Hopkinson,  metal 

■linders  revolving  on  vertical  axes  were  substituted  for  the 

ijding  panel  of  Watt's  arrangement,  and  a  much  more  com- 

la  instrument  was  thus  made. 
McNaught's  indicator,  which  was  in  general  use  until  about 
iSOD,  when  the  first  of  the  more  modern  forms,  that  of  Rich- 
ards, was  introduced,  had  the  form  seen  in  the  sketch,  as  de- 
scribed  by  Rankine,  about  the  above  date,* 

AB  is  the  barrel.  Its  lower  end,  A,  contains  a  small  cylin- 
der, fitted  with  a  piston,  which  cylinder,  by 
means  of  the  screwed  nozzle  at  A,  can  be  fixed  1 
in  any  convenient  position  on  either  end  of  the 
C}linder,  The  communication  between  the  en- 
gine cylinderand  the  indicator  cylinderis  made 
by  means  of  the  cock,  K. 

The  upper  end,  B,  of  the  cylindrical  case  ^ 
cont.iins   a  coiled  spring,  one  end  of  which  i 
attached   to  the  piston,  and  the  other  to  the 
lijpof  the  casing.     The  piston  is  pressed  from  ^ 
ix:low  by  steam,  and  from  above  by  the  atmos- 
phere.    When  the  pressure  of  the   steam  ex-   ' 
ceeds  that  of    the  amosphere,   the    piston    is 
ilriven    upward,    and    the   spring   compressed  ;f.q.  ■j.—McNAucH-r'a 
■hen  the  pressure   of    the    steam   is   less,  the        i^mt'Toit. 

>;on  is  driven  downwards,  and  the  spring  extended. 
A  short   arm  C,  a  pointer  D,  which  shows  the  pressure  on 

icale  whose  zero  denotes  t\^e.  pressure  of  the  atmosphere,  and 

■  iK-h  is  graduated  upwards  and  downwards  from  that  zero. 

•  Steam-engine,  p.  i,t  it  stq. 
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At  the  other  side,  the  short  arm  has  a  longer  arm,  carrying  a 
pencil  £.  F\%^  brass  paper-drum,  which  rotates  backwiird 
and  forward  about  a  vertical  axis,  and  which,  when  used,  carries 
a  piece  of  paper  called  a  "card."  The  cord  H  is  to  be  con- 
jiected  with  the  engine  in  any  manner  which  shall  insure  that 
the  velocity  of  rotation  of  the  drum  shall  bear  a  constant  ratio 
to  chat  of  the  engine  piston. 

The  later  devices  have  been  introduced  with  a  view  to  se- 
curing lightness  of  parts  and  reduced  motion  of  pistoa 

Fig..  14  is  a  sketch,  partly   in  section,  of  the  first  of  the 


later  type  of  instrument,  the  Richards  indicator,  invented  by 
Professor  C.  B.  Richards  abAt  i860.  AA  is  the  cylinder;  B 
is  the  piston,  connected  by«  properly  made  spring,  CD,  with 
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tbe  cap,  E,  of  the  barrel.  The  head  of  the  piston-rod,  F,  is 
attached  by  a  h'nk,  G,  to  the  lever,  HI,  by  means  of  which  a 
comparatively  large  motion  of  the  pencil,  A',  is  obtained  without 
much  movement  of  the  piston  and  its  attached  parts,  and  con- 
wqiiently  with  but  little  inertia-effect.  A  parallel  motion  of  the 
Watt  type.  HI,  KLM,  guides  the  pencil-holder.  A',  in  a  right 
line  parallel  to  this  path  of  the  piston  of  the  indicator.  The 
paper  is  wrapped  about  the  cylinder,  <?,  and  secured  at  its  ends 
by  the  clamps,  PQ.  The  paper-cylinder  is  turned  on  its  axis 
by  a  cord  on  the  pulley,  RS.  which  cord  is  attached  to  some 
form  of  "  reducing  motion"  which  causes  it  to  move  with  the 
engine-piston. 

Communication  with  the  engine  cylinder  is  established  by  a 
=team  passage  through  the  cock,  T,  and  the  instrument  is  se- 
cured in  place  by  the  clamp  U.  When  in  action,  this  cock  is 
opened;  the  indicator  piston  rises  and  falls  with  the  varying 
pressure  in  that  end  of  the  engine-cylinder,  and  the  paper- 
harrei  rotates  backward  and  forward  as  the  engine-piston 
moves.  When  all  is  ready,  the  in- 
strument being  heated  up  and 
■rvorking  smoothly,  the  pencil  is 
pushed  lightly  against  the  paper, 
and  a  diagram  is  drawn,  repre- 
senting all  changes  of  pressure 
and  volume  of  the  working  fluid 
during  the  period  of  contact.  This  ^ 
modification  of  the  indicator  was 
iound  to  give  satisfactory  results 
jp  to  a  comparatively  high  speed, 
mA  its  limit  of  efficiency  was  de- 
termined by  the  degree  to  which 
the  lightening  ol  its  parts  could  be 
vifely  carried. 

A  still  later  form  (1875)  is  that 
of  Mr.  J.  W.  Thompson,  Fig.  15. 
In  ihis  indicator  the  same  general      F"--  .5-T«»THo«i..o:ii«mcATOB. 
sij-le  is  retained,  but   the  parallel  motion  is   modified.     The 


134 


ENGINE  AND   BOILER    TRIALS. 


cylinder,  AA,  contains  a  piston,  B,  connected  by  a  spring,  as 
before,  to  the  cap,  DE  ;  while  the  head,  F,  of  the  rod  actuates 
a  pencil-arm,  HK,  and  a  parallel  motion  is  obtained  by  linking 
on  LI  from  the  standard,  LM.  and  G  (rom  the  swivelling  support 
MN,  which  also  carries  L.  The  action  of  the  instrument  when 
in  use  is  precisely  as  before ;  its  decreased  weights  of  moving 
parts,  however,  enabled  it  to  be  confidently  relied  upon  at  speeds 
far  above  those  of  even  the  Richards  instrument.  The  old  Mc- 
Naught  indicator  became  unsatisfactory  at  about  60 revolutions 
per  minute  :  the  Richards  carried  this  limit  well  up  toward 
and  sometimes  above  200  revolutions;  while  the  Thompson 
indicator  was  found  capable  of  doing  good  work  on  even  the  fast 
engines  of  the  most  modern  type  at  the  date  of  its  invention. 


The  most  recent  and  a  still  lighter  style  of  this  instrument  is 
shown  in  Fig.  16, 

The  later  improvements  consist  in  lightening  the  moving 
parts,  substituting  steel  screws  in  place  o,'  ^aper  pins,  using  a  light 
steel  link  instead  of  a  brass  one,  reducing  the  weight  at  the 
pencil-lever  and  elsewhere,  shortening  the  length  and  reducing 
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the  weight  of  the  paper-cylinder  one-half,  and  reducing  fricllon 
to  a  minimum. 

The  paper-cylinder  is  so  constructed  that  the  tension  of  the 
coiled  drum-spring  within  it  can  be  varied  for  diffL-rent  speeds. 
As  little  or  as  much  of  the  spring  can  be  taken  up  or  let  out 
as  desired,  thus  providing  for  fine  adjustments. 

Sufficient  tension  should  be  given  to  keep  the  cord  taut  at 
all  points.  When  exceptionally  accurate  work  is  desired,  the 
length  of  the  diagram  may  be  cartf  ully  measured,  and  compared 
with  the  length  of  a  line  traced  on  the  paper  when  the  engine 
is  moved  slowly.  If  the  diagram  is  found  to  differ  in  length 
from  this  line,  vary  the  tension  of  the  spring  till  they  agree. 

All  these  indicators  are  provided  witii  a  piston  0.798  inch 
diameter,  i-inch  area,  and  with  springs  for  indicating  pressures 
up  to  250  pounds.  When  higher  pressure  is  to  be  indicated, 
an  extra  piston  0,564  inch  diameter,  J-inch  area,  is  used,  which, 
when  substituted  for  the  other  piston,  doubles  the  capacity 
of  each  spring,  thereby  adapting  the  indicator  for  indicating 
pressures  up  to  500  lbs. 

The  Tabor  Indicator,  Fig.  17,  the  invention  of  Mr.  H.  Tabor 


Fig.  17.— TmiTab 


(1879),  illustrates  another  ingenious  attempt  to  evade  all  those 
difficulties  incident  to  high  speed  of  engines  which  have  elim- 
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ihated  all  the  old  forms  of  the  indicator  from  the  field.  In  this 
instrument  the  number  of  parts  is  still  further  reduced  and  the 
weight  of  such  as  remain  is  made  as  small  as  is  thought  safe. 
In  the  Tabor  Indicator  a  stationary  plate  containing  a  curved 
slot  is  firmly  secured  in  an  upright  position  to  the  cover  of  the 
steam-cylinder.  This  slot  serves  as  a  guide  and  controls  the 
motion  of  the  pencil-bar.  The  side  of  the  pencil-bar  carries  a 
roller  which  turns  on  a  pin,  and  this  is  fitted  so  as  to  roll  freely 
from  end  to  end  of  the  slot,  with  little  lost  motion.  Tlie  curve 
of  the  slot  is  so  adjusted  and  the  pin  attached  to  such  a  point 
that  the  end  of  the  pencil-bar,  which  carries  the  pencil,  moves 
up  and  down  in  a  straight  line,  when  the  roller  is  moved  from 
one  end  of  the  slot  to  the  other.  The  curve  of  the  slot  just 
compensates  the  tendency  of  the  pencil  point  to  move  in  a  cir. 
cular  arc,  and  a  straight-line  motion  results.  The  outside  of 
the  curve  is  nearly  a  true  circle  with  a  radius  of  one  inch.* 
The  steam-cyciinder  and  the  base  of  the  paper-drum  are  made 
in  one  casting.  Inside  the  steam-cyclinder  is  a  movable  lining 
cylinder,  within  which  the  piston  of  the  indicator  works.  This 
cylinder  is  attached  by  means  of  a  screw-thread  at  the  bottom, 
and  openings  at  the  opposite  sides  at  the  top  are  provided  for 
the  introduction  of  a  tool  for  screwing  it  in  or  out.  Openings 
through  the  sides  of  the  outer  cylinder  are  provided  to  allow 
the  steam  which  leaks  by  the  piston  to  escape.  The  pencil 
mechanism  is  carried  by  the  cover  of  the  outside  cyclinder. 
The  cover  proper  is  stationary,  but  a  nicely  fitted  swivel-plate 
which  extends  over  nearly  the  whole  of  the  cover,  is  provided, 
and  to  this  plate  the  direct  attachment  of  the  pencil  mechan- 
ism is  made.  Hy  means  of  the  swivel-plate,  the  pencil  mechan- 
ism may  be  turned  so  as  to  bring  the  pencil  into  contact  with 
the  paper-drum,  as  is  done  in  the  act  of  taking  a  diagram. 

The  pencil  mechanism  is  attached  to  the  swivel  by  means 
of  the  vertical  plate  containing  the  slot,  which  has  been  re- 
ferred to,  and  a  small  standard  placed  on  the  opposite  side  of 
the  swivel  for  connecting  the  back  link.  The  connection  be- 
tween the  piston  and  the  pencil  mechanism  is  made  by  r 
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ol  a  steel  piston-rod.  At  the  upper  end  where  it  passes 
through  the  cover,  it  is  hollow  and  has  an  outside  diameter 
tneasuring  ^  of  an  inch.  At  the  lower  end  it  is  solid  and  its 
diameter  ts  reduced.  It  connects  with  the  piston  through  a 
ball-and-socket  joint.  A  number  of  shallow  grooves  are  cut 
upon  the  outside  of  the  piston  to  serve  as  a  so-called  water- 
packing. 


The  springs  used  in  the  Tabor  Indicator  are  of  the  duplex 
type,  being  made  of  two  spiral  coils  of  wire  with  fittings,  as 
shown  in  the  cut.  The  springs  are  so  mounted  that  tht:  points 
of  connection  of  the  two  coils  lieon  opposite  sides  of  the  fitting. 

The  Crosby  Indicator,  Fig,  19,  is  still  another  successful 
fecent  type  of  the  instrument  (1879),  and  one  which  also  illus- 
trates that  remarkable  combination  of  lightness  and  accuracy 
which  characterizes  all  good  indicators.  In  this  case,  a  still  dif- 
ferent form  of  parallel  motion,  light,  stiff,  and  carefully  ad- 
justed, guides  a  very  light  pencil-holder  carried  at  the  end  of  a 
correspondingly  light  steel  arm.  The  genera!  arrangement  of 
tlie  indicator  barrel  and  the  papur-cylinder,  with  their  attach- 
ments, is  quite  similar  to  those  observed  in  the  Richards  and  its 
successors. 

If  the  conditions  under  which  the  spring  acts  be  considered. 
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it  is  readily  seen  that,  when  the  cord  has  the  maximum  other 
resistances  to  overcome,  the  drum-spring  should  offer  minimum 
resistance.  At  the  tu^innlog  of  the  stroke,  when  the  spring  is 
overcoming  the  inertia  and  friction  of  the  drum,  its  resistance 
should  be  a  maximum,  and  should  gradually  decrease.  Here, 
a  short  spiral  drum-spring  is  adopted,  giving  at  the  beginning 
of  the  stroke  a  comparatively  slight  resistance,  which  gradually 


I 


increases  until  it  reaches  the  maximum  at  the  end  of  the 
stroke.  In  the  other  direction  the  recoil  is  strongest  at  the 
beginning  of  the  stroke,  and  decreases  to  the  end. 

Duprez,  Hirn,  and  Webb  employ  a  screw,  hy  means  of  which 
the  steam  is  prevented  from  lifting  the  piston  until  the  pres- 
sure exceeds  a  certain  amount.  Until  this  instant  the  indicator- 
diagram  is  a  horizontal  line;  it  then  becomes  curved.     Whea 
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e  screw  is  turned,  the  piston  is  again  prevented  (rom  moving 
EBtil  the  pressure  exceeds  a  certain  other  limit,  so  that  a  scries 
o[  corners  is  obtained,  which  are  points  on  the  real  indicator 
diagram,  and  may  be  joined  by  hand.  When  vibrations  ot  the 
spring  are  in  this  way  destroyed,  exactly  the  same  indication 
may  often  be  obtained  during  four  or  five  successive  strokes.* 

Mon.  Hirn  would  prefer,  where  practicable,  a  directly  con- 
nected spring,  of  considerable  amplitude  of  range,  stretching 
and  compressing  it  by  means  o(  the  screw  just  described,  and 
allowing  the  attainment  of  the  pressure  registered  at  any  in- 
stant to  be  indicated  by  the  slight  vibration  or  jump  permitted 
by  the  lost  motion  in  the  grip  nn  the  spring  as  the  steam-pres- 
sure passes  that  point.     In  these  indicators  it  is  evident  that  the 


diagram  produced  is  then  a  •'  composite"  of  a  number  of  succes- 
sive indications,  taken  in  as  many  successive  revolutions  of  the 
engine.  At  the  high  _«peeds  for  which  only  such  instruments 
are  designed  this  is  probably  no  disadvantage ;  but  the  instru- 
ment cannot  show  what  occurs  throughout  any  one  revolution- 
The  screw  b  usually  ao  attached,  however,  that  it  may  be  read- 
ily removed  at  any  moment,  and  the  indicator  thus  quickly 
converted  into  the  common  form. 


•Pmy,  Tile  Steam  Engine.  1S74;    Bultelln  de  Ik  Soc.  Ind.  de 
l%-^\  Loadon  Engincenng.  Dec.  (4.  iSSS,  p.  576. 
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The  indicator  of  Professor  Webb  is  intended  for  use  on 
fast-running   engines  where    the   inertia   of   the  parts  of   the 

standard  type  o(  instruments  is  embarrassing. 

Fig.  20  is  a  diagram  taken  at  400  revolutions  per  minute. 
The  series  of  zigzag  lines  is  the  blank  diagram.  Each  line  is 
made  by  one  stroke  of  the  engine,  and  at  400  revolutions  it 
would  be  about  three  seconds  before  the  diagram  is  finished. 
If  the  indicator  cock  is  open,  the  pencil  will  make  the  diagram. 
Instead,  at  the  start,  of  following  the  55-lb.  line,  it  jumps  up 
until  the  pressure  on  the  cylinder  falls  again  to  55  lbs.,  when 
it  will  come  back  to  the  line  and  finish  it.  The  pencil  will 
then  return  to  the  left  side  on  the  diagonal  line,  and  the  pro- 
cess will  be  repeated  until  the  card  is  complete. 

In  Fig.  21  an  indicator  is  shown  with  this  device  attached.* 
The  frame  of  the  instrument  is  extended  up  to  c,  and  a  hole  is 
made  through  it  in  which  the  screw  b  slides  freely.     This  screw 
has  a  nut,  e,  which  is  confined  between 
the  forks  of  the  frame.     The  lower  end  of 
the  screw  has  a  forked  head,  c,  which  em- 
braces the  upper  end  of  the  piston-rod, 
and  is  attached  to  the  same  by  means  of 
a  pin,  which  passes  through  holes  in  both  : 
the  hole  in  the  fork   is,  however,  slotted 
out  a  little  larger  than  the  pin,  as  wilt  be 
seen  hereafter.     If  the  nut,  e,  is  revolved, 
the  screw  will  draw  up  the  piston  against 
the  spring  contained  in  the  indicator  cyl- 
inder until  we  have  set  the  latter  at  any 
desired  pressure.    If  this  pressure  be  above 
"^"~c*'tpk  ^*'"  ""''    *'^^  maximum  pressure  in  the  engine  cyl- 
inder, the  pin  at  c  will  remain  resting  on 
the  bottom  of  the  slot ;  but   if  it  be  below,  then  during  any 
stroke  of  the  engine   it  will   remain  there  only  so  long  as  the 
cylinder  pressure  is  below  that  of  the  spring;  it  will  jump  to 
the  top  of  the  slot  when  the  former  exceeds  the  latter.     The 
slot  is  made  the  right  length  to  allow  of  a  jump  of  4  or  5  lbs,, 
•  Trans,  Am.  Soc.  M.  E  .  voi,  ii, 
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.-  dhott-n.  To  complete  the  arrangement  we  add  the  pawl  / 
...Lii  crank  ^mounted  on  the  top  of  the  indicator-drum,  h,  and 
so  arranged  that  during  each  backward  stroke  /  shall  revolve  t, 
and  thus  let  the  screw,  h,  with  the  piston  and  spring,  gradually 


This  instrument  thus  produces  the  mean  of  several  dia- 
grams, making  the  whole  by  combining  parts  of  each. 

The  indicator  is  sometimes  given  the  form  shown  in  the 
accompanying   engraving,  in  order  to  obtain  a  record  of  the 


net  pressure  on  tlie  piston.  One  piston  receives  the  steam- 
pressure  at  one  end  of  the  steam-cylinder ;  the  other  is  acted 
upon  by  the  steam  on  the  other  side  of  the  piston.  The  effort 
on  the  spring  is  thus  the  net  pressure,  and  the  diagram  pro- 
duced, as  sho»-n  ia  the  next  figure,  presents  this  net  prcsture 
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at   every  instant  throughout  the  stroke.     The  upper  portio 
abkdl,  and  the  lower  part,  fgedk,  measure  the  work  done  i; 
forward  and  backward  strokes,  respectively. 

Every  modern  indicator  thus  combines  the  essential  d^ 
ments  of  construction  which  have  been  seen  to  be  required  t 
secure  accuracy  of  diagram,  and  in  a  very  admirable  manner. 
The  latest  and  best  may  be  relied  upon  to  give  good  "  cards'" 


I 


at  any  speeds  yet  attained  in  usual  operation  by  the  fastest  of 
thf  "  hit-h-speed  "  engines.  )s^ 

x(  54.  The  Standardization  and  Test  of  the  Indicator 
should  always  precede  its  use.  To  give  satisfactory  results,  the 
instrument  must  give  a  diagram  of  which  the  abscissas  shall 
exactly  represent  the  successive  positions  of  the  moving  piston. 
while  the  ordinate  of  each  as  exactly  measures;  the  simultane. 
ously  occurring  pressure  within  the  working  cylinder.  The 
weight  and  inertia  of  every  moving  part  of  the  indicator  intro- 
duce errors  which,  while  they  may  not  be  completely  eliminated, 
may,  by  reduction  of  size  and  special  expedients,  at  least  be 
rendered  so  small  as  to  be  unimportant  at  any  ordinary  speeds. 
They  are,  however,  more  difficult  of  prevention  as  the  speed 
of  rotation  and  the  pressures  adopted  increase.  In  a  well-made 
instrument   the  spring  will   precisely  measure   pressures,   the 
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prc^ure  in  the  indicator  will  be  sensibly  the  same  as  in  the 

■-ngine.  and  its  piston  will  move  so  freely  as  not  to  affect  the 

"dications  by  its  resistances  due  to  close  fitliiifj.     In  all,  how- 

cr  well  made,  on  the  other  hand,  it  is  found  impossible,  by 

ny  art  of  design  or  construction,  to  wholly  ehminate  the  in- 

■Ijcnces  of  inertia  of  moving  parts,  friction  of  joints  and  guides 

ii  the   latter  be  used,  and  of  piston  or  pencil,  or  the  effects  of 

variation  of  spring  tension  on  the  motion  of  paper-cylinder  and 

L.ird,     Standardization  is  the  process  of  detecting  and  mcasur- 

:;  such  errors  as  are  observable  in  the  action  of  the  apparatus, 

ni  the  determination  o(  their  influence  on  the  indications  ob- 

:ained  by  its  use. 

Springs  are  tested  most  satisfactorily  by  connecting  the  in- 
dicator,  with  its  appropriate  spring  in  place,  with  a  small  steam- 
boiler  or  St  earn -reservoir  or  convenient  steam-pipe,  in  such  man- 
ner that  simultaneous  measurements  of  pressure  may  be  taken 
by  the  indicator  record  and  a  standard  test-gauge  known  to 
be  correct.  If  the  spring  be  tested  cold,  it  will  be  found  in- 
accurate  if  it  had  been  found  right  when  hot;  and  the  correct 
reading  of  a  cold  spring  is  evidence  that  it  is  not  right  under 
steam:*  since,  when  the  indicator  is  in  use  and  the  spring 
heated,  both  b>'  the  steam  leaking  past  the  piston  and  by  con- 
duction through  its  attachments  from  the  piston  and  from  the 
indicator-barrel,  its  strength  and  its  elasticity  are  sensibly  modi- 
u'd,  the  spring  being  thus  weakened.  In  thus  testing  springs, 
•iich  arrangements  should  be  made  as  will  enable  the  observer 
u  hold  the  pressure  at  any  desired  point  until  readings  from 
he  standard  test-gauge  can  be  deliberately  and  precisely  ta!;en. 
If  the  spring  is  found  unreliable,  it  should  be  at  once  exchanged 
or  a  good  one. 

"  Throttling,"  or  loss  of  pressure  between  the  engine  and 
'hi:  indicator,  is  produced  by  long,  tortuous,  or  contracted  pas- 
■jges.  The  connections  should  be  as  large,  as  straight,  and  as 
-ii'irt  as  practicable,  and.  other  things  being  equal,  that  indi- 
cator is  best  in  which  steam  connections  can  be  best  effected. 

It  lo  a)  or  3  pet  cent.— Proceed- 
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The  cock  under  the  indicator  should  have  an  opening  fully  as 
large  as  the  pipe  itself.  It  should  also  have  a  hole  bored  in 
from  one  side  for  the  purpose  of  freeing  the  instrument  and 
connections  from  water  of  condensation  coming  over  with  the 
steam.  The  holes  in  the  cock,  or  the  upper  part  of  the  barrel 
of  tile  indicator,  should  be  large  enough  to  permit  free  egress 
to  any  steam  that  may  leak  past  the  piston  ;  and  the  latter  is, 
in  all  good  makes,  so  loose  as  to  leak  observably  under  pres- 
sure. The  effect  of  leakage  is  insensible ;  but  were  the  fit  a 
tight  one,  the  resulting  friction  might  be  important.  It  is  to 
insure  this  exact  correspondence  of  pressure  in  the  working 
cylinder  of  the  engine  and  in  that  of  the  indicator  that  it  is 
customary,  on  all  high-speed  engines,  to  employ  indicators 
simultaneously  at  both  ends,  thus  obtaining  very  short  and  di- 
rect steam  connections. 

The  springs  should  be  so  made  and  fitted  that  their  action 
under  pressure,  and  when  in  use,  may  not  throw  the  piston  out 
of  line  or  cramp  it  in  the  barrel,  and  thus  produce  what  are 
sometimes  found  to  be  serious  errors.  A  small  leak  does  no 
harm,  and  is,  on  the  whole,  desirable.  The  piston  should  move 
so  freely  that,  the  spring  being  removed,  the  breath  may  blow 
it  from  end  to  <^wd,  of  its  barrel  and  draw  it  back  again. 

The  friction  of  the  pencil  on  the  paper  is  probably  closely 
proportional  to  the  force  with  which  it  is  pressed  upon  the  lat- 
ter, and  variable  with  the  texture  of  the  paper  and  the  sharp- 
ness of  the  pencil-point,  and  its  material.  This  is  often  an  im- 
portant source  of  error  in  the  diagram.  The  reacting  effect  of 
this  pressure  on  the  pencil  mechanism  is  also,  but  in  compara- 
tively slight  degree,  a  source  of  inaccuracy  of  record.  The  re- 
sult of  such  frictions  is  the  production  of  an  enlargement  of 
the  "  card  "  to  the  extent,  often,  of  a  very  appreciable,  and  some- 
times of  an  important,  amount.  This  friction  is  sometimes 
relied  upon  to  diminish  those  oscillations  of  the  instrument 
which  at  high  speeds  render  the  diagram  difficult  of  measure- 
ment, or  even  untranslatable.  In  such  cases  the  real  power  of 
the  engine  may  be  several  per  cent,  less  than  shown  by  the  in- 
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strument.  To  avoid  this  difficulty,  it  is  best  to  make  the  pen- 
cil bear  on  the  paper  only  just  hard  enough  to  make  a  visible 
mark.  A  hard-lead  pencil  or  one  of  soft  metal  smoothly 
jxjinied.  paper  having  a  "metallic"  or  glazed  surface,  and  a 
light,  steady  pressure  producing  an  extremely  fine  but  per- 
fectly visible  line  are  the  conditions  to  be  sought.  In  such 
case,  the  error  due  to  friction  of  pencil  will  be  inappreciable. 

The  stretching  of  the  cord  turning  the  paper-barrel  is  a  com- 
mon cause  of  inaccuracy  in  length  and  of  distortion  of  the  dia- 
gram.  The  varying  tension  of  the  spring,  and  the  .surges  due 
to  the  inertia  of  the  rotating  mass,  together  cause  variations  o( 
length  of  the  cord  that  may  give  rise  to  errors  of  really  import- 
ant magnitude.  The  siring,  even  when  its  primitive  stretch  is 
taken  out  of  it  by  a  preliminary  apphcation  of  a  heavy  load, 
retains  some  elasticity,  and  will  have  a  sensibly  variable  length 
under  the  constantly  varying  pull  when  in  use.  Any  observ- 
able friction  of  the  paper-barrel  also  tends  to  exaggerate  this 
action.  The  inertia  ol  the  drum  tends  to  compensate  this  ef- 
fect, and  it  is  possible  to  so  adjust  the  strength  of  the  spring 
to  this  inertia  as  to  make  the  variation  of  stress  on  the  cord 
comparatively  small. 

The  effect  of  this  stretch  is  to  cut  off  a  part  of  the  diagram 
at  one  end,  and  it  is  perfectly  possible  thus  to  reduce  the  ap- 
parent indicated  power  of  the  engine  10  or  even  20  per  cent. 
below  the  correct  quantity.*  The  longer  the  cord,  the  greater 
the  error;  and  differences  of  sensible  amount  may  often  be 
detected  between  the  diagrams  from  opposite  ends  of  the 
same  cylinder,  in  area  of  diagram  and  in  point  of  cut-off  and 
(.amount  of  expansion,  produced  by  differences  in  length  of  the 
ird  used.  The  higher  the  speed  of  rotation  of  the  engine, 
le  greater  the  amount  of  this  error;  and  instruments  giving 
:rfectly  satisfactory  cards  at  low  speed  may  produce  very  de- 
fective diagrams  at  high  speed.  The  lighter  the  drum  and 
the  spring  found  practicable,  the  better  the  results.  A  cord 
lould  always  be  well  stretched  before  use ;  but  a  fine  steel  wire 
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is  much  to  be  preferred.*  The  paper-cylinder  or  drum  should 
have  carefully  adjusted  springs  for  fast  work.  The  difference 
in  its  initial  and  final  tension  should  be  as 
nearly  as  possible  equal  to  the  inertia-stresses 
of  the  drum.  Improvement  has  been  carried 
so  far  in  the  reduction  of  weight  of  paper- 
barrel  as  to  bring  it,  in  one  case  at  least,  as 
low  as  20g  grammes  (3088  grains).  It  has  been 
often  proposed  to  use  aluminium  for  moving 
parts  in  order  to  reduce  inertia-effects  to  a 
mininum.  Errors  due  to  this  action,  in  good 
instruments,  fall  much  below  i  per  cent.  In 
adjusting  the  instrument,  the  tension  of  the 
drum-spring  should  vary  as  the  square  of  the 
number  of  revolutions ;  and  it  should  be  set  for 
any  speed  in  such  manner  that  the  length  of 
the  diagram  should  be  the  same  at  starting  as 
when  at  full  speed,  as  nearly  as  possible. 

In  testing  the  action  of  the  drum-spring, 
either  of  two  or  three  devices  now  in  use  may 
be  employed.  The  accompanying  sketch  shows 
that  devised  by  Mr.  Brown, 

This  instrument  was  designed  to  show  the 

_  strains  on  the  cord.     From  its  diagram  may  be 

I  calculated  the  errors  due  to  the  stretch  of  the 

1 1   cord.   The  testing  instrument  consists  of  a  plate, 

ft    A,lo  one  end  of  which  is  fastened  the  frame,  BB, 

.  1    carrying  the  slide,  (T,  and  its  cross-head,  D.    The 

■ '    spring,  F,   is    screwed   to  the  cross-head ;    the 

other  end  is  connected  with  the  lever,  C,  carrying 

the  pencil.  The  rod,  £,  which  moves  the  slide,  C", 

Pic.  .3.— dri'm-     receives  its  motion  from  a  crank  not  shown.  The 

T.ST1HG    "AKAtis.  g^jj^gj^g  |^gf  ^  Holds  thc  paper  on  which  the 

diagram  is  to  be  taken.     The  indicator  is  clamped  to  the  plate, 

and  the  drum-cord  connected  with  the  spring.     The  crank  is 


•  Mr.  Wallace  finds  ihe  yield  of  ; 
be  (torn  o.oofi  10  o.oiaj  per  (ooi  per 


_M L_ 


re  I  c  tied  indicator-cord  to 
e  No,  36  B.  W.  G.  0.003. 


A 
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made  to  move  at  the  speed  desired.  The  paper  is  then  raised 
to  the  pencil,  and  the  diagram  taken.  If  the  strain  on  the 
cord  is  constant,  the  forward  and  return  strokes  will  be  paral- 
lel :  but  if  the  strain  is  not  constant,  the  pencil  will  rise  and 
fall  as  the  strain  varies.  The  line  below  the  diagram  is  the 
line  of  no  stress,  drawn  when  the  cord  has  been  detached  from 
the  indicator. 

The  diagrams  are  shown  two  thirds  their  original  size. 


Oscillations  of  the  pencil  about  its  proper  position,  and  the 
consequent  production  of  wavy  lines  in  the  diagram,  cause  the 
most  serious  defects  in  diagrams  taken  at  high  speeds  of  engine. 
Such  deformations  of  the  diagram  are  due  to  the  inertia  of  the 
pencil  and  its  holder  and  connections,  and  become  greater  as 
speeds  increase,  until,  with  every  instrument,  a  speed  is  finally 
reached  at  which  the  diagram  becomes  unintelligible,  as  in  the 
figure  on  page  148,  which  represents  the  card  obtained  by 
using  an  old  style  of  indicator,  with  a  light  spring,  at  300  revo- 

»iations  per  minute.  With  the  best  modern  indicators  it  is 
bsy  to  secure  a  perfectly  smooth  diagram  at  this  speed. 
'  These  vibrations  are  the  more  serious  as  the  proportion  of 
the  weight  of  the  moving  parts  of  the  indicator  are  the  heavier 
and  as  the  spring  is  lighter.  Their  effect  is  not  only  to  disguise 
the  true  form  of  the  diagram,  but  also  to  enlarge  it  and  thus  to 
give  too  great  values  of  power  developed.  Professor  Reynolds 
gives  the  following  as  speeds  at  which  this  variation  becomes 
one  per  cent,  in  an  indicator  having  a  piston-area  of  one-half 
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square  inch  and  a  weight 

o(  1 

moving  parts  equi 

valent  to  0.33 

pound  at  the  piston  ;* 

Spring  used. 

No.  revolulli 

ons 

lbs.  per  sq.  in. 

p.r«in.i, 

20 

166 

J 

^                            V 

237 

_^d 

■ 

288 

^H 

■ 

332 

^H 

■                             lOO 

371 

This  error  varies  directly  as  the  weight  of  the  moving  parts, 
[n  modern  indicators  of  the  best  forms,  it  is  probably  inap- 


preciable at  all  familiar  engine  speeds,  the  maximum  being 
taken  at  about  300  revolutions  per  minute,  five  per  second; 
and  it  may  be  assumed  by  the  engineer  that  if  his  indicator  is 
of  good  make,  if  he  finds  its  parts  correctly  made,  and  if  he 
keeps  them  in  good  order,  he  may  rely,  in  all  ordinary  cases, 
on  obtaining  diagrams  correct  to  within  the  limits  of  his  nicest 
measurement,  if  the  instrument  is  properly  attached  to  the 
engine  and  skilfully  handled.f 

For  higher  speeds  than  are  now  obtained,  indicators  of  the 
■class  illustrated  by  that  of  Duprez  must  be  employed. 


•  Proceedings  Insl.  C.  E..  vol.  I 

t  Barrus  on   Modern  Indicators, 

y.  E.,  vol.  ¥.  pp.  310-339.     1884. 


thereon:  Trans.  Am.  Sue. 
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The  following  is  a  description  of  Professor  Reynolds'  device 
for  checking  the  movement  of  the  drum,  and  to  ascertain 
what  distortion  is.  caused  by  its  irregular  fling  and  friction  :  * 

A  Grove  battery  of  five  cells,  in  conjunction  with  a  Ruhm- 
korff  coil,  is  used.  The  wire  from  one  pole  was  connected  with 
one  of  the  binding-screws  (H)  of  the  coil  as  usual,  but  the  wire 
from  the  other  pole  of  the  battery  was  connected  with  the 
engine.  A  wire  from  the  other  binding-screw  {G)  was  attached 
to  the  contact-breaker  (B\  a  smooth  piece  of  wood,  into  which 
pieces  of  wire  were  inserted  at  equal  distances,  the  distance 
between  the  first  and  last  wire  being  the  length  of  the  stroke 
of  the  engine.  This  was  fixed  on  the  lower  slide,  so  that  a 
pointer  (A)y  secured  to  the  cross-head,  should  slide  on  it.     One 


Fig.  26. — Distortion  by  Stretch  of  IndicatoR'Cord. 

wire  of  the  secondary  coil  was  connected  with  the  drum  {E\ 
and  the  other  to  a  cup  of  mercury,  into  which  the  metallic 
pencil  (F)  dipped,  thus  completing  the  circuit  when  the  pencil 
touched  the  paper. 

In  the  following  diagrams  the  relative  positions  of  tha 
circles  show  which  parts  of  the  diagrams  are  lengthened,  and 
which  are  shortened.  The  effect  is  not  merely  to  shorten  the 
ends  and  lengthen  the  middle  of  the  diagrams,  but  also  to  dis- 
tort  them,  i>.,  to  cause  corresponding  points  not  to  lie  in  the 
same  vertical  line.  The  amount  of  this  distortion  is  shown  by 
the  distance  between  corresponding  points  on  the  atmospheric 
line.     (Fig.  2T>j 

It  is  evident  that  the  pencil  may  be  made  barely  to  touch 

*  Proc.  Brit.  Inst.  C.  E  ,   1S85,  No.  2070. 
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the  paper  without  marking  it  and  the  diagram  made  by  the 
sparks  alone. 


I 


Front-end  pricked  diagram  taken  with  wire  at  107  rcvotul 


Fronl-end  pricked  diagram  taken  nilh  siring  at  107  n 


It-end  pricked  diagram  taken  with  n 


Front-end  pricked  diagram  taken  wiih  string  at  137  revolutions. 


Comparisons  of  indicators  will  often  eliminate  uncertainty  as 
to  their  reliability.  If  an  indicator  is  known  to  be  right,  the 
diagrams  produced  by  it  should  be,  under  similar  conditions, 
duplicated  by  an  instrument  the  accuracy  of  which  is  doubted. 
Where  three  or  more  instruments  are  compared,  the  presump- 
tion is  usually  a  fair  one  that,  if  one  differs  in  any  important 
degree  where  the  others  agree,  it  is  defective.  Where  several 
are  to  be  compared,  it  is  sometimes  practicable  to  take  dia- 
grams from  them  all  simultaneously  by  fitting  up  properly. 
In  such  cases,  all  should  be  equidistant  from  the  steam-cylinder 
and  should  have  equally  straight  and  large  connecting  pipes. 
One  large  pipe  and  cock,  taking  steam  from  the  cylinder,  ter- 
minated by  the  several  pipes  leading  radially  from  its  top  to  the 
several  instruments,  will  usually  answer  the  purpose. 

In  comparing  the  details  of  construction,  it  is  to  be  remem- 
bered that  the  points  to  be  studied  are  the  exactness  and  per- 
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fection  of  dimensions  and  workmanship,  and  the  weight  of 
parts  and  their  action  as  afTecIed  by  inertia.  The  latter  point 
has  been  seen  to  be  peculiarly  important  when  the  instrument 
is  to  be  used  on  engines  at  speeds  exceeding  about  a  hundred 
revolutions  per  minute. 

Comparing,  in  this  particular,  the  action  of  the  paper-cylin- 
ders, or  -drums,  we  find  the  time  of  a  vibration,  the  forces  freely 
Acting,  to  be 


'^,- 


in  which  (/  is  the  angular  displacement,  here  to  be  reckoned 
from  the  position  of  mid-throw,  and  «  the  angular  velocity. 
Then 


t   length  diagram 

~  2  radius  of  drum  ~ 


i 


and  the  couple  acting  to  start  the  drum  into  harmonic  motion  is 

«/=^'/x/. 

"That  instrument,  therefore,  which  has  the  least  value  of  /  the 
moment  of  inertia  of  the  drum,  is  least  liable  to  inaccuracy 
from  this  source  of  stress.  The  best  adjustment  should  be 
sought  in  each  case,  and  the  comparison  effected  after  this 
adjustment  has  been  made.  Since  the  effort  of  the  drum-spring 
is  usually  directly  proportional  to  the  angle  of  motion,  and 
since  the  force  due  acceleration  is  zero  at  mid-throw,  if  the  dif- 
ference of  tension  on  the  cord  at  the  beginning  and  end  of  the 
motion  is  twice  the  effort  required  to  overcome  the  inertia- 
resistance  of  the  drum  at  starting,  the  action  on  the  cord  will 
be  uniform  when  at  speed,  and  the  diagram  entirely  free  from 
distortion  from  this  cause.     Other  things  being  equal,  tiiat  is 
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the  best  instrument  in  which  this  adjustment  is  secured.  In 
some  cases  they  are  arranged  for  such  adjustment  at  several 
usual  speeds,  or  so  as  to  permit  the  tension  of  the  spring  to  be 
altered  as  desired — increasing  it  at  high  speeds,  diminishing  it 
at   lower   speeds.      The   acceleration    for   a    4i-inch   card    is 


0-i'523 


■  (or  a  3-inch  card 


07703  _ 


and,  (or   the   power,   a 


pound  acting  at  ihe  circumference  of  a  drum  2  inches  in  diam- 
eter will  give  the  following  maximum  resistance  at  the  stated 
speeds : * 


120 
160 
240 
300 


2.9 


360 
480 
600 

4.2 

ii.S 

1000 

32.0 

These  stresses  evidently  become  serious  at  high  velocities,  in- 
creasing, as  they  do,  as  the  square  of  the  speed ;  and  the  higher 
the  speed  the  greater  the  difference  in  favor  of  that  instrument 
having  lightest  drum. 

The  stretch  of  the  cord  used  (if  sensible)  should  be  observed  : 
as  this  is  an  element  which  determines  also  the  amount  of  dis- 
tortion of  the  diagram  due  to  the  inertia  of  the  drum  and  the 
action  of  its  spring.  In  all  cases  we  have  the  moment  of  the 
pull,  P,  on  the  cord, 

Pr  =  ^  +  Rr+Fr: 


in  which  the  angular  acceleration  is  -^,-,  and  Rr  and  Fr  are  the 

spring  and  the  friction  moments.  The  first  quantity  has  been 
seen  to  be  zero  at  mid-throw,  its  value  increasing  each  way; 
the  friction  moment  may  be  taken  constant  and  unimportant, 
and  the  spring-resistance  variable  with  its  flexure,  as  already 
seen.  The  stronger  and  the  less  elastic  the  cord,  and  the  better 
the  adjustment  of  the  spring-action  to  the  inertia-effect,  the 
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more  accurate  the  diagram.     In  good  examples  these  effects  are 
unimportant. 

Comparing  the  indicators  as  to  the  effect  of  surges  and 
oscillations,  it  is  found  that  both  these  actions  may  become 
serious  at  high  speed  and  with  heavy  pencils,  springs,  and  pis- 
tons.  The  surge  of  the  moving  parts  due  to  their  rise  or  fall 
through  the  height  of  the  diagram  tends  to  increase  the  area  of 
the  curve.  If  indicators  give  similar  and  correct  results  at 
moderate  speeds,  this  increase  at  higher  speeds  may  be  com- 
pared to  determine  their  relative  merits.  It  should  never 
equal  I  per  cent.  This  limit  is  found  by  Professor  Reynolds, 
for  the  Richards  indicator,  at  the  speeds  already  given.  It  is 
seen  that  the  maximum  speeds  of  rotation  in  revolutions  per 
minute  is  about 

ye  =  40  Vj  , 

where  s  is  the  scale  of  the  spring  in  pounds  to  the  square  inch  ; 
and  this  disturbance  varies  directly  as  the  weights.  This  com- 
parison may  therefore  be  effected  by  weighing  the  moving 
parts. 

The  vibratory  disturbance  of  the  pencil  is  due  to  the  elas- 
ticity of  the  spring,  and  its  time  is 


pmg' 


where  «^  is  the  effect  of  the  moving  parts  reduced  to  the  work- 
ing.point ;  /,  m,  and  g  are  the  total  load  on  the  piston,  the  ratio 
o(  pencil  and  piston  motion,  and  the  acceleration  of  gravity. 
These  disturbances  are  not  serious  as  affecting  the  area  of  the 
diagram,  but  they  are  sometimes  important  as  obscuring  its 
meaning-  A  comparison  of  indicators  in  this  regard  would  be 
m.ide  by  taking  diagrams  at  continually  increasing  speeds  and 
noting  the  point  at  which  the  outlines  of  the  figure  become 
ftjvy  and  when  they  interfere  with  its  legibility.  It  is  seen 
th.it  this  defect  increases  as  the  square  root  of  weight  of  moving 
parts,  and   is  the  more  serious  as  the  weights  are  nearer  the 
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pencil  and  subject  to  rapid  movements  and  quick  changes  of 
direction  o(  motion.  These  irregularities  may  be  partially  con- 
trolled by  the  pressure  and  friction  of  the  pencil,  but  only  at 
the  sacrifice  of  accuracy.  The  value  of  /  should  always  be  as 
small  as  practicable.  If  too  large,  the  diagram  may  be  seriously 
distorted.  Any  number  of  oscillations  in  the  tracing  of  the 
card  exceeding  25  or  30  maybe  permitted;  less  than  20  or  25 
is  objectionable. 

Comparing  springs,  it  will  be  often  found  that  considerable 
differences  are  observable  in  their  indications,  both  cold  and 
hot.  ThL'y  should  be  examined  to  sec  that  they  take  no  per- 
manent set,  that  they  yield  in  exact  proportion  to  the  pressure, 
and  that  their  attachment  to  the  instrument  is  such  as  not  to 
produce  lateral  strain  or  friction.  Springs  which  have  been 
already  repeatedly  given  their  full  set  by  the  makers  are  best. 
They  .should  always  be  tested  and  compared  hot.* 

The  best  indicator,  as  is  now  evident,  is  that  which,  by  such 
comparison  and  examination  as  has  been  described,  is  found  to 
give  the  most  exact  and  reliable  diagram,  and  to  be  least  af- 
fected by  inertia- forces  and  the  action  of  its  own  parts  at  high 
speed  ;  it  is  that,  in  detail,  which  has  proportionally  the  largest 
and  lightest  piston,  the  stiflest  and  lightest  springs,  the  least 
friction  of  moving  parts,  the  most  perfect  pencil  mechanism, 
the  most  accurate  and  constant  scale  of  pressures,  the  most 
perfect  adjustment  of  drum-spring,  and  the  lightest  moving 
parts  generally. 

The  following  is  the  method  of  comparing  indicators  adopt- 
ed by  the  Navy  Department :  f 

A  horizontal  pipe,  2  inches  diameter  and  24  inches  long, 
fitted  with  suitable  pipes  and  valves  for  the  admission  and  dis- 
charge of  steam  and  provided  with  three  nipples,  two  for  the 
attachment  of  indicator  and  one  for  a  steam^auge,  was  used  in 
the  tests. 


•  See  ibc  valuable  papers  of  Dr.  Berndl  on  ihis  subject  in  the  Sachsiache 
Ingenieur  unil  Architecien  Veiein,  1881-85  meeiings  ;  and  Lond.  Engineering. 


t  Report  ai  Chief  of  Bureau  of  Steam  Engineering,  1 
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The  steam-gauge  having  been  secured  in  place,  steam  was 
blown  through  the  test-pipe  and  indicator-nipples  several  times 
to  free  the  pipe  of  water  and  dirt. 

The  indicators,  after  being  well  oiled,  were  secured  in  posi- 
tion and  steam  admitted,  the  pressure  being  allowed  to  rise 
until  the  limit  for  which  the  springs  were  designed  was  reached, 
in  order  to  bring  the  instruments  to  their  working  tempera- 
ture. 

After  trj-ing  the  instruments  to  see  that  their  movements 
were  free,  steam  was  discharged  from  the  test-pipe  and  the  in- 
dicator-cocks closed.  The  piston  of  each  instrument  was  then 
pressed  down  slightly  by  hand  and  allowed  to  return  to  its  iior^ 
mal  position,  with  the  friction  of  the  moving  parts  opposed  to 
ihc  movement  of  the  spring.  When  this  had  been  done,  the 
Atmospheric  line  was  drawn  across  the  card.  Steam  was  then 
admitted  to  the  instruments  and  so  regulated  that  the  hand  of 
the  steam^auge  would  rise  slowly  to  the  interval  of  pressure 
to  be  noted;  and  when  it  reached  that  point,  at  the  word 
■■mark,"'  an  operator  stationed  at  each  instrument  drew  the  re- 
ijuired  line  of  its  scale.  All  lines  of  the  scales  were  drawn  in 
the  »ame  manner,  the  top  steam-line  of  the  first  test  of  each 
series  being  extended  across  the  card. 

Before  beginning  the  down  scales,  the  steam  was  allowed 
to  rise  a  pound  or  two  above  the  pressure  to  be  first  noted,  in 
order  to  oppose  Uie  friction  of  the  instrument  to  the  movement 
of  the  spring.  At  the  end  of  the  down  scale,  the  steam  was 
shut  ofif  and  discharged  from  the  pipe  and  the  indicator-cock 
dosed  before  drawing  the  atmospheric  Une. 

To  determine  the  comparative  indications  of  identically  the 
same  power  by  the  two  instruments,  the  following  method  was 
used  : 

The  indicator-pipe  at  the  outer  end  of  the  engine  was  fitted 
with  a  T  and  two  right-angle  branch  pipes  of  equal  diameters 
and  lengths  terminating  in  nipples.  To  the  latter,  the  indica- 
tors were  attached,  after  clearing  the  pipes  of  water  and  dirt 
aad  lubricating  the  cylinders.  The  springs  of  the  paper-drums 
were  adjusted  to  approximately  the  same  tension.     The  cords 
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around  these  drutns  were  tied  to  each  other  and  to  a  single 
ccrd  connecting  with  the  indicator  motion.  This  arrangenit.-nt 
gave  coincident  motion  to  both  drums  without  sensibly  affect- 
ing the  lead  of  the  cords,  as  the  angle  between  the  latter  was 
small. 

One  operator  could  readily  take  cards  from  both  indicators 
at  the  same  time. 

Ten  cards  having  been  taken  from  each  indicator,  the  latter 
were  interchanged  and  then  ten  more  cards  taken  from  each. 
This  change  was  made  in  order  to  eliminate  any  errors  due  to 
possible  differences  in  the  bore  and  lead  of  the  branch  pipes. 

The  test  to  determine  the  pencil  movement  was  made  as 
follows : 

The  spring  of  each  indicator  having  been  removed,  a  microm- 
eter gauge  was  fitted  to  the  cylinder  and  the  weight  of  the 
piston  and  attachments  taken  on  the  end  of  the  micrometer 
screw,  the  zero  of  the  wheel  coinciding  with  that  of  the  vernier. 
A  line  was  then  drawn  with  the  pencil  of  the  instrument  and 
formed  the  first  one  of  the  scale.  The  micrometer  screw  was 
then  turned  one  revolution  and  a  second  line  drawn  ;  this  was 
repeated  until  the  scale  was  complete  for  the  movement  of  the 
piston. 

A  test  to  determine  the  line  of  motion  of  the  pencil  in  each 
instrument  was  made  as  follows  : 

The  spring  having  been  removed,  the  piston  was  pushed  up 
its  entire  stroke,  the  pencil  at  the  same  time  drawing  a  line  on 
the  card,  while  the  paper-drum  was  securely  held  by  the  detent 
attachment.  Ten  such  lines  were  drawn  on  the  card  with  each 
instrument. 

All  moving  parts  of  both  instruments  were  carefully 
weighed  and  their  weights  in  Troy  grains  found. 

At  the  conclusion  of  the  foregoing  tests,  the  steam-gauges 
used  in  the  work  were  carefully  compared  with  the  mercury 
column. 

The  test  of  indicators,  taking  simultaneous  diagrams  from 
the  same  end  of  the  engine,  is  liable  to  give  misleading  results 
unless  great  care  is  taken  to  have  both  equally  well  fitted  and 
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similarly  situated.  To  insure  perfect  fairness,  they  should  be 
transposed  and  again  compared.  The  following  is  the  result 
of  a  comparison  so  made,  The  results  can  of  course  only  be 
taken  as  gauging  the  work  of  the  individual  indicators  so  com* 
pared : 
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This  comparison  has  no  value  or  meaning  unless  ont  instru- 
ment is  known  to  be  accurate  and  standard. 

To  test  the  friction  of  the  working  parts  of  the  indicator,  if 

I  means  can  be  secured  of  obtaining  a  manageable  and  variable 

team-pressure,    try   the   instrument   at   various   pressures,  as 

"  jwn  by  a  reiiabU  steam-gauge,  and  compare  the  gauge-read- 

;•  with   those  obtained  by  measurement  of  the  diagram,  as 

nibited  in  the  figures  on  page  158. 
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In  A,  Fig.  28,  the  diagram  is  that  given  by  an  instrument 
fitted  with  a  "3olb,  spring,"  and  having  considerable  friction 
of  pencil  movement ;  in  B,  the  diagram  is  that  of  an  indicator 
of  little  friction,  and  fitted  with  a  "  20-lb.  spring," 

How  far  such  tests  and  comparisons  maybe  taken  as  quan- 
titatively gauging  the  value  or  accurracy  of  the  instrument  is 
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uncertain.  Probably  the  less  the  friction — as  a  rule,  though 
not  always — the  better  the  indicator;  but  the  action  of  move- 
ment in  use,  and  the  effect  of  inertia  of  parts,  so  modify  final 
results,  the  former  by  lessening,  the  latter  by  exaggerating, 
the  effect  of  friction,  that  it  is  quite  impossible,  so  far  as  is 
to-day  known,  to  predicate  definite  quantitative  deductions  re- 
lating to  the  accuracy  of  the  instrument.  We  can  only  say 
that  the  lighter  the  parts,  the  less  the  friction,  and  the  more 
accurate  the  spring-tensions  and  the  pencil-mnvements,  ihe 
better  the  indicator,  and  that  the  best  now  made,  under  the 
usual  working  conditions  of  the  best  engines,  may  be  expected 
to  give  sensibly  correct  diagrams.  This  fact  does  not  make  it 
any  the  less  imperative  that  every  indicator  to  be  used  in  any 
important  work  should  be  fully  and  carefully  tested. 
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The  standardization  of  the  indicator  is  the  more  important 
from  the  fact  that  there  is  no  available  means  of  checking  its 
■vork.  The  work  of  the  engine,  as  othenvise  customarily 
measured,  is  rarely  known  with  accuracy,  and  the  Author  has 
Uown  several  indicators,  used  under  similar  conditions,  to 
differ  among  themselves  lo  and  15  per  cent.,  with  no  means 
at  hand  of  determining  which  of  them  were  wrong,  or  the 
extent  of  their  errors.  Where  a  dynamomctric  brake  is  used, 
the  check  is  more  satisfactory,  as  the  friction  of  the  engine  is 
commonly  known,  or  ascertainable  within  a  comparatively  small 
limit  of  error.  The  best  makers  of  indicators  are.  however, 
usually  prepared  to  guarantee,  to  standardize,  and  to  give 
v-ariation-tablcs  of  their  instruments;  and  the  errors  are  now 
reduced  in  such  cases  to  probably  vcrj'  small  amounts.  iL 
..;.  55.  The  Attachment  of  the  Indicator  should  alwayPbe 
--0  effected  that  its  piston  may  receive  precisely  the  pressure 
simultaneously  acting  on  the  engine-piston,  and  so  that  the 
motion  of  the  paper  shall  exactly  reproduce,  as  to  time  and  in 
its  proper  proportion,  the  movement  of  the  piston.  This  means 
that  the  steam-connection  should  be  amply  large  and  free  from 
bends  and  angles,  and  that  the  cord  and  reducing  motion  giv- 
ing movement  to  the  paper-cylinder,  or  -drum,  should  be  so 
arranged  as  to  lead  right,  and  to  be  perfectly  free  from  lost 
motion  or  stretch. 

In  attaching  the  instrument,  it  is  usual  to  drill  a  half-inch 
hole  in  each  end  of  the  steam-cylinder,  and  to  make  connec- 
tions with  half-inch  pipe  to  the  indicator-cock  as  directly  as 
[lossible.  In  many  cases  it  will  be  found  that  the  drilling  has 
already  been  done  by  the  builder  of  the  engine.  The  opening 
into  the  cylinder  is  commonly  in  the  clearance  space  back  of 
the  piston.  Care  should  be  taken  that  it  is  not  covered  by  the 
piston  at  the  end  of  stroke,  and  that  the  in-rush  of  steam  from 
the  sieam-port  is  not  likely  to  produce  any  sensible  effect  by 
blowing  across  the  hole.  Especial  care  should  be  taken  to 
prevent  chips  from  the  drill  falling  into  the  cylinder  and  lodg- 
ingwhere  they  can  do  injury.  The  work  should,  if  practicable, 
be  done  with  the  heads  removed;  if  this  is  not  practicable,  a 
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little  steam  should  be  turned  on  and  the  chips  blown  out  before 
starting.  If  the  indicator-cock  can  be  screwed  directly  into 
the  cylinder,  it  is  an  advantage.  The  indicator  should,  if 
possible,  stand  in  the  vertical  position  when  in  use,  and  one 
should  be  placed  at  each  end  of  the  cylinder,  and  diagrams 
taken  as.  nearly  simultaneously  as  possible.  The  cock  between 
the  indicator  and  the  cylinder  should  be  of  the  full  size  of  the 
pipe,  and  should  be  so  made  that  steam  may  be  at  any  time 
either  turned  on  the  instrument  or  blown  out  into  the  air  to 
clear  the  passages,  and  to  see  that  all  is  right. 

The  Reducing  Motion  is  made  in  many  ways,  and  is  often,  by 
the  ingenious  engineer,  improvi.sed  for  the  occasion.  It  must 
reduce  the  motion  of  the  piston  so  as  to  give  a  correct  throw  at 
the  drum  and  exactly  proportionally  at  every  part  of  the  move- 
ment. 

One  of  the  simplest  and  best  devices  is  the  "Brumbo  Pul- 


ley," Fig.  29.  It  consists  of  a  sector,  A,  vibrating  about  an 
axis,  B,  and  actuated  by  an  arm,  C,  and  a  link,  D;  the  latter 
connected  as  directly  as  possible  with  the  cross-head.     This  may 
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often  bf  accomplished  by  attaching  its  free  end  to  a  set-screw 
on  the  latter.  The  sector  is  usually  of  wood ;  but  if  to  be  per- 
manently  set.  is  sometimes  a  light  frame  of  brass.  The  arm 
and  link  are  usually  of  light  iron  or  steel,  secured  together  with 
nicely  fitted  pins.  The  longer  the  arm  in  proportion  to  the 
stroke  of  engine-piston,  the  truer  the  action  ;  the  proportion  of 
two  to  one  should  be  obtained  if  it  can  be  done. 

The  accompanying  sketch  illustrates  a  neat  device  for  secur- 
ing a  correct  adjustment  of  the  indicator-cord  when  taking  mo- 
lion  (rom  a  simple  suspended  lever.  The 
pin  to  which  the  cord  is  attached  is  set  in  a 
right-angled  piece  of  wood  with  lines  marked 
upon  it  parallel  to  its  lower  edge  and  indi- 
cating the  proper  direction  of  the  cord. 
This  is  secured  on  the  pendent  lever  in 
proper  position,  when  the  latter  hangs  verti- 
cally, the  engine  at  mid-stroke,  and  is  then 
fastened  securely  by  small  screws. 

A  modification  of  the  Brumbo  arrange- 
ment which  the  Author  has  found  to  work 
excellently  well  on  high-speed  engines  is 
illustrated  in  the  next  sketch,  as  designed 
originally  by  Mr.  Sweet,  When  used  under 
the  direction  of  the  Author  in  work  done  at 
the  Sibley  College  of  Cornell  University,  it 
\ra&  constructed  as  follows: 
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The  reducing  mechanism  used  in  connecting  the  indicator- 
barrel  to  the  cross-head  of  the  engine  was  fitted  with  a  very 
firm  connecting  arrangement,  and  with  an  ingenious  detaching 
device.  A  sector  was  constructed  which  was  pivoted  above  the 
cross-head  and  hung  in  the  vertical  plane  above  the  latter,  the 
engine  bein^  horizontal.  The  arc  of  the  sector  carried  a  pair 
of  steel  ribbons,  one  attached  to  each  end,  each  carried  around 
the  arc  and  secured,  at  its  opposite  end,  to  the  end  of  a  bar  fas- 
tened on  the  cross-head,  in  such  manner  that,  the  two  ends  of 
the  ribbons  at  the  cross-head  bar  being  well  secured  and  tight- 
ly drawn  up  by  means  of  screws  placed  conveniently  for  the 
purpose,  all  back-lash  was  prevented,  and  an  absolutely  exact 
synchronism  of  movement  of  indicator-line  and  cross-head  was 
obtained.  A  smaller  sector  at  the  upper  part  of  the  larger  one 
was  the  carrier  of  the  cord,  and  the  combination  was  thus  a  per- 
fect means  of  reproducing  the  motion  of  the  engine  on  the 
smaller  scale  required  in  working  the  paper-barrel  of  the  indi- 
cator. The  "  cord"  was  piano-wire,  a  material  much  less  liable 
to  cause  difficulty  by  stretching  than  any  other  that  was  avail- 
able. Its  free  part  was  kept  taut  by  a  "  spiral "  (helical)  spring, 
attached  beyond  the  point  of  connection  with  the  paper-cylin- 
der. 

The  cord  may  either  be  taken  around  a  groove  in  the  rim 
of  the  sector  or  led  from  a  properly  set  pin  on  its  side.    The  lat- 
ter is  the  more  accurate,  pro- 
vided the  cord  at  half-stroke 
is  led  off  at  right  angles  to  a 
radius  of  the  pulley  passing 
through  thecentreof  the  pin. 
A  "  pantagraph   motion," 
if  well  made,  nicely  adjusted, 
and  properly  attached,  makes 
an    excellent     reducing     ar- 
a  pAfiTAGBArH,  rangement.     This  is  seen  in 

Fig.    32.*      It   consists  of  a 
of  wood  ;  those  marked  B  are  single  strips,  and 


system  of  1( 


i 


ATTACHMEx\'T  OF  INDICATOR.  I63 

lose  marked  A  double  strips.  The  pivot-holes  should  be 
hushed.  The  strip  G  should  be  arranged  so  that  it  may 
he  shifted  in  the  holes  E,  and  bring  a  hitch-pole,  F,  in  a  line 
]»ii3sing  through  pivots  C,  D.  The  end  pivots  C  and  D  should 
have  a  projection  below,  with  the  end  somewhat  pointed.  The 
'engine  cross-head  must  have  a  vertical  hole  in  it  somewhere,  so 
fthat  pivot  C  can  be  dropped  into  it.  A  stake  must  be  set  in  the 
floor  near  the  guides,  having  a  socket  for  the  pivot  D  in  its  top. 
Its  socket  must  be  level  with  the  cross-head  socket,  and  must  be 
directly  opposite  the  former  when  the  latter  is  at  mid-stroke. 
The  indicator-cord  is  hooked  to  the  centre  peg  F,  and  the  cord 

,ould  lead  of!  parallel  with  the  guides 


II  The  next  illustration  shows  the  apparatus  in  place,  and  the 
bdicator  attached.  Various  modifications  of  this  device  are  in 
me,  all  of  which  embody  the  same  principles. 
Fig.  34  shows  another  form  of  pantagraph.  The  working 
rtid,  A.  takes  motion  from  the  cross-hcad,  and  B  is  attached  to 
the  floor.  The  pin.  D,  is  fixed  in  line  between  the  pivot  and 
the  working  end,  and  the  pulleys,  E,  guide  the  cords.* 
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Avoid  the  use  of  long  cords.  U  the  motion  must  be  car- 
ried a  long  distance,  strips  of  wood  may  often  be  arranged 
in  their  place  and  operated  with  direct  connections.     Braided 


inch  in  diameter. 
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linen  cord,  a  little  over  one-sixteenth    of  i 
is  a  suitable  malcriAl. 

The    next   two   engravings  exhibit    Mr.  Thompson's  usual 
methods  of  attachment  for  engines  of  his  own  design  :  A  is  the 


lever.  B  the  connecting  bar,  C  a  strip  of  board  attached  to  the 
cross-head,  D  a  firm  support,  and  E  the  indicator-cord,  which  is 
shown  horizontal.  This  horizontal  direction  allows  the  pivot  a, 
the  cord  pin  b.  and  the  pivot  c  to  be  in  line,  and  when  no  pipe 
fittings  are  used  to  connect  the  instrument,  and  it  consequently 
is  shifted  from  end  to  end  of  the  cylinder,  it  is  correct  for  both 
positions. 

Fig.  36  shows  a  device  that  will  give  a  movement  perfectly 
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;  from  distortion.   The  cord  i«  attaclied  to  the  end  of  a  short 
whicb  slides  freely  in  a  bearing  in  the  carrying-post.  This  bar 


B  connected  to  tlie  lever  LU  by  a  link  AH.      llie  lever  v. 

.0  the  cross-head  at  £  by  a  bar,  DE.   The  pivots  C,  B,  E 

are  in  line  at  all  times ;  and  the  distortions  of  the  movement  of 

the  lever  due  to  the  vibr^ition  of  DE,  will  be  corrected  by  the 

equal  vibration  of  the  link  AB\  since,  CD  :   DE  ::  CA  :  AB. 

I  This,  to  be  correct,  must  be  proportioned  for  the  engine.     The 

Ecord  should  be  nearly  level. 

The  cord  employed  should  be  as  short  as  possible.  If  un- 
avoidably long,  a  fine  wire  uf  steel,  of  iron  piano  wire,  or  of 
lard-drawn  brass  should  be  used.  Braided  cord  is  usually  sup- 
ipUed  by  makers  of  indicators  which  has  been  made  especially 
for  the  purpose  and  well  stretched.  A  hook  on  the  end  of  the 
Sord  attached  to  the  drum  and  a  loop.  Fig.  37,  on  the  adjacent 


aid  of   the   cord   from   the  reducing  motion   afTord   means  of 

idyconnection  and  disconnection.     The  loop  is  adjusted,  be- 

e  hooking  on,  to  just  the  right  length  so  as  to  avoid  liability 

accident    by  maladjustment   when    starting.     The    spring 

chosen  should  usually  be  rated  at  above  one-half  the  maximum 

gauge  reading ;  in  other  words,  so  that  the  maximum  rise  of  the 

pencil  may  not  be  above  two  inches.     The  minor  details  of  op- 
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\  eration  are  always  fully  described   in  the  instructions  supplied 

..+)y  the  maker  of  the  indicator. 
>^^  Mr.  Lync's  method  of  attachment  of  the  indicator  to  the 

X'^       locomotive  is  shown  in  the  accompanying  engraving.* 


In  making  connections,  a  hole  is  drilled  close  to  the  flange 

at  each  end  and  tapped  to  fit  a  J-inch  nipple  (wrought-iron 
pipe).  These  holes  should  be  so  drilled  that  the  piston  may 
not  cover  the  holes  at  the  ends  of  the  stroke.  After  the  holes 
have  been  drilled  and  tapped  (which  may  be  done  without 
removing  the  cylinder  casing  or  back  cover),  two  nipples  hav. 
ing  i-inch  malleable-iron  elbows  upon  the  ends  are  screwed  in 
place.  These  should  be  tightl)'  screwed  up.  and  set  looking 
towards  each  other.  Two  long  nipples,  having  brass  collars 
brazed  upon  one  end,  are  then  cut  of  a  proper  length  to  fill 
the  space  between  the  elbows  and  cock.  Brass  should  be  used 
for  the  collars,  as  solder  will  not  run  through  the  threads  if  the 

*  Am.  Machinisl.  Apr.  i,  iSSa,  p.  1. 
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collars  are  of  iron.  The  end  of  one  of  these  nipples  is  to  be 
cut  in  the  usual  way  and  tightly  screwed  in  place,  while  upon 
the  other  nipple  the  die  is  run  up  ij  inch  for  the  application 
of  a  lock-nut.  It  is  then  screwed  into  the  elbow,  the  three-way 
cock  is  put  in  place,  the  joints  being  made  with  washers  of 
annealed  sheet  copper.  Rubber  and  all  other  fibrous  material 
should  be  avoided  in  mat;ing  these  joints.  The  nipple  having 
the  lock-nut  is  screwed  out  from  the  elbow  until  the  joints  are 
firmly  made  upon  the  cock,  then  the  lock-nut  is  to  be  set  up 
against  the  face  of  the  elbow,  a  few  strands  of  lamp-wick  hav- 
ing previously  been  wound  between  the  two  surfaces  to  avoid 
any  possibility  of  leaks.  The  ends  of  all  the  pipes  should  be 
carefully  rounded  inside  with  a  file,  and  nothing  but  clean  oil 
should  be  used  in  making  the  joints.  If  red  lead  is  used,  the 
operator,  in  taking  the  diagrams,  will  have  the  annoyance 
of  seeing  his  instrument  stick,  and  will  be  obliged  to  remove 
the  piston  frequently  and  pick  the  lead  and  dirt  out  of  the 
instrument. 

The  three-way  cock,  shown  in  the  sketch,  is  of  a  heavy 
pattern.  The  brass  centre  of  the  handle  has  a  wooden  cover- 
ing, which  protects  the  hands  from  being  burned.  The  pas- 
sages are  of  quite  easy  curvature  and  of  large  diameter — 
j*g  inch  in  this  case. 

The  details  of  this  construction  are  seen  in  the  sketches 
herewith  given. 

In  applying  these  devices  to  a  locomotive,  place  the  cross- 
head  at  half-stroke,  attach  the  frame  to  the  guides,  and  set  the 
lever  at  right  angles  to  the  guides  and  screw  up  all  the  nuts, 
being  careful  to  spread  the  blocks  so  that  the  cross-head  will 
not  strike  them.  Adjust  the  lever  vertically,  in  the  following 
manner:  With  a  pair  of  trammels  set  to  the  length  of  the 
lever,  describe  an  arc,  and  draw  a  straight  line  with  the  ends 
touching  the  arc.  Measure  from  the  centre  of  the  line  to  the 
arc,  and  set  the  centre  of  the  lower  pin  in  the  lever  half  this 
distance  below  the  centre  of  the  cross-head,  then  tighten  the 
nut  on  the  upper  pin.     This  will  equalize  the  vibration. 

This  should  all  be  done  beforehand,  and  the  distances  put 
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down  in  a  book  for  reference.  To  prevent  the  cord  front 
getting  out  of  the  groove,  a  wire  loop  should  be  used,  as- 
shown.     This  arrangement  can  be  applied  and  adjusted  with- 
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out  moving  the  engine.  The  indicator-cord  is  short,  and  the 
lever  quite  long.  The  cord  is  best  braided  linen  line,  well 
stretched  and  lightly  waxed.  The  box  bottom  is  9  inches 
bolow  the  beam  by  a  j-Jnch  bolt  through  it  and  the  flag-stand  : 
the  back  is  supported  by  an  iron  bracket  attached  to  the  stud 
in  the  centre  of  the  cylinder-head. 

The  counter  is  attached  to  a  board  bolted  to  the  front 
brace,  as  shown. 

In  applying  an  indicator  to  tht;  steam-chest,  drill  a  hole  in 
the  centre  horizontally  and  vertically :  then  screw  in  a  halMnch 
nipple  and  elbow,  and  set  up  the  indicator  in  line  with  the 
grooved  arc.     The  cord  connection  will  be  very  short. 

Holes  should  be  drilled  in  every  cylinder  while  the  engine  is 
in  the  shop,  and  brass  plugs,  with  hexagon  heads,  screwed  into 
them.  The  cross-heads  should  be  drilled  and  tapped,  so  that 
npon  an  hour's  notice  the  indicator  may  be  attached  without 
the  necessity  of  doing  any  work.  I  n  cold  weather  it  is  desirable 
Tri  erect  a  screen  to  protect  the  operator  from  the  wind. 

1  he  method  of  attachment  found,  on  the  whole,  most 
lonvenient,  in  the  work  of  the  Author  on  vertical  marine 
'  ngines,  is  that  shown  in  Figs.  40  and  41.*  This  apparatus 
i.i-i  designed  for  the  Author  by  Mr,  Lyne,  and  used  on  the 
-team-yacht  "  Namouna,"  while  preparing  to  make  some 
improvements.  The  engines  are  of  the  compound  "tandem" 
type,  their  cranks  at  right  angles.  The  high-pressure  cylinders- 
art-  22  inches  in  diameter  and  placed  above  the  low-pressure 
cylinders,  which  arc  42  inches  in  diameter  with  a  stroke  of  28 
inches.  The  propeller  has  four  blades  and  a  pitch  of  iS  feet ; 
the  boiler-pressure  is  80  or  85  pounds  per  square  inch  ;  the  en- 
gines  make  from  80  to  85  revolutions  per  minute.  At  A  is 
the  higli-prc'issure  cylinder;  the  low-pressure  at  5;  while  C  is 
the  frame,  £  the  guides,  D  one  of  the  columns  supporting  the 
engine.  A  wrought-lron  arm,  G,  is  bolted  to  the  pin  on  the  cross- 
bead  A.  This  arm  had  a  rectangular  end  for  the  slide  A".  The 
arm  (7  was  at  right  angles  to  the  guides,  and,  by  the  aid  of 
a  steel  steady  pin.  can  be  readily  removed  and  replaced,  the 
"Am.  Machiniii,   Aug.  19,  iSEa,  p.  3. 
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hole  for  the  pin  being  reaiB 
tapering  and  the  body  of  t 
boll  fining  the  hole.  The  piw 
cipal  object  in  making 
arm  so  long  was  to  use  a  levl^ 
//,  40  inches  long.  Errors  a 
less  with  a  long  lever  than  wid 
a  short  one.  The  lever  was  a 
taclied  to  a  thimble,  P,  andl 
pin  or  feather  inserted  to  avojj 
possibility  of  the  lever  cliani 
ing  its  position.  A  collai 
was  fitted  to  the  column  . 
by  being  bored  with  a  pied 
of  iron  ^  inch  thick  i 
joint,  so  that,  after  the  colt 
was  finished  and  this 
moved,  the  collar  would  gri 
the  column, 

A   segment,  J,  was  bon 
to   fit  upon  the  thimble  P  x 
plan,  and    to  the    cross-head 
T  is  the  slide,  Q  the  collar  at| 
tached  to  the  column,  and  . 
the  thimble  with  grooved  s 
ment.    N.  0  are  the  positioni^ 
in  plan  of    the  two  indicators 
L.Af. 

The  pipes  were  all  of  brass, 
and  neatly  finished.  The 
cords  run  directly  to  the  indi- 
cators, and  no  guide-pulleys 
arc  used.  The  grooved  seg- 
ment has  a  radius  to  give  a 
diagram  ^  inches  long. 

The  advantages  are  as  fol- 
lows :  It  may  be  run  constantly 
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with  but  little  wear,  as  the  wearing  surfaces  are  all  large,  and 
it  is  always  ready  for  use.  It  is  simple  and  easily  made,  and 
diagrams  may  be  taken  in  a  heavy  sea  with  as  great  accuracy 
as  in  smooth  water,  as  there  are  no  guide-pulleys  attached 
to  the  woodwork  of  the  vessel. 

Two  cords  for  working  the  indicators  are  attached  to  the 
grooved  segment  y,  by  passing  the  end  of  each  through  a  hole 
at  each  side  of  the  groove,  as  shown  3it  a  a  a  in  plan,  and  knot- 
ting the  ends. 

The  steam-pipes  to  the  indicators  are  f  inch  in  diameter. 

The  experience  of  the  Author  with  this  arrangement  was 
thoroughly  satisfactory.  It  is  somewhat  costly,  in  compari- 
son with  less  perfect  devices ;  but  its  operation  is  so  effective 
as  to  fully  compensate  that  disadvantage  where,  as  in  this 
case,  it  is  intended  to  be  a  permanent  attachment,  and  kept 
ready  for  daily  use. 

The  working  drawings  of  the  details  of  this  attachment  are 
presented  in  the  next  figure. 

A  is  the  lever,  B  the  composition  sleeve,  upon  which  is  fitted 
the  segment  C.  The  bearing  D  is  turned  down  in  the  middle 
to  form  an  oil-chamber.  The  bearing  D  is  screwed  into  the 
collar  /T.  The  screws  for  holding  this  collar  together  are  oper- 
ated by  a  screw-driver.  The  slide  F  is  made  of  composition, 
having  a  gib  to  take  up  the  lost  motion.  No  set-screw  is  used, 
as  it  is  safer  to  insert  a  liner  on  top  of  the  gib. 

The  piny  is  attached  to  the  slide  7% and  forms  a  journal  for 
the  lever.  The  thimble  /  is  fitted  to  the  pin  /.  GH  shows 
the  arm  bolted  to  the  cross-head. 

The  following  are  the  details  of  proportioning  several  simple 
indicator-motions  devised  and  described  by  Mr.  Nystrom.* 

Fig.  42  represents  one  of  these  indicator-motions ;  though 
not  absolutely  correct,  the  error  is  insensible.  It  consists  of  a 
horizontal  lever,  Z,  with  its  fulcrum  at  C,  and  the  other  end 
attached  to  the  pendulum  /*,  the  lower  end  of  which  is  attached 
to  the  cross-head.  The  fulcrum  C  should,  as  advised  by  its 
designer,   be   placed  near  the  indicator  /,  so  as  to  make  the 

♦  Mechanics,  June  1883. 
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lever  L  of  nearly  the  same  length  as  that  of  the  cord  conr 
ing  the  indicator  with  the  pendulum.  The  error  on  the  i 
will  then  be  the  difference  of  the  versed-sines  of  half  the  an 


it; 


formed  by  the  motions  of  the  lever  "and  cord.  All  li 
dimensions  in  the  following  analysis  are  to  be  expresse< 
inches. 

L  =  length  of  the  lever  ; 
/  =  length  of  the  cord  from  the  indicator  to  the  ver 

position  of  the  pendulum; 
P  =  length  of  the  pendulum  ; 
s  =  half  the  stroke  of  the  steam-piston ; 
0  =  angle  moved  by  the  lever  L ; 
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iff  =  angle  moved  by  the  cord ; 
d  =  diflferential ; 

V  =  half  the  angle  of  the  pendulum  motion  ; 
e  =  vertical  motion  of  the  joint  of  the  pendulum  and  lever. 

^  =  P  -  VP'-s'. 
Example. — The  pendulum  P  =  36,  and  j  =  12  inches.   Re- 
quired the  motion  of  the  joint. 

^  =  36  —  ^i&  —  1 2*  =  2.0588  inches. 
Half  of  this  motion  will  then  be  1.0294  inches. 
Assume  the  lever  i  =  48  inches,  and  half  the  angle  0  will 

then  be 

1.0204 

sin  \<t>  = ^  =  0.021445  =  sin  1°  13'  40'^ 

40 

The  versed-sine  for  this  angle  is  0.00023  X  48  =  o.oii  of  an 

inch. 

k  =  35.5  inches  vertical  mean  height  of  the  cord  above  the 

direction  of  the  stroke  s ;  then  the  versed-sine  will  be  reduced 

A         O.OII  X  31-5  ^  .    r       -1. 

to  -^,  or ;7^ =  0.009625  of  an  inch. 


36 


c 

o 


Fig.  4a. — Indicator-motion. 

The  vertical  motion  of  the  cord  at  the  pendulum  will  be 

— ^ —  =  1.8014S  inches,  of  which  one-half  =  0.900725. 

Half  the  angle  of  the  cord  will  then  be 

0.00072; 
sin  i0'  =    ^'      =0.00187765  =  sin  1°  4'  30''. 

/  =  54  inches. 
The  versed-sine  for  this  angle  is  0.00017  X  54  -=  0.00918  of 
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an  inch.     The  error  on  the  card  caused  by  thisindicator-mdtS 

will  then  be  0.009625  —  0.00918  =  0.000445  <^f  an  incK 

error  is  too  small  for  detection  on  the  indicator-card,  but  it  c 

be  removed  entirelyby  placing  the  fulcrum  Cat  C  on  the  otlri 

side  of  the  indicator.     Fig.  42  can  therefore  be  considered  J 

reliable  indicator-motion. 

The  letters  F  and  B  represent  the  position  of  the  pendulum 

when  the  piston  is  at  the  front  or  back  of  the  cylinder. 

Fig.  43   represents  another  of  these  indicator-motions  for 

the  locomotive.  It  is  similar  to  that  of  Fig.  42,  except  that  the 
lever  L  is  placed  at  the 
other  side  of  the  pendulum, 
as  a  matter  of  convenience. 
There  were  two  cylinders 
to  be  indicated  simulta- 
neously, for  which  purpose 
horns,  ab.  Fig,  44,  were 
fixed  on  the  pendulum  from 
which  cords  were  led.  The 
pendulum  was  of  steel,  2 
Fig.  43— Im-icatob-motion.  inches  Wide  by  f  inch  thick. 

and  the  pivot-holes  were  i  inch.     The  ends  of  the  pendulum 

were  made  3  inches  in  diameter  for  the  purpose  of  making  it 

firm  against  uneven  action  on  the  horns,  which  v 

diameter  at  the  pendulum  and  tapering  to  i 

inch   at   the   eyes.     This   made   a   very  rigid 

system,   which  worked  well.     The  fulcrum   C 

for  the  lever  L  was  fixed  on  the  foot-board  of 

the  locomotive.     The  pendulum  was  36  inches, 

lever  24  inches;  and  stroke  of  steam-piston  24 

inches,  stroke  of  card  3  inches.      The  cakula- 

tion  for  error  is  the  same   as  that   for   Fig.  42. 

except  that  the  versed-sine  of  the  cord  must  be 

added  to  that  of  the  lever  i.     The  error  so 

obtained  was  0.018,  which,  divided  at  each  end 

of  the  card,  makes  it  0.009.     This  error  exists 

at  i  from  each  end  of  the  card,  positive  at  one  end  and  nq 


;  J  inch  in 
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tive  on  the  other ;  but  when  cards  arc  taken  from  both  ends  of 
the  cylinder  the  errors  compensate. 

The  angle  v  of  the  pendulum  at  the  ends  of  the  stroke  is 


\  =  0.3333  =  sin  19°  28'. 


The  indicator-motion,  as  represented  by  Figs.  45,  46,  and 
47,  is  a  defective  indicator-motion. 

Fig.  45  exhibits  the  characteristics  of  link  indicator-motions. 
The  cross-head  moves  in  the  direction  of  the  dotted  line  FB; 
the  link/,  is  made  very  short  in  proportion  to  the  length  of  the 
pendulum  P,  for  the  purpose  of  better  illustrating  the  motion. 
The  different  positions  of  the  link  and  pendulum  are  num- 
jjcred  1,  2,  3,  etc.,  of  which  in  the  first  position  the  link  and  the 


pendulum  are  in  a  straight  line;  the  cross-head  is  stationary 
while  the  pendulum  moves.  The  line  Cc  is  the  vertical  posi- 
tion of  the  pendulum.  The  point  on  the  vertical  Cc,  where 
the  direction  of  the  link  crosses,  shows  the  motions  of  the  cross- 
head  and  of  the  pendulum ;  the  motion  of  cross-head  is  to 
pendulum    as    Ca   is   to  Cc.      In    the  fifth   position   the   link 
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crosses  the  vertical  at  c\  the  motions   of  the  pendulum  i 
cross-head  are  alike.     In   the   eighth   position  the  line  of  t 
link  crosses  the  vertical  at  i;  the  motion  of  cross-head  is  to" 
pendulum  as  Ci  is  to  Cc 

On  the  right  side  of  the  vertical  the  pendulum  moves  fasti-] 
than  the  cross-head,  and  on  the  left  side  the  cross-head  movL-. 
the  faster.  When  the  link  is  less  than  half  the  length  of  ih.. 
pendulum,  the  latter  should  move  over  a  much  smaller  anijl'. 
on  the  link  side  than  on  the  other  side  of  the  vertical.  The. 
motion  of  the  pendulum  transmitted  to  the  indicator  bj-  .i 
circle-sector,  h,  ti,  k,  will  make  the  cord  move  too  fast  at  tiit- 
cnds  of  the  stroke.  A  sector  should  not  be  circular,  but  of 
the  form  e,  «,  d,  for  the  proportion  of  link  and  pendulum 
shown  in  Fig.  45  ;  then. 


C.  1. 

C.  «. 

=  C,  a. 

C, 

c, 

C,d. 

C.  n. 

=  C,  b. 

c. 

c. 

C,  t. 

C.d, 

=  C.a. 

c, 

b. 

The  indicator-cord  fixed  on  the  pendulum,  without  a  sector, 
will  move  too  fast  on  the  link  side  and  too  slow  on  the  other 
side  at  the  end  of  stroke.  The  cord  should  be  fixed  at  o,  on 
the  link  side  of  the  vertical,  and  so  that 


c. 

f. 

C.  n. 

=  C. 

«. 

C, 

c, 

c. 

g- 

C,  n. 

=  c. 

b. 

C. 

c. 

c. 

f. 

e.g. 

=  c. 

a. 

:  C. 

b. 

When  the  cord  is  attached  to  the  sector  h.  n,  k,  or,  to  the  ] 
diilum  at  n,  the  pendulum  should  make  a  smaller  angle  on  t)^ 
link  side  and  a  greater  angle  on  the  other  side,  but  it  will  \ 


M 


,ke  a  true  card  in  any  c 
Fig.  46  represents  a  motion  very  much  used.     The  din 


tion  of  motion  from  the  cross-head  bisects  the  versed-s 
the  angle  made  by  the  pendulum,  and  the  angles  v  a 
on  both  sides  of  the  vertical. 


^H  the  angle  mi 

^H  on  both  sides 
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V 

r^^^jjj^^-^^ 
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Here, 

/*  =  i8  inches; 
Zr  =  8  inches ; 
£*  =  4  inches ; 
A  =  17J  inches; 
V  =  26°  23' ; 
5  =  16  inches; 
Ca  =  15*05  inches. 
From  these  data  we  find  that 
the  indicator  will  move  14  per 
cent,  faster  at  the  back  than  at--^^^ 
the  front  end  of  stroke.  Fig.  46.-^Indicator-motion. 

Lengthening  the  Hnk,  correct  the  defect  in  part,  and  the 
motion  would  make  a  tolerably  correct  card.  v  ^  ^r  -..     y- 

Fig.  47  represents  a  motion  in  which  ^^ 

P  =  48^5^  inches,  length  of  pendulum  ;  ^  - 

L  =  34|^  inches,  length  of  link ; 
A  =  38  inches,  height  of  fulcrum ; 
V  =  30°,  half  angle  of  motion  ; 
^  =  48  inches,  stroke  of  piston ; 
Ca  =  44^  inches ; 
Cd  =  39  inches. 


siA. 


'll- 


'Jcosv  f  li...vU'(^ 


Fig.  47. — Indicator-motion. 

The  indicator  would  move  nearly  14  per  cent,  faster  at  the 
front  than   at  the  back  end  of  stroke.      The  link  should    be 


i 
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made  29  inches  loag,  to  make  the  angli 
on  the  link  than  < 


-il  motion  greater 
the  other  side  the 
vertical.     The  motion  would  then  pro- 
duce a  better  card. 

Slot  motions  for  Indicators  have 
been  tried,  and  abandoned. 

Fig.  48  represents  a  motion  in 
which  the  cord  is  moved  by  a  circle- 
sector. 

The  slot-pin  is  fixed  in  the  cross- 
'—  head  of  the  engine,  and  the  problem 
is  to  find  the  relative  motion  of  pin 
Fi«. 48.-SU.T iHDi^TOR-MonoK.  jq  ^\q^  (,„  ^hc  area*.  The  height  JP 
of  the  fulcrum  is  constant. 

P  =  distance  from  the  fulcrum  to  any  position  of  the  slot- 
pin: 
5  =  half  the  stroke  of  the  steam-piston ; 
a  =  half  the  length  of  the  arc  ai. 
R  sin  7' 


iDifierentiatc  this  formula,  and  t 
cosii5  sini^ 


e  have 

sin  ■$  cosv' 


tf  tan 


(sin'  -f  cos')  6 


S  tan  =  — r, 

cos 

and  Sa  =  cos'  rf  tan. 

The  differential  of  the  tangent  is  the  differential  notion  of 
the  pin,  which  we  may  take  as  unit, 
rfd  =  cos'. 

The  motion  of  pin  is  to  arc  motion  as  i  :  cos'. 

If  radius  ^  =  36  inches,  and  j  =:  15  inches,  v  will  be 

tan  v=  -j^=  ,^  =  0.41666  =  tan  32"  3?  . 
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The  cosine  for  this  angle  is  0.9231. 

The  square  0,9231'  =  0.8521,  and  when  the  motion  of  the 
pin  is  I,  near  the  end  of  the  stroke,  that  in  the  arc  at  a 
will  be  0.85,  15  per  cent,  too  slow. 

The  error  may  be  corrected  by  converting  the  sector 
into  a  triangle,  as  shown  by  the  dotted  _ 

line. 

Fig.  49  represents  a  motion  in  which 

the  cord  is  fixed  without  a  sector.     In 

this  case  S  sin  must  be  inserted  for  &a  \ 

then 

6  sin  =cos  Sa. 

(Ssin 
6a  =- . 

cos 

Insert  this  for  6a,  and  we  have 


,  or  d  sm  =  cos  . 


Fig.  19-— Slot  MortoH. 


The  motion  of  pin  is  to  cord  as  i  :  cos'.  Let  R  ==  36, 
i  =  15,  V  ^  22°  37'  and  cos  i'  =  a923i;  0,9231' =  0.7865. 
When  the  motion  of  the  pin  is  1.  near  the  end  of  the  stroke, 
that  of  the  cord  will  be  then  2 1  per  cent  too  slow.  Slot  motions 
distort  the  card  at  the  ends  of  stroke,  where  greatest  accuracy 
is  required  for  exhibiting  the  method  of  distribution  of  steam. 

56.  Precautions  essential  to  the  successful  employment  of 
the  indicator  have  been  already  detailed  at  some  length ;  briefly 
summarized,  they  are:  (i)  Make  sure  of  accuracy  of  construc- 
tion of  the  instrument  in  its  dimensions  and  fitting ;  (2)  Secure 
exactness  in  scale  of  the  spring  employed,  not  when  cold,  but 
when  hot  and  in  use;  (3)  Demand  the  utmost  lightness  and 
stiffness  of  moving  parts;  (4)  Seethe  spring  in  the  paper-drum 
correctly  adjusted  to  the  speed  of  the  engine;  (5)  See  that  the 
instrument  is  well  lubricated,  and  with  the  best  of  light  oils,  and 
that  it  works  freely  and  without  friction ;  (6)  Make  the  steam- 
connections  short,  straight,  and  large;  (7)  Use  a  short  cord,. 
and  substitute  wire  where  any  considerable  length  is  necessary ; 
(8)  See   that  the  reducing  motion  is  perfectly  accurate,  free 
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from  lost  motion,  and  both  strong  and  light ;  (9)  In  taking  the 
diagrams,  see  the  steam-cock  opened  full,  the  indicator  well 
heated  up,  the  steam  condensed  in  the  connections  completely 
blown  out,  and  the  touch  of  the  pencil  on  the  paper  as  light  as 
is  consistent  with  making  perfectly  legible  diagrams. 

Every  maker  gives  detailed  instructions  for  care  of  the  in- 
:strument  and  for  its  dissection  and  assemblage.  The  principal 
points  are  the  following,  details  varying  with  the  style  of  the 
indicator: 

Before  using  any  indicator,  take  it  apart,  clean,  and  oil 
it.  Try  each  part  separately.  See  if  it  works  smoothly;  if 
so,  put  it  together  without  the  spring.  Lift  the  pencil  lever, 
-and  let  it  fall :  if  perfectly  free,  put  in  the  spring,  and  connect. 
Give  it  steam,  but  do  not  attempt  to  take  a  card  until  it  blows 
dry  steam  through  the  relief  openings.  If  the  oil  from  the  en- 
gine gums  the  indicator,  take  it  off  and  clean  it. 

Never  use  red  or  white  lead  in  connecting,  as  it  is  liable  to 
get  into  the  instrument.  Attach  the  indicator  to  the  cock  by 
■coupling  the  differential  threads  of  the  indicator  shank  and 
cock.  The  lighter  the  spring  used,  the  higher  will  be  the  dia- 
gram produced,  and  the  more  accurate  the  measurements  ob- 
tained ;  in  selecting  a  spring,  choose  one  to  give  diagram  about 
two  inches  high. 

After  the  desired  number  of  diagrams  have  been  taken,  re- 
move the  piston,  spring,  etc.,  from  the  indicator,  while  it  is  still 
upon  the  cylinder:  allow  the  steam  to  blow  for  a  moment 
through  the  indicator  cylinder ;  then  examine  piston,  spring,  and 
all  movable  parts,  which  must  be  thoroughly  wiped,  oiled,  and 
cleaned.  Particular  attention  should  be  paid  to  the  springs, 
as  their  accuracy  will  be  impaired  if  they  are  allowed  to  rust ; 
and  great  care  should  be  exercised  that  no  gritty  substance  be 
introduced,  to  cut  the  cylinder  or  the  piston.  The  springs 
should  not  be  left  in  the  indicator.  The  pencils  can  be  best 
sharpened  with  a  fine  file. 

Each  blank  indicator-card  usually  has  printed  on  its  back  a 
set  of  data  to  be  filled  out,  such,  for  example,  as  the  following. 
The  number  and  character  of  these  items  differ  in  the  practice 
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of   different   engineers ;   but    the   more   important   are   never 
omitted. 


Daie 

Diagram  from Engine. 

Diameter  of  Cylinder  and  Area 

"   Rod  and  Area 

Length  of  Stroke  

Clearance    and 

Revolutions  per  Minute 

Piston  Speed    

Pressure  of  Steam,  in  lbs.,  in  Boiler. ., 

Point  of  Cut-off   

Position  of  Throttle-valve 

Vacuum  per  Gauge,  in  inches   

Temperature  of  Hot-well   , 

"  *•  Injection 

Scale  of  Spring M.  E.  P... 

Diameter  of  Peed-pipe 

**  Exhaust-pipe 

Valves 
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Kind  of  Engine 

End No 

Built  by H.  P.  Factor. . . . 

Initial  Pressure I.  HP.... 

Brake  H.  P 

Barometer  reads 

Thermometer 


Observer. 


Remarks. 


T|Tie  Author  has  used  the  next  form  many  years.     It  is  am- 
ply  complete  for  most  cases;  indeed  is  rarely  entirely  filled  out. 


Time  .......Pa** 

R.  H.  THURSTON, 

Consulting  Enginber. 

Build 
Kind 

Temi 

Wate 
Coal 

i 

r>iam   of  C  vlioder 

ler  of  Eng.  X 

Lencrth  of  Stroke 

of  Valve  Motion 

Revolution  per  min 

*rnrf  d  r\i  Piston      .    ...... 

Owner  0/  Engine  : 

•*  Steam-valves  . .  .   

**    Exhaust-valves 

Diam    PiatAn-rod      

*'   Condenser 

Area  Steam-i>ort  ^   r *  -  r  -  - 

Kind  0/  Work  Driven  by 
Engine  : 

"   Heater 

"     Exhaust-port 

•'   Boiler 

*'  Fuel  

Port           ••         

jcrature  of  Feed-water 

HaiIat  T^^  a^Mlirf 

Remark*  : 

••  Hot-well 

Initial       "         

T  per  hour 

• 
M .  E  Pressure  .«-• 

Barometer 

it      it 
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INDICATOR-DIAGRAMS  INTERPRETED. 


57.  Indicator-diagrams  taken  under  proper  condittot 
and  with  good  instruments  are  diagrams  of  energy  on  whic 
the  ordinates  measure  the  varying  pressures  in  the  cylindef 
corresponding  to  the  positions  of  the  piston  as  measured  oi 
by  the  simultaneous  abscissas  of  the  diagram  ;  while  the  arei 
represents  the  work  done  by  the  steam  on  the  piston  of  1 
engine.  The  forms  and  relations  of  the  several  Unes  of  whid 
the  diagram  is  composed  reveal  the  method  of  action  of  th 
valves  and  the  effectiveness  of  the  pipes  and  passages  as  coi^ 
duits  for  the  entering  and  the  exhausted  steam.  The  correc 
interpretation  of  the  diagram  thus  becomes  an  exceedingi; 
important  matter. 

58.  The  Typical  Diagram  and  its  Nomenclature,  : 
suming  the  indicator  applied  to  the  steam-engine,  are  as  1 
low. 

The  curves  described  on  the  indicator-cards  of  engine 
present  many  differences  as  to  the  mode  in  which  pressure  an( 
volume  vary,  and  their  figures  cannot  be  expressed  by  anj 
mathematical  formula;  since  it  is  impossible  to  separate  thosi 
irregularities  which  arise  from  fluctuations  in  the  pressure  o| 
the  steam  from  those  which  arise  from  the  friction  and  inertia 
of  the  moving  parts  of  the  indicator,  and  also  because  the  law 
of  such  changes  as  actually  take  place  in  the  cylinder  of  the 
engine  is  not  precisely  known. 

An  approximate  foim  of  diagram  is  therefore  taken  i 
theoretical  treatment,  which  diagram  is  approached  more  ah<? 
more  closely  as  the  machine  is  improved.  Fig.  {o  is  such 
a  diagram.     AB  represents  the  volume  of  the  mass  of  steam: 
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(hen  admitted  into  the  cylinder.  TW^  first  assumption  is  that 
:  pressure  of  the  steam  remains  constant  during  admission, 
so  that  AB  is  a  line  parallel  to  OX,  and  the  pressure  is  repre- 
sented by  OA  =  GB.  The  second 
assumption  consists  in  assigning  to  the 
curve  BC  one  or  other  of  two  definite  A  — 
forms: 

(I)    When    the    cylinder   has   no   , 
steam-jacket,  the   steam    is   assumed   f 
to  expand  without  receiving  or  giving 
out  heat;  so  that  BC  is  an  adiabatic 
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(11)  When  there  is  a  steam-jacket,  it  is  assumed  that  the 
heat  communicated  by  means  of  that  jacket  is  just  sufficient 
to  prevent  any  appreciable  part  of  the  steam  from  becoming 
liquid ;  so  that  BC  is  a  curve  of  pressures  and  volumes  of  satu- 
rated steam. 

The  real  diagram  of  the  ordinary  engine  is  of  somewhat 
different  form.  The  next  figure  illustrates  these  differences. 
The  accepted  nomenclature  is  as  follows: 
I  The  admission  line  AB  is  produced  by  steam  on  admis- 
ksion.  Its  normal  direction  is  vertical,  or  nearly  so,  as  it  is 
traced  while  the  crank  is  passing  its  dead-centres.  Leaning 
outward  indicates  lead.  With  no  lead  it  would  lean  inwards, 
as  sometimes  with  condensing  engines. 

The  steam  line  BC  is  traced  after  the  piston  has  commenced 

J  its  stroke.     Its   proper   direction   is   horizontal  at  a  pressure 

I  nearly  equal  to  that  in  the  boiler ;  but  this  can  only  be  ap- 

I  proximated  with  such  openings  that  the  maximum  velocity  of 

j  flow  will  not   exceed  about    100  feet  per  second.     But   with 

r  throttling-engine  diagrams  the  steam  line  inclines  downwards. 

The  point  of  cut-off  C  is  the  point  where  the  entering  steam 

I  is  cut  off.     It  is  usually  anticipated  by  a  fall  of  pressure,  which 

''"is  less  as  the  valve  closes  more  promptly.     With  some  engines, 

having  multiported  gridiron  valves  with  detachable  valve-gear, 

this  fall  of  pressure  is  not  appreciable,  and  the  point  of  cut-ofi 

is  welt  defined. 
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When  the  instrument  has  been  in  good  working  order,  the 
cut-off  may  be  located  at  the  point  of  contrary  flexure. 

The  expansion  line  CD  begins  at  cut-off  and  terminates 
at  exhaust. 

The  point  of  exhaust  D  is  where  exhaust  begins  ;  the  ex- 
pansion  curve  there  ends  and  the  pressure  begins  to  fall  rapidly. 

The  exhaust  line  DE  is  traced  while  the  steam  is  escap- 
ing. When  it  occupies  a  considerable  part  of  the  return 
stroke,  or  nearly  all,  it  indicates  a  cramped  exhaust  opening. 

The  back-pressure  line  EF  represents  the  pressure  in  the 


cylinder  during  the  return  stroke.  With  non-condensing  en- 
gines the  position  of  this  line  is  somewhat  above  atmospheric 
pressure.  With  condensing  engines  it  indicates  a  pressure 
somewhat  in  excess  of  that  in  the  condenser. 

The  point  of  exhaust  closure  F'x'i  anticipated  by  a  rise  of 
pressure  ;  the  eye  may  locate  it  very  exactly. 

The  compression  curve  FA  exhibits  the  method  and  ex- 
tent of  variation  of  pressure  after  the  exhaust-valve  closes. 

The  atmospheric  line  GG  locates  the  position  of  equilib- 
rium of  the  piston  of  the  indicator  before  steam  is  introduced. 

The  vacuum  line  HH  is  drawn  parallel  with  the  atmos- 
pheric line  at  such  a  distance  below  It  as  will  measure  the 
pressure  o(  the  atmosphere.  It  is  generally  placed  14.7  lbs. 
below  the  atmospheric  line.     When  a  barometer  can  be  con- 
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^■uUetl,  its  reading  in  inches,  divided  by  2,  wiU  give   approxi- 
iiiatcly  the  atmospheric  pressure. 

The  next  figure  illustrates  the  form  of  the  diagram  obtained 
fn:>m  an  explosive  gas-engine  of  the  Otto  type.  The  three 
lints,  ABC,  arc  the  result  of  three  successive  explosions  with 
varying  rates  of  combustion,  A   indicating  rapid,  and  C  show- 


iig  slow,  connbustion;  neither  representing  a  true  explosion, 
which  would  have  given  an  initial  line  above  A,  and  vertical. 
Here  the  mixture  of  gases  with  air  enters  on  the  induction- 


stroke  IH\  compression  occurs  on  the  return  of  the  piston, 
HK;  explosion  follows  and  a  second  out-stroke,  KFG\  ex- 
haust takes  place  at  G :  and  expulsion  of  the  charge  of  non- 
congunied  gases  takes  place  on  the  second  return-stroke,  HI, 
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The  indicator-diagram,  although  generallyassumed  to  repre- 
sent  the  variation  of  the  effort  on  the  piston  of  the  engine  at 
each  half-revolution,  really  exhibits  only  one  part  of  that  action 
at  any  given  instant.  The  line  ABCF,  Fig.  53,  exhibits  the 
effort  of  the  steam  during  the  forward  stroke  ;  but  that  effort  is 
partly  equilibrated  by  the  back-pressure  and  the  compression  on 
the  opposite  side.  If  these  are  represented  by  the  line  DCE,  it 
is  evident  that  the  real  variations  of  net  effort  are  exhibited  by 
the  space  ABCD  and  by  CEF;  the  former  being  positive,  the 
latter  negative.  It  is  thus  necessary  to  combine  parts  of  two 
opposite  simultaneous  diagrams  to  ascertain  the  real  pressures 
transmitted  from  the  piston. 

59.  The  Causes  of  Modified  Forms  of  Diagram  are 
usually  simple  and  easily  traced.  The  actual  form  of  the  dia- 
gram differs  from  the  ideal  form,  as  just  described,  in  con- 
sequence of  the  occurrence  of  a  number  of  conditions  which 
are  usually  more  or  less  objectionable.  These  conditions  are 
classed  thus: 

Causes  which  affect  the  power  of  the  engine,  as  well  as  the 
figure  of  the  diagram  : 

(1)  Wire-drawing  in  taking  steam  and  at  cut-off. 
(3)  Clearance  in  the  cylinder  and  passages. 

(3)  Compression,  or  cushioning. 

(4)  Pre-release. 

(5)  Conduction  of  heat  by  the  metal  of  the  cylinder. 

(6)  Liquid  water  present  in  the  cylinder. 
Causes  which  affect  the  figure  of  the  diagram  only: 

(7)  Undulations  in  the  motion  of  the  pencil. 

(8)  Friction  of  the  indicator. 

(9)  Position  of  the  indicator. 

In  the  accompanying  sketch,  in  which  the  ideal  and  a  modi- 
fied form  are  compared,  it  Js  easy  to  trace  some  of  the  causes 
of  difference. 

At  A  the  pressure  of  steam  is  usually  a  maximum.  Should 
the  induction  occur  at  the  right  time  and  in  the  right  way,  the 
cylinder  will  be  full  of  steam  at  the  instant  of  forward  move- 
ment of  the  piston ;  should  the  valve  open  late,  A  will  be  found 
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nearer  B,  and  the  line  KA  will  be  inclined  toward  the  right ; 
early  opening  of  the  induction-port  will  produce  a  line  starting 
nearer  M,  and  terminating  at  A  as  at  first.  If  the  pressure  is 
not  well  sustained,  AB  will  fall  toward  B%  and  if  the  cut-off 
does  not  take  place  promptly,  the  corner  at  B  will  be  rounded 
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off,  as  from  H  to  G.  At  the  end  C,  of  the  expansion-line, 
similarly,  early  opening  of  exhaust  will  give  QRS  or  PI\ 
late  opening  may  give  CM,  and  the  exhaust-line  and  back- 
pressure line  may  become  confounded.  Early  closing  of  the 
exhaust-valve  may  produce  a  compression-line,  MA.  In  all 
well-designed  and  properly  adjusted  steam-engines,  this  com- 
pression, as  well  as  the  expansion,  will  be  so  arranged  as  to 
utilize  to  best  advantage  the  available  heat-energy  of  the  fluid. 
Some  of  these  modifications  of  the  ideal  diagram  are,  there- 
fore, due  to  practical  conditions  which  dictate  them.  Thus, 
as  the  steam-ports  are  now  made,  in  high-speed  engines  partic 
ulariy,  it  is  impossible  to  secure  instantaneously,  on  opening 
them,  the  full  pressure  of  steam  in  the  cylinder:  they  are 
therefore  given  "lead" — ^opened  in  advance.  The  same  cause 
usually  retards  the  inflow  of  the  steam  up  to  the  point  of  cut- 
off, and  thus  produces  a  fall  of  pressure  along  the  steam-line. 
Similarly,  to  meet  the  disadvantages  inherent  in  the  inertia  of 
the  fluid,  as  well  as  that  of  practically  limited  port-area,  pre- 
release of  the  exhaust-steam  is  customary.  The  slower  the 
action  of  the  expansion-valves  and  of  the  exhaust-valves,  the 
more  are  the  sharp  corners  of  the  ideal  diagram  rounded  off  in 
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the  real  indicator-card.  This  action  is  called  "  wire-drawing" 
the  steam.  Where  the  corner  at  cut-off  is  obscured  in  this  way, 
the  real  point  of  cut-off  may  be  approximately  determined  by 
carrying  out  the  lines  AH  and  PG  to  their  intersection  at  B, 
which  is  taken  at  the  point  required.  This  has  been  called  the 
point  of  virtual,  or  effective,  cut-off.* 

Wavy  lines  indicate  a  defect  in  the  indicator,  or  its  inappli- 
cability at  such  speeds  of  engine.  They  do  not  always  give  rise, 
however,  to  inaccurate  computations.  Broken  and  irregular 
lines  indicate  the  presence  of  grit  in  the  instrument. 

The  accompanying  fac-similes  of  cards  taken  from  a  "high- 
speed" engine  well  illustrate  the  method  of  variation  of  the 
diagram,  with  loads  varying  from  overload  to  simple  friction 
of  engine. 


The  data  relating  to  this  case  are  as  follow: 
Diameter  of  cylinder      ...      =8" 

Stroke  of  piston =  lo" 

Scale,  60  lbs.  to  1  inch. 


Revolutions 


:  340  per  mmute. 


'RanlEine,  Sleam- engine,  p.  41B. 
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Weight  of  reciprocating  parts  =152  lbs. 

Connecting-rod  length   ...  =6  cranks 

Maximum  valve  travel  .    .     .  =  2f " 

lead =i" 

"         port-opening     .     .  =  i'' 

Clearance,  each  end,      ...  =11^ 

Maximum,  crank  end,  j  ??•  ^'  ^^  =  ^''^  '^«- 

I  H.  P.      =  53.76 

"  front     "      i  M.  E.  P.  =  69  lbs. 

(  H.  P.       =  60.03 


i% 


^^^^  (  M.E.P.  =  65.40  lbs. 

mean,         ■<  •'  ^ 


H.  P.      =  56.89 
Average  initial  pressures   .     .      =80  lbs. 
60.  The   Interpretation  of   Diagrams  is  usually  easily 
effected,  and  by  means  of  this  "  engineer's  stethoscope"  it  be- 
comes possible  to  ascertain  the  nature  and  cause  of  almost  every 
defect  in  the  distribution  of  pressures  and  volumes  of  the  work- 
ing fluid,  as  in  the  adjustment  of  the  valve-motion,  and  the 
size  or  proportions  of   steam-passages,  or  of    the  connecting 
pipes.     The  power  exerted  by  the  steam  is  easily  measurable. 
These  several  points  may  be  summarized  thus : 
(i)  Gross  power  exerted  by  the  steam. 

(2)  Net  power  of  the  steam,  and  equivalent  net  power  of 

the  engine. 

(3)  Resistance  of  unloaded  engine, 

(4)  Net  power  of  the  engine. 

(5)  Details  of  various  wastes  of  power,  as  by  wire-drawing, 

back-pressure,  etc. 

(6)  Valve-adjustments. 

(7)  Effectiveness  of  valve-gearing. 

(8)  Adequacy  of  sizes  of  port. 

(9)  Quantity  of  steam  present  at  any  point  in  the  stroke. 

(10)  Feed-water  demanded,   exclusive  of    that  wasted   by 

cylinder  condensation. 

(11)  With   a  boiler-trial,  the  actual  expenditure  of  steam, 

fuel,  and  money,  for  a  given  amount  of  power;  and 
wastes  by  leakage  and  condensation. 
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Of  these,  the  principal  are  only  determined  by  careful  coin, 
putation,  employing  as  data  the  quantities  graphically  meas> 
ured  on  the  indicator-diagram;  others  are  at  once  seen  by 
the  practised  eye,  demanding  only  an  inspection  of  the  figures 
shown  on  the  card.  An  engine  well  adapted  to  its  purpose,  a 
perfect  engine  in  the  engineer's  sense,  will  usually  exhibit  an 
early  induction ;  wide  port-opening ;  an  admission-line  closely 
approaching  boiler-pressure,  and  nearly  or  quite  horizontal; 
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Fig.  56. — Effect  of  Sfbrd. 

a  sharp  cut-oflf ;  an  expansion-line  closely  approaching  the  com- 
mon, or  equilateral,  hyperbola  in  form  ;  a  somewhat  early  and  a 
prompt  release  or  exhaust;  a  low  and  uniform  back-pressure; 
and  a  compression  carried  up  well  toward  initial  pressure. 
These  effects  are  obtained  by  giving  some  steam  and  exhaust 
lead — greater  as  speeds  and  pressures  are  higher — having  good 
area  of  ports,  securing  quick  action  of  the  expansion-valve, 
and  a  well-adjusted  closure  of  the  exhaust-valve.     Any  depar- 
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lure  from  these  conditions  is  ordinarily  to  be  taken  as  evidence 
of  defective  construction  or  adjustment. 

The  reduced  copies  on  the  opposite  page  show  how  the  ideal 
diagram  is  departed  from  in  the  operation  of  engines,  especially 
at  high  speeds  (Fig.  56).  * 

All  these  cards  were  taken  with  the  same  indicators  and 
from  the  same  engine.  All  exhibit  similar  departures  from  the 
ideal  form  of  diagram,  and  all  illustrate  well  the  two  kinds  of 
effect  already  described — those  due  to  practical  conditions  of 
construction  and  operation  of  the  engine,  and  those  produced 
by  the  inertia  and  friction  of  the  indicator. 

As  an  illustration  of  the  interpretation  of  the  diagram,  we 
may  take  the  following  example  (Fig.  57)  ^t 


Fig.  57. — Negative  Lead. 

In  this  case  the  eccentric  sheave  had  been  given,  instead  of 
the  usual  angular  advance,  a  reversed  position  43  degrees  be- 
hind its  proper  location  on  the  shaft. 

The  admission  commences  only  when  the  piston  has  trav- 


Fic.  58. — A  Good  Diagram. 

died  one-Sixteenth  of  the  stroke.      The  release  is  late  by  an 


•Variable  Load,  etc.,  R.  H.  Thurston  ;  Trans.  Am.  Soc.  M.  E.,  1888. 
\  Barms  on  the  Indicator,  p.  19. 
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average  similar  amount.  The  pressure  before  cutoff  is  low,  the 
back-pressure  high,  and  there  is  no  compression. 

Waste  of  power  is  here  evidently  produced  ;  the  expansion 
is  too  early  terminated  and  the  exhaust  is  deferred,  wasting 
steam  in  even  higher  degree  than  power  of  engine.  The  suc- 
ceeding figure  represents  as  close  an  approach  to  the  ideal  form 
as  is  often  seen,  and  probably  has  too  high  a  ratio  of  expansion 
to  give  best  results. 

The  accompanying  diagram,  taken  by  Mr.  King  *  from  the 
condensing  engines  of  the  "  Powhatan,"  and  the  dotted  varia- 
tions from  the  actual  line,  exhibit  again  the  various  principal 
deductions  to  be  made. 

Fig.  59  is  what  would  be  termed  a  good  diagram. 

Steam 10  '■  Powhatan"  stb.  cylinder,  bonom. 

VacMum 27  Nov.  7,  1855,  10  A,«. 

Hol-wcll 106  Fahr.  One  engine  and  one  wheel  ia 

RerolutioDS 9.5  opeialion, 

Throctte 8.  Smooth  sea. 


It  appears,  however,  that  the  piston  of  the  indicator  worked 
tightly,  which,  occasioned  it  to  stick  in  places,  as  is  evidenced 
by  the  steps  in  the  expansion-line,  and  also  at  ab  in  the  vacuum- 
line. 

Should  Fig.  59,  instead  of  as  shown,  have  the  lower  right- 
hand  corner  cut  off  as  at  cd.  the  exhaust-valve  closed  too  soon, 
— at  c  instead  of  ^.^occasioning  cushioning. 


•  Practical  Not 


.  p.  46- 
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Had  ihe  upper  right-hand  corner  been  as  shown  by  the  line 
fg.  the  steam-valve  must  have  opened  too  late.  Had  the  ex- 
h.iust  corner  been  cut-off,  as  shown  by  hi,  the  exhaust-valve 
Hould  have  opened  too  soon  ;  but  had  it  been  at  kl,  it  would 
have  opened  too  late,  and  would  move  too  slowly,  preventing 
free  escape  of  steam  ;  or  the  exhaust-passages  would  have  been 
too  small,  which  would  produce  a  similar  effect.  Had  the  steam- 
line  fallen  as  at  mn,  it  would  have  shown  that  the  throttle  was 
partially  closed,  or  the  steam-passages  too  small.  Should  there 
be  excessive  lead  to  the  steam-valve,  the  line  dm  will  have  the 
lop  inclined  to  ihe  right  as  from  L  to  m.  Late  opening  would 
produce  an  inclination  in  the  opposite  direction. 


Topof  t^-lli 


This  figure  is  a  double  diagram  taken  from  one  of  the  pad- 
dle engines  of  the  "Great  Eastern,"  when  on  her  trial-trip  in 
the  British  Channel, 

It  will  be  observed  that  the  valves  were  unevenly  set.  The 
diagram  from  the  top  of  the  cylinder  shows  that  the  pressure 
on  the  piston  was  20  pounds,  cut-off  at  one-third  the  length  of 
the  stroke,  and  expanded  down  to  atmospheric  pressure  at  the 
termination.  The  diagram  from  the  bottom  of  the  cylinder 
?ihows  that  the  steam  was  at  22  pounds,  cut  off  at  half-stroke, 
and  expanding  to  4  pounds  above  the  atmosphere  at  the  ter- 
mination ;  in  both  cases  the  vacuum  being  12  pounds  or  about 
24  inches.  The  number  of  strokes  was  1 1  J,  and  the  speed  of 
the  piston  33 1  feet  per  minute.  The  exhaust  closed  when  the 
piston  bati  travelled  five-sixths  of  the  length  of  the  cylinder, 
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checking  the  progress  of  the  piston  when  about  two  feet  from 
the  end  of  the  cylinder. 

Whenever  the  adjustment  of  valves  is  proposed,  guided 
by  the  indicator,  it  should  be  carefully  noted  whether  parts 
affected  by  such  adjustment  are  liable  to  injurj-  by  the  change. 
Slide-valves,  for  example,  which  have  been  long  at  work,  some- 
times wear  their  seats  to  a  shoulder  when  they  are  not  ter- 
minated by  a  depression  which  is  overrun  by  the  valve.  If 
this  shoulder  is  not  first  removed,  the  change  may  cause  le< 
,  ^e,  or  even  accident. 

6l.  Compouod-eng:ine  Diagrams,  as  produced  by  tfie 
' '"keam-engine  indicator,  often  differ  even  more  than  with  the 
simple  engine,  from  that  ideal  "card"  which  would  be  given 
were  the  expansion  precisely  as  intended,  and  the  engine  free 
from  defect,  as  in  clearance-spaces  and  port- resistances.  The 
best  compound  engines  show  considerable  loss,  as  has  been  seen, 
in  these  ways,  and  also  in  that  drop  of  pressure  between  high- 
and  low-pressure  cylinders  which  often  constitutes  a  very  sen- 
sible source  of  waste  of  heat,  steam,  and  fuel.  Where  the  Wolff 
system  is  adopted,  however,  if  the  load  be  constant  and  the 
machine  well  proportioned  to  its  work,  and  if  the  "  dead-spaces" 
can  be  made  small,  the  appro.Nimation  of  the  actual  to  the 
ideal  card  may  be  very  close,  as  is  illustrated  by  the  accom- 
panying pair  of  diagrams  from  a  pumping-engine  of  this 
character. 

The  action  of  the  steam  and  its  variations  of  pressure  are 
here  seen  throughout  the  cycle  to  be  precisely  similar  to  that 
in  a  simple  engine.  Large  steam-ports  and  a  good  expansion- 
gear  bring  the  steam-line  close  up  to  that  of  boiler-pressure; 
a  well-jacketed  cylinder  allows  the  expansion-line  to  follow 
closely  that  laid  down  for  the  ideal  engine,  short  and  free 
ports  between  the  two  cylinders  give  an  exhaust  from  the 
high-pressure  and  a  supply  to  the  low-pressure  cylinder  which 
are  nearly  coincident;  and  the  two  cards  would,  if  reduced  to 
a  single  diagram,  exhibit  a  very  close  approximation  to  that 
which  would  have  been  constructed  as  the  ideal  diagram  of  this 
class  of  engine.     Such  satisfactory  results  are  rare ;  and  in  most 
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cases  the  differences  between  the  actual  and  the  ideal  case  are 
very  marked,  and  are  serious  in  their  effect  upon  efficiency. 


The  next  diagrams  represent  the  pair  of  cards  taken  from 
a  well-known  single-acting  compound  engine  of  small  size.     The 


action  is  precisely  as  before,  except  that  heavy  compression  is 
introduced    to    fill   the   comparatively   large   clearance-spaces. 
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This  distribution  is  peculiarly  well  adapted  to  high-speed 
practice,  such  as  it  actually  illustrates.  The  small  loss  of  pres- 
sure between  the  two  cylinders  well  exhibits  this  special  advan- 
tajje  of  well-proportioned  engines  of  the  Wolff  type. 

The  Construction  of  Diagrams  exhibiting  the  method  of 
action  of  steam  in  the  cylinders  of  the  compound  engine,  as 
a  preliminary  to  the  settlement  of  the  details  of  the  design,  is 
usually  as  below;  these  idea!  or  theoretical  indicator-cards 
indicating  the  ideal  action  of  the  type  of  engine  proposed,  as 
modified  by  such  conditions  of  operation  as  the  designer  can 
with  more  or  less  exactness  define  and  represent.  The  separate 
diagrams  appertaining  to  the  two  cylinders,  high-  and  low- 
pressure,  of  an  ideal  compound  engine,  are  to  be  combined  in 
a  manner  indicated  as  follows, — to  obtain  a  single  diagram 
representing  the  complete  cycle  of  changes  of  pressure  and 
volume  of  the  steam  from  the  moment  of  entrance  up  to  that 
of  its  discharge, — the  Wolff  type  of  engine  being  chosen  for 
illustration  :  The  steam  being  admitted  into  the  smaller  cylin- 
der until  it  fills  a  volume,  represented  by  BC  in  Fig.  64,  the 
absolute  pressure  is  represented  by  BO  above  zero  on  POQ. 
The  steam  is  then  cut 
off,  and  it  expands  with 
a  pressure  gradually  di- 
minishing, as  shown  by 
the  curve  CD.  DN 
being  perpendicular  to 
OQ,  (AV  represents  the 
space  swept  through  by  the  piston  of  the  small  cylinder.  Next, 
a  communication  is  opened  between  the  small  and  the  large 
cylinder ;  and  the  forward  stroke  of  the  large  piston  takes  place 
at  the  same  time  with  the  return  stroke  of  the  small  cylinder. 
Thus  the  steam  is  driven  before  the  piston  of  the  small  cylin- 
der, and  drives  that  of  the  larger  cylinder,  and  it  exerts  more 
energy  on  the  latter  than  it  receives  from  the  former,  as  the 
piston  of  the  large  cylinder  sweeps  through  greater  space  .  the 
difference  between  those  quantities  of  energy  is  added  to  the 
energy  exerted    on   the   piston  of   the  small   cylinder.     This 
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action  is  represented  by  DA  and  EF;  the  ordinates  of  DA 
representing  the  backward  pressures  in  the  small  cylinder,  and 
£/"thc  forward  pressures  in  the  large  cylinder. 

During  rtturn  stroke  of  the  larger  cylinder  the  steam  i.s 
expelled,  exerting  a  back-pressure  along  FA  ;  while  steam  is 
admitted  again  into  the  small  cylinder,  and  expanded  during  a 
new  stroke  of  that  cylinder. 

Thus  are  obtained  the  diagrams  BCDAB  for  the  small  cyl- 
inder and  EFAE  for  the  large,  and  the  sum  of  their  areas  rep- 
resents the  energy  exerted  by  the  quantity  of  steam  expended. 

When  the  diagrams  are  to  be  used  for  the  purpose  of  study- 
ing the  relations  between  heat  expendird  and  work  performed, 
it  is  best  to  combine  them  into  one  diagram,  thus  : 

Draw  a  line  A'G//' parallel  to  POQ,  intersecting  both  dia- 
grams.  and  layoff  upon  it  HL  =  KG;  and  GL  =  GH  -\-KG 
represents  the  total  volume  in  both  of  the  steam-cylinders, 
when  its  pressure  is  OG :  while  /,  is  a  point  which  would  have 
been  reached  had  the  action  taken  place  in  the  large  cylinder 
alone. 

By  drawing  a  number  of  lines,  aS  KL,  any  number  of 
points  may  be  found  to  complete  the  combined  diagram 
BCDLMAB,  whose  length  OQ  =  OP  represents  the  volume  of 
the  large  cylinder;  and  this  diagram  may  be  discussed  as  if  it 
.represented  the  action  of  the  steam  in  the  large  cylinder  only. 

Thus,  as  observed  by  Rankinc,*  the  energy  exerted  by  a 
vgivert  portion  of  a  fluid  during  a  given  series  of  clianges  of  pres- 
.ture  and  volume  depends  on  that  series  of  changes,  and  not  on 
the  number  and  arrangement  of  the  cylinders  in  which  those 
ehanges  are  undergone. 

When   the  diagrams  taken  from   the  two  cylinders  of  the 

■simplest  form  of  compound  engine  are  placed  together,  having 

(the  same  length,  they  form  a  whole  such  as  is  illustrated  in 

igs.  61,  62,  and  63,     Since,  however,  the  diagram  should  be 

itructed  so  as  to  make  the  horizontal  scale  one  of  volumes, 

pair  cannot  be  compared  with  the  card  taken  from  a  simple 

ine,  and  they  must  be  reduced  to  a  common  scale  of  vol- 
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umes  by  either  reconstructing  the  smaller  on  the  volume  scale 
of  the  larger,  or  vice  versa.  The  latter  is  the  usual  course,  as  is 
illustrated  in  the  succeeding  examples  of  compound-engine 
diagrams.  In  thus  combining  these  diagrams,  it  must  be  re- 
membered that  the  work  represented  is  that  of  the  engine  for 
one  stroke  or  is  that  of  a  single  charge  of  steam,  just  as  in  the 
single  cylinder.  The  base-line  measures  the  stroke,  or  the 
volume  swept  through  by  the  piston  in  one  forward  movement. 
To  make  a  combined  diagram,  each  abscissa  of  the  low-pres- 
sure diagram  must  be  increased  in  such  a  proportion  as  to 
cause  it  to  become  proportional  to  the  total  volume  assumed 
by  the  steam  at  the  instant  of  the  production  of  that  line. 
The  ratio  of  the  enlargement  is  that  of  the  effective  capacities 
of  the  two  cylinders.  It  the  diagrams  have  both  been  taken 
with  the  same  indicator-spring,  the  two  diagrams  may  now  be 
adjusted  to  make  a  single  one  which  exhibits,  at  all  periods  of 
its  cycle,  the  actual  relations  of  pressure  and  volume  of  the 
steam.  Were  the  engine  perfect  in  its  proportions  and  its 
operation,  the  two  figures  would  produce  a  combined  diagram 
precisely  like  that  which  might  be  obtained  from  a  single 
engine  working  the  same  weight  and  pressure  of  steam  with 
the  same  expansion-ratio. 

At  any  point  in  the  simultaneous  motion  of  the  two  pis- 
tons the  volume  of  the  steam  will  evidently  be  the  sum  of 
the  volumes,  v^  traversed  by  the  large,  and  V,  still  to  be 
moved  through  by  the  small,  piston;  and  if  the  part  of  the  vol- 
ume traversed  in  each  cylinder  is  .*■,  this  total  volume,  as  to 
X,  is 


and  the  pressure  at  this  point  is  measured  by  the  ratio  of  the 
volumes;  so  that 


p,v  -. 


p,v 


/,^' 
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This  value  is  somewhat  modified  by  the  presence  of  the  in- 
termediate passages  between  the  cylinders,  a  drop  occurring  in 
ftthc  pressure  at  the  instant  of  opening  the  exhaust  from  the 
Ismail  cylinder:  but  this  drop  is  less  as  those  passages  are  larger; 
land  if  forming  an  intermediate  reservoir,  as  is  sometimes  the 
ise  where  "reheating"  between  the  cylinders  is  practised,  this 
lloss  and  the  corresponding  reduction  in  the  mean  pressure  ob- 
{taincd,  in  work  done,  and  in  the  actual  total  ratio  of  expan- 
sion, is  sometimes  quite  unimportant  compared  with  the  gain 
^y  that  process.  A  common  value  for  the  reduction  of  total 
\  expansion  is  not  far  from  twenty  per  cent.,  rising  to  one-third 
with  small  reservoirs  and  falling  to  a  lower  figure  with  larger 
spaces.     The  loss  of  work  may  usually  be  neglected. 

The  receiver  type  of  engine  with  equidistant  cranks  and  in- 
termediate reservoirs  is  less  seriously  affected  by  intermediate 
spaces.     The  reduction  of  pressure  and  the  loss  of  total  cxpan- 

tsion  is  but  about  ten  percent.,  where  the  receiver-space  is  equal 
^o  the  volume  of  the  smaller  cylinder,  and  falls  to  less  than 
five,  in  usual  cases,  when  the  receiver  is  as  large  as  the  larger 
leylindcr  ;  losses  which  may  be  easily  approximately  estimated 
hnd  allowed  for  in  any  case.* 
In  the  next  illustration  from  Mr.  Porter's  report,  the  nat- 
ural form  of  the  expansion-line,  in  the  single  cylinder,  having 
'  the  capacity  here  observed  in  the  low-pressure  engine,  would 
be  that  shown  by  one  or  other  of  the  two  dotted  lines,  accord- 
ingly as  the  expansion  approaclted  more  or  less  closely  the  hy- 
perbolic form.  The  initial  volume  is  AB,  and  the  pressure 
as  shown  on  the  vertical  scale  :  while  the  gradual  loss  of  pres^ 
sure  with  increase  of  volume  is  shown  by  the  two  scales  as  the 
line  progresses  toward  the  right  to  its  terminal  point  at  /. 
The  deviation  from  the  dotted  line  of  the  actual  expansion-line 
between  B  and  C  illustrates  the  gain  of  weight  and  pressure 
due  to  the  progressing  re-evaporation  of  steam  originally  con- 
densed in  the  cylinder  at  the  opening  of  the  steam-valve,  and 
to  the  admission  of  the  fluid  into  the  colder  cylinder.  Here 
see  Senneit,  Appendix  1  and  Clarke's  Manual   f>p. 
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expansion  occurs  from  the  initial  pressure  and  volume  atfl 
down  to  tiie  terminal  point  C  in  the  high-pressure,  and  from 
or  H  \.o  /  in   the   low  pressure,  cylinder.     The  indicator-d 
grams  actually  obtained  are  ABCD  and  EFG,  the  latter  beia 
the  equivalent  in  the  low-pressure  cylinder  of  the  card  HA 


which  would  have  been  produced  had  the  high-pressure  cylin- 
der been  given  sufficient  length  to  permit  the  completion  of 
the  expansion  in  that  cylinder.  The  variation  of  the  full  line, 
representing  the  real  diagram,  from  the  ideal  dotted  expan- 
sion-line is  indicative  of  the  fluctuations  of  pressure  produced 
by  the  condensation  and  re-evaporations  taking  place  as  expan- 
sion progresses  in  the  metallic  chamber  serving  as  working  cyl- 
inder. 

The  succeeding  figure  illustrates  the  visible  differences  be^ 
tween  the  diagrams  actually  taken  from  the  two  cylinders  of  a 
compound  engine— in  this  case  a  "  Reynolds-Corliss" — and  the 
ideal  combined  card. 

This  next  diagram,  from  an  engine  of  similar  class  with  the 
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receding  and  published  by  its  designer,  exhibits  at  once  the 
lethod  of  reducing  the  actual  indicatur-diagrams  to  the  com- 
bined forn?.,  and  the  variations  from  the  ideal  expansion-line 
due  to  imperfections  of  the  engine  as  a  work  of  human  art. 
Pressures  are  measured  in  pounds  on  the  square  inch  and  vol- 
umes in  cubic  feet,  actual  capacities  of  cylinder  being  given. 
As  shown  on   the  diagram,  about  jj  cubic  feet  of  steam  enter 


the  high-pressure  cylinder,  each  stroke,  at  a  pressate  of  no 
pounds  per  square  inch  above  vacuum  ;  it  expands  nearly 
adiabatically  to  9J  cubic  feet,  is  then  transferred  to  the  low- 
pressure,  dropping  from  the  terminal  pressure,  40  pounds  in 
the  high-pressure  cylinder  to  20  in  the  low-pressure,  and  then 
expanding  in  the  latter  down  to  about  12  pounds  whtn  it 
passes  into  the  condenser,  the  back-pressure  thus  becoming  dOt 
r  from  an  average  of  6  pounds.     The  two  indicator-diagrams 
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are  shown  by  the  "  hatched  "  spaces;  the  ideal  diagram  incloses 
both,  its  outline  being  the  dotted  lines.  The  very  considerable 
space  measuring  the  difference  of  the  two  areas  is  a  gauge  of 
the  imperfection  of  the  cycle.  The  departure  of  the  actual  line 
from  the  two  ideal  expansion  curves,  and  the  fact  that  the 
former  lies  within  both  the  latter,  indicate  that  the  jacket  does 
not  supply  heat  enough  to  compensate  the  condensation  of  the 
expanding  fluid  ;  far  less  enough  to  retain  its  temperature  con- 
stant or  to  continuously  superheat  it. 

The  discordant  fluctuations  of  similar  lines  in  the  two  in- 
dicator-diagrams e.xhibit  the  effect  of  non-synchronous  motion 
of  the  two  cylinders. 

The  accompanying  illustration  exhibits  the  proportions  of 
the  diagrams  taken  from  a  triple-expansion  engine,  drawn  to 
common  volume  and  pressure  scales,  and  placed  under  the 
Mariuile    hne.     The   engine   has  cylinders  having   the   ratios 


1 :  2.25 :  342,  and  the  total  ratio  of  expansion  is  8,  the  cut-off  in 
the  several  cylinders  being  set  at  1.47.  1.3,  1.3.  An  advan- 
tage of  this  type  of  receiver  engine,  with  its  cranks  making 
equal  angles,  is  that  the  drop  in  pressure  may  be  reduced  to  an 
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[•important  amount.  Here  steam-pressure  is  carried  at  125 
,  lunds  by  gauge;  the  efficiency  0.18,  and  the  coat  used  1.5 
pounds  per  I.  H.  P.  per  hour. 

62.  Special  Applications  of  the  indicator  are  of  peculiar 
interest  to  the  engineer.  Valve-adjustment  is  often  performed, 
and  should  always  be  checked,  by  the  aid  of  this  instrument. 
The  application  of  the  indicator  to  the  steam  chest,  and  the  com- 
parison of  its  readings  with  those  of  the  ordinary  diagrams  and 
of  the  steam-gauge  at  the  boiler,  will  ofti.-ri  reveal  defects  in  the 
steam -passages  or  valve-action  otherwise  difficult  of  detection  ; 
its  use  on  the  air-pumps  of  condensing  engines  and  on  the  main 
pumps  of  pumping-engines  similarly  reveals  anything  objection- 
able in  their  construction  and  operation  ;  and  the  motion  being 
derived  from  the  eccentric  or  the  valve-mechanism  when  at- 
tached to  the  engine  in  the  usual  manner  will  permit  a  more 
minute  examination  of  those  phases  of  operation  which  are 
not  easily  studied  on  the  common  form  of  card.  In  some  cases 
a  continuous  motion,  derived  from  the  crank-shaft,  is  adopted 
for  this  purpose. 

In  valve-adjustment,  an  inspection  of  the  diagram  shows 
the  operation  of  the  valve- mechanism  as  set.  The  necessity  of 
adding  lead  or  the  reverse,  of  resetting  the  valves  and  eccentrics, 
is  seen,  and  they  are  readjusted  and  diagrams  again  taken,  these 
operations  being  repeated  until  the  form  of  diagram  desired  is 
approximated  as  closely  as  is  practicable. 

In  illustration  of  the  forms  of  diagram  obtained  from  the 
steam<hest  and  their  interpretation,  Mr,  Porter  gives  those 
exhibited  in  the  illustration.* 

In  these  figures  the  steam -pressure  fluctuates  in  the  valve- 
chest  with  the  draught  upon  it  by  the  engine,  rising  to  boiler- 
pressure  after  cut-oft  takes  place,  and  falling  below  it  more  or 
less  as  the  steam  enters  the  valve-ports  more  or  less  rapidly. 
The  extremities  of  the  diagram  correspond  to  the  end  of  stroke 
of  engine-piston  ;  the  points  c  to  the  points  of  cut-off  at  each 
stroke.  The  lower  line  siiows  the  pressure  in  the  chest  during 
tiie  interval  up  to  the  moment  of  action  of  the  expansion-valve. 
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Immediately  afterward  the  pressure  rises  to  boiler-pressure  and 
there  remains  until  the  point  is  reached  at  which  a  drop  of  the 
upper  line  shows  that  the  opposite  end  of  the  cylinder  has  be- 
gun to  take  steam.  In  A  and  B  the  pressure,  when  at  its 
maximum,  actually  exceeds  boiler-pressure,  the  surge  o(  the 
mass  in  the  steam-pipes  and  chest,  when  suddenly  checked, 
causing  a  wave  of  abnormally  high  pressure.  These  were  taken 
from  Mr.  Porter's  engine  at  the  Paris  Exposition  of  1867,  when 
making  200  revolutions  per  minute. 

In  C,  evidence  is  found  of  insufficient  area  of  steam-pipe. 


resulting  in  the  observed  considerable  fall  of  pressure  when  the 
engine  takes  steam  at  either  extremity  and  the  correspondingly 
large  rise  at  the  cut-off,  t.  The  pipe  having  been  enlarged,  the 
card  Z?  was  obtained ;  the  sudden  drop  and  continuous  fall  of 
pressure  while  the  engine  takes  steam  and  the  considerable  loss 
of  pressure,  of  power,  and  of  efficiency  indicated  in  C  are  in  D 
all  absent. 

63.  Pump  Dia^atns  obtained  by  application  of  the  instru- 
ment to  the  air-pump  of  a  condensing  engine  are  seen  illus- 
trated in  the  two  succeeding  figures,  given  by  Mr.  King,  as 
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taken  by  him  from  the  air-pumps  of  the  U.  S.  S.  "  Powhatan/* 
a  paddle  steamer  of  old  type,  having  jet-condensers.* 

With  the  first  of  the  pair  the  engine  was  working  as  usual ; 
in  the  second  case  the  pump  was  taking  in  a  large  excess  of 
air  through  the  bilge-injection.      The  pump,  in  the  first  ex- 


PiG.  69.— Normal  Aik-pump  Card. 


ample,  draws  the  mingled  air,  vapor,  and  water  from  the 
condenser  at  a  pressure  about  4  pounds  above  a  vacuum, 
throughout  the  induction-stroke,  and  on  the  return  or  educ« 


Pic.  70.— Air-pump  with  Exckss  of  Air. 

tion  stroke  they  are  compressed  under  a  regularly  increasing 
pressure  to  the  point  at  which,  the  delivery-valve  opening  about 
5  pounds  above  atmospheric  pressure,  the  whole  mass  is  dis- 
charged with  fluctuations  of  the  line  due  to  rise  and  fall  of  the 

•  Practical  Notes,  pp.  56-60. 
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valve  and  irregular  expulsion  of  air  and  vapor.  The  pressui 
then  falls  to  about  2  pounds,  and  the  end  of  the  stroke  j 
reached.  Excess  above  the  last  observed  pressure  is 
friction  in  the  discharge-passages  and  delivery-pipes, 
diagrams  are  seen  to  be  characteristically  different  from  thai 
obtained  from  the  engine. 

Pumps  raising  water,  or  any  other  incompressible  fluid, 
should  give  a  diagram  like  that  here  shown,  as  taken  from  the 
remarkable  pumping-cngine  built  by  Mr.  Corliss  for  the  town 
of   Pawtucket,  R.  I.      This  diagram  is  seen   to  be  perfectly 


rectangular,  the  water  entering  from  beginning  to  end  of  stroke 
AB,  the  pressure  about  five  pounds  below  that  of  the  atmos- 
phere; the  change  to  the  dehvery  pressure,  BC.  a  little  above 
100  pounds  per  square  inch,  taking  place  instantly  on  reversal, 
and  the  discharge,  CD,  occurring  at  uniform  pressure.  The 
slight  disturbance  at  one  corner,  C,  is  due  to  a  Jar  of  the  spring 
of  the  instrument. 

Air-compression  Diagrams  exhibit  this  efTect,  as  in  the 
adjacent  figures,  showing  a  steam-engine  and  an  air-compressor 
card  taken  from  the  Allen  "positive  valve-motion"  compressor 
at  the  same  time  The  engine  drives  the  compressor,  and  the 
work  shown  on  the  engine-card  exceeds  that  of  the  compressor 
by  the  lost  work  of  the  apparatus.  The  engine  is  seen  to  have 
early  admission,  incomplete  expansion,  early  release,  and  cush- 
ioning, all  of  which  are  practically  to  some  extent  required  for 
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best  effect ;  but  the  compressor  takes  in  its  charge  throughout 
the  induction-stroke,  compresses  steadily  from  the  minimum 
to  the  maximum  pressure,  and  has  no  observable  variations 
from  the  ideal  diagram  such  as  are  exhibited  in  the  case  of  the 
steam-engine.    This  machine  was  running  at  144  revolutions 


Pig.  7a. — Stbam-rngink  and  Air-comprkssor  Diagrams. 

per  minute  when  **  indicated,"  and  this  speed  caused  those 
fluctuations  of  the  curve  due  to  inertia  in  the  instrument. 

Diagrams  taken  with  the  motion  of  the  paper  derived  from 
the  main  shaft  are  of  the  form  seen  in  the  next  figure. 


Fig.  73.— Shaft  Diagram. 

From  A  \.o  Bv^  the  exhaust  and  vacuum  line ;  from  B  to  C, 
the  cushioning;  C  to  Z?,  receiving-line ;  D  \.o  E,  steam-line;  E 
to  4.  expansion  ;  FFare  supposed  to  be  the  ends  of  the  stroke. 

Fig.  74  is  the  same  diagram  extended  more  nearly  to  its 
original  length,  the  ends  joined  and  then  folded  at  FF  so  as  to 
represent  more  nearly  the  usual  diagram,  but  still  preserving 
the  peculiar  length  and  proportion  of  lines.  Diagrams  taken  in 
this  manner  expose  more  perfectly  defective  arrangements  of 
valves ;  and  a  studious  comparison  of  them  in  connection  with 
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the  usual  form  may  often  be  useful  in  detecting  defectiv 
and  proportions  of  valves,  steam-passages,  etc.,  and  show  vOf 


Fig.  74-— Rkconsibuctko  CiiiD. 

correctly  the  proportion  of  time  occupied  in  each  different 
operation  during  the  revolution  of  the  engine* 

Attaching  the  line  to  the  eccentric  motion  will  give  simi- 
larly useful  diagrams. 

64.  Peculiar  Forms  of  diagram  are  often  met  with,  each 
invariably  exemplifying  some  singular  or  abnormal  arrange- 
ment of  the  engine. 

Sleam  in  boilers. ...     g  lbs.  "  Powhatan,"  Feb.  13.  1854. 

Revolulions 5  Stb.  cylinder  bouom.  working  by  hand. 
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f 'g-  75'  ff'O"!  King,  is  a  diagram  showing  the  operation  of 
the  valves  while  working  by  hand.     This  valve  exhibits  lai^e 

*  Slillman  on  the  Indicator,  p.  31. 
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cushioning^  and  steam  lead,  the  exhaust-valve  closing  at  a^  and 
the  steam-valve  opening  at  b,  so  that  the  engine  passed  the 
centre  against  a  pressure  of  6J  pounds  above  the  atmosphere. 
Fig.  76  is  obtained  from  the  same  source  as  the  last.  In  this 
case  the  engine  was  working  as  a  non-condensing  engine  with  a 

B 


Fig.  76. — Pbculiar  Adjustments. 

very  low  pressure  of  steam.  The  exhaust  closes  at  A  causing 
the  pent-up  steam  to  be  compressed  to  B,  where  the  steam- 
valve  opens,  and  the  pressure  in  the  cylinder,  being  greater  than 
that  in  the  boiler,  immediately  falls  to  C  The  hook  at  C  is 
occasioned  by  the  momentum  of  the  indicator-piston.  At  D 
the  cut-off  closes,  causing  the  steam  to  be  expanded  to  Ey 
below  the  atmosphere.  At  E  the  exhaust-valve  opens  and  the 
pressure  rises  up  equal  to  the  back-pressure,  causing  the  loop 
on  that  corner  of  the  diagram. 

Fig.  yj  is  a  diagram  from  a  non-condensing  engine.     The 


Fig.  77. — Rbadmission. 

pressure  rises  from  b  to  c\  but  supposing  the  exhaust  to  open 
at  b,  there  could  be  no  reason  why  the  pressure  should  rise 
beyond  d^  the  amount  of  back-pressure  on  the  opposite  side  of 
the  piston  ;  such  a  diagram  could  only  be  formed  from  a  slide- 
valve  engine,  in  this  manner:  Steam  being  admitted  until  the 
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piston  arrived  at  a,  the  independent  slide-valve  cut  off  the 
steam ;  it  was  then  expanded  to  the  point  b;  at  b — the  steam- 
valve  having  deficient  lap  and  lead,  and  thus  being  open- — the 
cut-off  valve  opened,  admittinE  fresh  steam,  which  caused  the 
line  be  to  be  traced.  At  c  the  steam  is  shut  off  by  the  steam- 
valve  itself  and  the  exhaust  opened  ;  the  pressure  then  falls  to 
d,  and  the  exhaust-line  is  traced. 

Fig.  78  is  an  Otto  gas-engine  diagram,  taken  purposely,  by 


Messrs.  Brooks  and  Stewart,  with  a  light  spring,  in  order  to 
exhibit  better  the  action  of  the  machine  at  the  more  obscure 
points.*     The  induction-stroke  begins  at  1  ;  the  mixed  gases  are 


B 

A' -— T 


taken  in  throughout  the  stroke  to  2;  compression  occur.';  from  2^ 
the  pressure  rising  again  to  atmospheric  at  3  and  reaching  the 


*  Tbe  Otto  Gas-engine,  Van  No<irHnil's  Magaiinc.  1863. 


A 
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limit  of  the  spring  at  the  line  4,  5,  6.  The  mixture  is  fired  on 
the  succeeding  stroke,  the  pressure  continuing  above  the  limit 
of  the  spring  to  7  ;  then  the  exhaust^valve  opens  and  the  expul- 
sion occurs,  producing  the  line  7,  8,  9,  10,  i.  The  depressed 
part  9--10  may  be  due  to  inertia. 

In  the  next  example  a  steam-engine  moving  very  slowly 
gives  an  expansion  BA^  which  differs  remarkably  from  the 
curve  BA'  of  Marriotte,  usually  closely  followed  by  good 
engines.  The  cause  is  now  well  known  to  be  what  is  called 
internal  or  cylinder  condensation,  and  re-evaporation — a  phe- 
nomenon discussed  fully  elsewhere. 


CHAPTER  VI. 


MEASUREMENT  OF     DIAGRAMS:  COMPUTATIONS;    APPA- 
RATUS AND  METHODS. 

65.  The  Apparatus  and  Methods  of  measurement  of  the 
power  of  the  engine  by  means  of  indicator-diagrams  are  nec- 
essarily somewhat  different  with  differences  of  purpose  and  of 
data  desired.  They  include  such  as  aid  in  the  direct  measure- 
ment of  the  diagrams,  and  also  instruments  employed  to 
measure  the  speed  of  the  engine  and  its  fluctuations.  Among 
the  former  is  the  planimetcr ;  among  the  latter,  speed-indicators. 
■counters,  and  chronographs  of  various  kinds.  The  methods  of 
their  use  and  of  computations  based  on  their  work  should  al- 
ways be  such  as  will  yield  results  of  the  greatest  practicable 
exactness. 

66-  The  Measurements  taken  in  working  of  indicator- 
diagrams  demand  great  care  and  accuracy.  The  figure  to  be 
measured  is  small  ;  its  bounding-Iines  often  obscure  and  gener. 
ally  irregular;  and  the  determination  of  its  exact  area,  which  is 
the  usual  problem,  requires  nice  manipulations.  An  indicator- 
diagram  represents  the  pressures,  volumes,  and  work  of  the 
steam,  or  other  fluid,  at  every  instant  throughout  a  single  rev- 
olution of  the  engine,  on  one  side  of  the  piston.  A  pair  of 
cards  exhibits  these  quantities  on  both  sides  during  one  revo- 
lution. A  series  of  such  pairs  exhibits  the  varying  pressures 
.and  work  of  the  engine  at  the  several  single  revolutions  to 
which  they  severally  appertain.  The  average  of  the  pressures 
shown  on  one  card  is  the  mean  pressure  for  a  single  revolution 
on  one  side  the  piston  ;  the  average  obtained  from  a  scries  of 
diagrams  gives  a  mean  of  the  pressures,  for  the  period  covered, 
with  a  degree  of  approximation  dependent  upon  the  number 
of  diagrams  and  the  uniformity  of  action  of  the  engine.  Bj- 
taking  diagrams  with  sufficient  frequency,  any  desired  accuracy 
may  be  attained.     In  practice,  they  are  often  taken  as  seldom 
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as  once  an  hour,  and,  on  trials  of  importance,  sometimes  as 
often  as  every  fifteen  niinutLs.  At  sea,  it  is  customary  on  na- 
val vessels  to  take  a  set  of  diagrams  once  a  day  to  be  preserved 
in  the  log-book. 

Since  the  diagram  only  gives  the  pressures,  the  other  fac- 
tors of  work  and  of  power  must  be  determined  otherwise. 
The  indicated  work  of  tlie  engine  at  each  stroke  is  the  prod- 
act  of  the  net  intensity  of  pressure  on  its  piston  by  the  vol- 
ume traversed.  The  power  is  tlic  work  done  by  the  engine  in 
the  unit  of  time ;  in  British  measures, 


53000 
lirhere/ is  the  average  net  effective  pressure  of  the  steam  as 
ihown  by  the  indicator;  /is  the  length  of  stroke;  a  is  the  ef- 
fective area  of  piston  ;  n  is  the  number  of  revolutions  per  min- 
ute. Pressures  are  here,  as  usual,  measured  in  pounds  on  the 
square  inch,  areas  of  piston  in  square  inches,  the  stroke  in  feet, 
and  work  in  foot-pounds  per  minute.  Of  these  quantities,  all 
but/  are  obtained  by  direct  measurement  and  by  observation. 
The  pressure/  is  the  one  quantity  obtained  by  the  use  of  the 
t^dicator.  The  method  of  determination  is  to  measure  the 
area  of  the  diagram,  divide  by  its  total  length,  and  thus  obtain 
n  the  quotient  its  mean  altitude.  This  being  multiplied  by 
die  scale  of  the  spring  and  of  the  ordinates  gives  the  mean 
^essure. 

The  mean  total  pressure  is  this  quantity  measured  to  the 
vacuum  line  of  tha  card.  The  mean  effective  pressure  is  the 
mean  pressure  measured  from  the  indicator-card,  and  that 
which  represents  the  net  pressure  acting  in  the  production  of 
the  indicated  work.  It  is  this  pressure,  usually,  which  is  sought 
in  making  computations.  The  area  of  the  diagram  may  be 
obtained  in  either  of  several  ways. 

The  best  method  is  by  the  use  of  the  planimcter,  which, 
with  careful  handling,  should  give  the  are?  to  hundredths  of  a 
square  inch.  Divide  the  area  by  the  length,  and  the  result 
will  be  the  height  of  a  rectangle  having  equal  area,  and  the  av- 
erage height  of  the  actual  diagram.     Or: 
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Draw  ten,  or  any  other  equidistant  number,  of  lines,  as  in 
ig.  So,  perpendicular  to  the  atmospheric  line.     The  first  and 


-^  H^ 

— '^ -- — , E 

rl   \  I — I   I  I   I  R 


I 


last  half  of  the  intermediate  distance  from  the  ends,  and  the 
height  of  each,  represent  the  approximate  height  of  the  space 
which  it  marks.  Measure  the  length  of  each  ordinate,  and 
divide  the  sum  by  the  number  of  ordinates.  Multiply  the  av- 
erage length  thus  found  by  the  scale  of  the  spring,  and  the  re- 
sult is  the  mean  effective  pressure. 

In  case  there  Is  a  loop,  as  in  Fig.  8i,  caused  by  expanding 
below  the  back-pressure  line,  the  engine  being  non-condensing, 
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Flc.  Bi.— Mrasl-h 

the  ordinates  below  are  negative,  and  must  be  subtracted  from 
the  lengths  of  the  ordinates  above.  Then,  using  the  pressure 
so  obtained,  multiply  the  net  area  of  the  piston  by  the  mean 
effective  pressure  (M.  E.  P.).  Multiply  this  product  by  the 
distance  through  which  the  piston  travels  per  minute,  divide 
by  33,000,  and  then,  as  already  seen, 

p    _  Nelareaof  piston  X  M.  E.  P.  X  rev8.  per  minute  XaXWrolte. 


SIEASUREMEXT   OF  DIACh'AMS, 


315 


When  there  are  a  number  of  diagrams  from  the  same  en- 
gine, the  calculations  may  be  simplified  by  multiplying  the 
area  of  the  piston  by  twice  the  length  of  the  stroke,  and  di- 
viding the  result  by  33.000,  thus  grouping  the  constants,  and 
thus  obtain  the  "  constant  for  the  engine,"  the  power  developed 
at  one  revolution  per  minute  with  one  pound  mean  effective 
pressure.  If  we  multiply  this  constant  by  the  number  of  revo- 
lutions and  the  mean  effective  pressure,  the  product  will  be  the 
I.  H.  P.  If  the  number  of  revolutions  is  constant,  multiply  the 
■■  <pnstant  for  the  engine"  by  the  revolutions  per  minute.  This 
gives  " horsC'powfT  constant"  or  power  developed  per  pound 
of  effective  pressure.  Multiply  this  constant  by  the  M.  E.  P., 
and  the  result  will  be  the  indicated  horse-power. 

A  quick  method  of  measurement  of  ordinates  is  to  use  a  strip 
of  paper,  and  mark,  one  after  another,  the  lengths  of  ordinate  on 
its  edge,  thus  making  the  addition,  and  with  a  single  final  meas- 
urement. Lay  the  edge  of  the  paper  on  the  first  line,  mark  off 
the  distance,  starting  from  the  end  of  the  paper;  transfer  the 
edge  of  the  paper  to  the  last  line,  add  its  length  to  the  first 
measurement,  and  continue  the  addition  for  the  intermediate 
divisions.  Finally,  measure,  with  the  scale  of  the  spring,  the 
total  length,  and  divide  the  result  by  ten. 

A  small  adjustable  set  of  parallel  rods  is  often  supplied  by 
the  makers  with  each  pair  of  indicators,  which  maybe  used,  as 
in  the  illustration,  to  layoff  and 
describe  the  ten  ordinates  usually 
adopted  in  measuring  the  dia- 
gram. Or  a  scale  dividing  off  ten 
parts  in  a  space  a  trifle  longer 
than  the  paper  may  be  laid  on  the 
diagram  diagonally,  in  such  man- 
ner that  its  extremities  will  coin- 
cide with  the  ends  of  the  diagram 
and  the  location  of  ten  ordinates 
pointed  off  on  the  paper,  between 

which  the  vertical  measurements  Fm,  bl^^abaui-el  rqds, 

should  be  made.      The  use  of  a  scale  prepared  like  that  seen  i 
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the  accompanying  sketch,  and  which  can  be  easily  adjusted  to 
any  ordinary  length  of  diagram,  is  still  more  convenient.  Here 
the  ordinates  are  correctly  set,  so  as  to  give  a  half-space  at  each 
end  to  admit  the  measurement  being  made  on  the  lines. 


A  very  rapid  approximation  to  a  correct  volume  of  the  mean 
pressure  can  be  obtained  by  the  expedient  illustrated  ill  Fig. 

84. 
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Ox  b^ing  the  back-pressure  line,  draw  ab  in  such  manner 
as  to  make  the  areas  c  and  d  between  that  line  and  the  upper 
border  of  the  card  as  nearly  equal  as  possible.  This  can  be 
quite  closely  judged  by  the  eye.  Then  the  ordinate,  ef,  drawn 
at  the  middle  of  the  diagram  gives  the  mean  eflfective  pressure. 

The  following,  from  Rankine,  illustrates  a  good  method  of 
record  and  computation.*  Ten  ordinates  are  measured  and 
the  results  for  both  cylinders  of  a  compound  engine  are  given. 

Compound-engine  Diagrams. 


Oroinatbs. 


Sam  .... 

HaH  sum. 


Sam 


Sum  -•-  10  =  M.  E.  P. 


Mean,  top  and  bottom. . , 
X  area  of  piston,  sq.  ins. 


X  stroke,  in  feet,    2^  X  revol-  ) 

X2=C 


Mean  effort,  in  lbs 
:  stroke,  in  feet, 
Dtions  per  minute,  52^ 

Ft. -lbs.  per  minute 

Toul 


-»- 33000  = 


PiiutT  Cylinder. 


Top. 


Bottom. 


27 
13 


36 
12 


40 


20 

83 
91 
91 
64 

57 

53 

42 

35 
22 


48 


24 

97 
0 
84 
64 
57 
46 
40 
32 
22 


558 

562 

55-8 

*^   ... 

56.2 

•<r- 
56.0 

345 

19320 
262.5 

5071500 

Second  Cvlindkr, 


Top. 


Bottom. 


16.0 
2.0 


18.0 


9.0 

10.5 

8.5 

7-5 
7.0 

6.0 

6.2 

6.0 

51 

4.5 


70.9 


7.09 


12.4 
3.8 


16  2 


8.1 

10.8 
9.0 
8.0 

7.t 
6.7 
6.0 
5.6 

5.4 
5.0 


717 


7  17 


713 
1380 

9839.4 
262.5 

2582842.5 


7654342.5 


232  I.  H.  P. 


Steam-engine,  p.  51. 
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These  mean  pressures  are  found  by  a  process  which  may  be 
algebraically  represented  as  follows; 

Divide  the  length  of  the  diagram  into  any  convenient  num- 
ber, »,  of  equal  parts,  and  measure  the  ordinates  at  the  two 
ends  and  the  n  —  i  points  of  division ;  so  that  ordinates  are 
measured  from  «  -j-  i  equidistant  points. 

Let  /,  be  the  first,  /.  the  last,  and  /,,  /,,  etc.,  the  inter- 
mediate ordinates  of  the  upper  curve;  let  /„'  be  the  first,  /,' 
the  last,  and  /,',  /,',  etc.,  the  intermediate  ordinates  of  the 
lower  curve;  let  p„  denote  the  mean  forward  pressure,  /„'  the 
mean  back  pressure,  and  /„ — /„'  the  mean  effective  pressure. 
Then 


P^~P~' 


-+A+A+etc... 


/'.+/>'■ 


-;»-A-etc.l. 


The  mean  eflective  pressure  may  be  computed  at  once  bjr 
measuring  a  series  of  equidistant  breadths  of  the  diagram  the 
mean  of  which  breadths  represents  the  mean  effective  pressure- 
That  is,  let  b^  be  the  first,  i,  the  last,  and  i,,  *„  etc.,  the  inter- 
mediate breadths. 

Then 

^+A  +  ^.  +  *,+,etc.). 


/-  -PJ 


-}.^- 


The  effective  energy  exerted  by  the  steam  on  the  piston 
during  each  revolution  is  twice  the  product  of  the  mean  effective 
pressure,  the  area  of  the  piston,  and  the  length  of  stroke,  or 

and  if  A^be  the  number  of  double  strokes  in  a  minute,  the  in- 
dicated power  in  foot-pounds  per  minute  is 


PLA.V!MF.TE/fS. 


c-power  is  found  by  dividing  by 


from  which  the  indicated  hi 

n,ooo. 

The  presence  of  the  piston-rod  or  of  a  "half-trunk"  on  one 
side  the  piston  produces  a  difference  of  areas  which,  in  the  lat- 
ter  case,  is  o(  considerable  magnitude.  Where  measured  sepa- 
rately, if  A^  and  A^  are  the  two  areas,  the  power  is 

I  H  ?  =  (AA+A-i^' 

33000 

/and  tt  being  the  length  of  strokes  of  piston  and  the  number 
per  minute.    "ZZp^"^  ^^:^ 

67.   Planiraeters,  plane-art,-a   measuring   instruments,    me- 
disniciil   integrators,  as  they  a^e  variously  called,  furnish  the 
best  known  means  of  measuring  the  area  of  the  indicator-dia- 
gram.     By  their  use  the  work  can  be  done  by  an  expert  hand 
with  great    rapidity  and  with  marvellous  accuracy.     Liability 
to  error    is  exceedingly  small,  and  the  magnitude  of  the  prob- 
,ble  error  is   quite  inappreciable  in  the  ordinary  work  of  the 
'-/igineer  * — sometimes  as  little  as  one  part  in  above  ten  thou- 
md.      Errors  exceeding  one  tenth  of  o.ie  per  cent  are  usually 
je  to   inexperience  of  the  operator.     The  best  known  instru- 
ent   is  that  of  Amsler ;  that  of  Coradi.f  of  similarly  general 
application,    and  that  of  Coffin,  J  designed   especially  for  the 
measurement   of  indicator-diagrams,  are  also  in   common  use, 
the   two    former  mainly  in   Europe,  the   latter  in  the  United 
States.      They  commonly  operate  by  the  combined  sliding  and 
rolling  motion   of  a  small  measuring  wheel  which  has  a  total 
rotation    proportional   to  the  area  enclosed  by  the  figure  the 
periphery   of   which   it  traverses.^     The  integrating  wheel,  or 
roller,  is  best  made  of  steel.     A  vernier  on  the  instrument  en- 


•  ■•  LTeber  die  Genauigkeit  der  Planimeler ;" 
Ztiuchrid  far  Berg-  und  HUIUnwesen:  vol.  xx 

t  Licber  das     RoH   Planimclcr  von   Coradi 
OcMCTT.  InK-  &  Arch.  Verein ;  vol.  xxxvi ;  p.  i; 

J  Bamis  on  the  Indicator,  p.  61. 

I  Bramwell  on  ihe  Amsler  Planir 
*i|.    Shaw  on    Mechanical  Imegraio 


Professor  Lorber  ;  Oester 


Fiant   Lorber  .   Zeilscbrift  dcs 


ENGINE  AND   BOILER    TKIALS. 


ables  the  readings  of  the  motion  of  the  roller  to  be  u^ 
with  great  accuracy,  and  repeated  measurements  may  be  m^ 
to  eUminate  errors  less  in  amount  than  the  finest  teidin:, 
given.  A  very  simpie  modification  of  the  Amsler  Hanininr 
designed  by  Mr.  J.  W.  See,  is  made  especially  for  intiiu!  ■ 
work. 

The  following  are  the  maker's  instructions,  in  detail, 
using  the  must  recent  form  of  Amsler  planimeter 

i.  Adjust  the  screw-centres  upon  which  the  index-roUet, 
revolves,  so  that  the  roller  works  freely,  and  does  not  U 
the  vernier.     The  same  care  must  also  be  taken  with  the  eeni 
pin  C.     Oil  the  screw-centres  now  and  then.     Care  should 


i.  1 
l<il>:T 


taken  to  prevent  the  tube  B,  the  tracer  F,  and  the  point  E 
from  being  bent,  and  also  to  see  that  the  barrel  D  is  kept 
uninjured. 

2.  To  find  the  area  of  any  figure,  set  the  roller  D  and  the 
counting-wheel  G  to  zero;  the  square  rod  A  must  be  pushed 
into  the  tube  B,  and  the  line  on  A  marked  i  sq.  dem.,  or  0.1 
sq.  ft.,  etc.,  must  come  even  with  the  small  line  on  the  bevelled 
part  of  the  tube  B\  when  this  is  done,  place  the  instrument  on 
the  paper,  and  see  that  the  roller/?,  the  tracing.point /",  and 
the  needle-point  E  touch  the  paper.  Press  the  point  E  sligbtij- 
into  the  paper,  and  put  the  small  weight  on  the  hole  over  the 
point :  the  instrument  is  then  ready  for  work. 

3.  Take  any  point  Pan  the  outline  of  the  figure  about  to 
be  measured,  set  the  tracing-point  F  to  that  point,  and  when 
it  is  marked,  read  off  the  index-roller  D  and  counting-wheel  G. 
For  example,  suppose  the  counting-wheel  shows  2,  the  roller 
91,  and  the  vernier  5,  the  number  will  be  291.5.     Follow  the 
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onlline  of  the  figure  with  the  point  F  as  accurately  as  possible  ^H 

lo  the  right,  until  you  come  to  the  starting-point.     Straight  ^H 

fines  can  be  followed  along  a  ruler;  then  read  off  the  numbers  ^H 

on  wheel  and  roller;  say  it  is  the  second  time  476.7.  ^H 

4-  When  these  two  numbers  are  obtained,  there  are  two  ^H 

cases  to  be  observed :  ^H 

1st.   If  the  point  E  is  outside  the  figure,  subtract  the  first  ^H 

reading  291.5  from  the  second  476.7,  the  remainder  is  185.2,  ^H 

vhich  shows  that  the  area  contains  1S5.2  units.     Of  course  the  ^H 

units  depend  entirely  on  the  regulation  of  the  bar  A,  if  they  are  ^H 

0.1  sq.  ft.  we  have  185.2  X  o.i  =  18.52  sq.  foet,  as  the  area  of  ^| 

the  figure  measured  on  the  paper.  ^H 

The  rule  therefore  is,  when  the  point  E  is  outside,  multiply  ^H 

the  difference  of  the  two  readings  by  the  number  on  the  bar  to  ^H 

the  right  of  the  corresponding  division.  ^| 

2d.   When  the  point  E  is  inside  the  figure,  before  making  ^| 

ihe  subtraction,  the  number  engraved  on  the  top  of  bar  A,  ^H 

■ibove  the  corresponding  line  of  division,  must  be  added  to  the  ^H 

-i;ond  reading.     In  this  instance,  suppose  the  number  on  top  ^H 

i  bar  A  is  20.985,  the  second  reading  is  4.767.  the  calculation  ^H 

uould  be  as  under:  ^^H 

Second  reading =;     47^7  ^^| 

Number  over  0.1  sq.  ft =  20.985  ^^| 

Deduct  first  reading =     2.915  ^^H 

Remainder 22.8,^7  ^H 

The  two  points  seen  on   the  bar  being  set  to  the  exact  ^H 

iMgth  of  diagram,  the  readings  are  in  I.  H.  P.  for  an  indicator-  ^H 

icaJc  of  40  pounds  to  the  inch.  ^H 

In  using  the  Coffin  planimeter,  the  diagram  is  set  with  the  ^B 
atmospheric  line  parallel  with  the  lower  edge  of  the  clamp  C, 
ind  the  end  even  with  the  perpendicular  edge.     The  clamp  K 

ii  moved  up  to  the  other  end.     The  block  Q  being  introduced  ^ 

into  the  groove  /,  the  tracer  is  set   upon  the  point  D.  where  ^| 

"■■'"" A 
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turned  so  as  to  bring  the  reading  to  zero,  and  the  tracer  is  then 
moved  over  the  line  of  the  diagram  in  the  direction  of  the 
motion  of  the  hands  of  a  watch.  The  tracer  is  then  moved 
along  the  edge  of  the  clamp  till  the  reading  is  again  made  to 


zero.  The  distance  of  A  from  D,  now  measured  on  tne  scale 
of  the  spring,  is  the  mean  effective  pressure.  The  reading  on 
the  wheel  is  the  area  of  the  diagram  in  square  inches.  From 
this  area  the  mean  effective  pressure  may  be  also  computed. 


spEEDi.vDiCA  rons. 
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by  multiplying  it  by  the  quotient  obtained  by  dividing  the 
number  of  the  spring  by  the  length  of  the  diagram  in  inches.* 

Tliis  measurement  may  be  made  and  computations  com- 
puted on  forty  or  fifty  diagrams  per  hour  by  an  expert  com- 
puter using  this  instrument,  obtaining  the  value  of  the  mean 
effective  pressure,  inserting  it  in  the  formula  already  given,  and 
computing  the  indicated  horse-power. 

Mr.  Lea  has  made  an  interesting  modificator  of  the  ordinary 
indicator  by  the  substitution  of  a  planimeler  for  the  pencil- 
motion, — cither  permanently  or  temporarily,  as  may  be  desired, 
— thus  at  once  getting  a  measure  and  registry' of  the  work  done.+ 

68.  Tachometers,  Speed-indicators,  Chronographs,  and 
Counters  art  instruments  of  various  kinds  and  classes  used 
by  the  engineer  in  determining  the  speed  of  the  engine,  the 
second  of  the  essential  factors  obtained  by  observation  in 
measuring  its  power.  Of  these  instruments,  the  counters  and 
many  speed-indicators  give  the  exact  and  positive  measures 
of  the  engine-speed  required  by  the  observer  as  data.  They 
mechanically  register  the  revolutions  of  the  machine  one  by 
one.  and  give  either  the  totals  or  the  differences  for  selected 
intervals;  or,  more  usually,  they  work  continuously,  and  these 
totals  or  differences  are  read  off  at  regular  intervals  by  the 
observer  and  recorded  in  the  log,  thus  giving  the  means  of 
obtaining  the  average  speed  of  engine  throughout  the  trial. 
When  indicator-diagrams  are  taken,  the  speed  of  rotation  of 
the  engine  is  taken  as  nearly  simultaneously  as  possible.  This 
measurement  is  commonly  taken  with  one  of  the  small  hand 
speed-indicators,  the  spindle  of  which  is  applied  to  the  centre 
in  the  end  of  the  main  shaft  and  there  held  a  quarter  or  half 
minute,  a  full  minute,  or  more,  as  less  or  greater  accuracy  is 
desired  and  as  the  speed  of  the  engine  is  greater  or  less.  Very 
exact  measurement  is  usually  demanded  for  purposes  of  com- 
putation. 

The  "tachometers"  are  a  class  of  instruments  which  exhibit 


•  Barrus,  p.  63- 
\  Mechanics  ;  Jan.  1 
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on  a  ciial  the  speed  of  rotation  of  the  shafts  by  which  they  arp 
driven.  They  are  not  generally  relied  upon  to  give  exact  read- 
ings ;  but  their  closely  approximate  indications  check  the  hand- 
counter  record  at  any  moment,  as  the  hourly  or  daily  readings 
of  the  mechanically  registering  counters  permanently  attaciicd 
to  the  engine  check  the  averages  of  that  record.  The  tachom- 
eters, Fig.  87,  are  actuated  by  pulleys  or  gearing,  and  are 
designed  to  indicate  the  number  of  revolu- 
tions performed  per  minute  by  shafting,  \>\- 
a  pointer  travelling  over  a  graduated  dial. 
In  the  cylindrical  case  rotate  two  suspended 
weights  or  pendulums,  connected  together 
by  a  strong  flat  coiled  spring.  The  purpose 
of  this  spring  is  to  counterbalance  the  cen- 
trifugal  force  of  the  pendulums.  The  devia- 
tions of  the  pendukims  are  communicated 
by  a  rod  to  clockwork  in  the  case  behind  the 
,  dial,  and  produce  corresponding  deflections 
of  the  pointer.  These  instruments  possess 
,  the  advantages  of  exhibiting  to  the  eye 
the  momentary  fluctuations  of  speed  which 
cannot  be  thus  shown  by  the  revolution- 
7  AiHOMicTdi.  ^oyn[grs_  In  some  cases,  by  the  addition 
of  a  recording  mechanism  and  a  roll  of  paper  to  receive  the 
record,  the  tachometer  is  converted  into  a  "tachograph,"  and 
it  is  in  this  form  often  attached  to  engines  or  other  machines 
to  supply  a  constant  and  permanent  record  of  their  operations. 
For  experimental  purposes  the  paper  is  driven  at  comparatively 
high  speed,  as  high  as  an  inch  (2,5  cm.)  per  minute,  the  more 
common  speed  being  one  half  or  one  quarter  that  velocity. 
When  used  on  the  locomotive  engine,  it  is  customary  to  mark 
the  dial  in  miles  per  hour  as  well  as  revolutions  per  minute. 
Various  forms  of  the  instrument  are  made  Tor  the  various  pur- 
poses of  engineering,  and  are  applicable  to  all  speeds — from  that 
of  the  slowest  engine  to  that  of  the  fastest  electric  machinery. 
The  Edson  speed-recording  instrument,  and  the  Mosscrop  and 
other  familiar  apparatus,  are  of  this  class. 


THE   SPEBD-RECOSDER.  22$ 

The  modern  Speed-rtcorder  is  an  instrument,  Fig.  88.  which 
registers  iht;  fluctuations  of  speed  of  the  engine,  or  of 
other  machinery,  on  a  travelling  strip  of  paper  actuated  by 
J  clock.  The  variations  of 
vclijcily  are  produced  by  the 
movement  of  a  revolving 
pendulum,  like  the  Watt 
governor,  which  moves  a 
pencil  across  the  Une  of 
motion.  The  curve  thus 
traced  is  a  record  of  the 
whole  history  of  the  lime 
of  observation.  A  widely 
serrated  line  shows  great 
irregularity  of  speed ;  the 
less  and  the  closer  the  ser- 
rations, the  better  the  speed; 
the  rise  of  the  line  above  the 
mean  indicates  a  steady  ac- 
celeration; a  fall  means  re- 
tardation ;  a  wide,  even, 
band  of  oscillations  shows  a 
light  wheel ;  a  narrow  band  ■ 
alongthe  correct  mean  indi-'.- 
c;itesa  good  balance-wh 
a  gradual  fall  may  indicate 
change  of  steam-pressure, 
and  sudden  variation  of  \ 
location  of  the  record  1 
iir   band    usually   indicates  Fic.  bs.-Thk  Mqsschip  R.cokDi.«. 

fluctuation  of  the  load,  and  its  extent  of  fluctuation  the  effective- 
ness of  the  system  of  regulation.  The  kinds  of  unsteadiness 
due  to  changing  load  and  pressure  and  to  inefficiency  of  regu- 
lation are  easily  distinguished,  and  the  various  causes  of  varia- 
tion  of  sjjeed  may  usually  be  easily  traced  out  and  remedied. 

Chronographs,  such  as  are  employed  by  the  physicist,  may 
be  used  when  it  is  desired  to  determine  the  method  and  extent 
of  variation  of  speed  during  any  single  revolution  of  the  engine, 
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or  part  of  the  stroke,  as  in  investigating  the  effect  of  the  vary- 
ing  pressure  on  the  piston  and  the  torsional  moment  at  the 
shaft :  conditions  which  can  only  be  studied  experimentally  by 
the  use  of  apparatus  of  extraordinary  delicacy  and  quickness  o( 
action  and  record. 

The  chronograph  was  first  applied  to  measure  the  variations 
of  velocity  of  the  steam-engine  by  a  committee  of  the  British 
Association  in  1843-4,  '"  their  determinations  of  the  speeds  of 
piston  of  the   Cornish  engine.*     It  has  been  applied  by  Mr. 
VVoodburj',  as  early  as  1873,  to  pum ping-engines,  determining 
the   fluctuations  of  velocity  of  fly-wheel,  and.  later,  by  Mr. 
Eckart  in  observing  similar  fluctuations  of  pump-rod  speed,  at 
great  depths  in  ihe  Comstoek  lode  in  Nevada.f     The  latter 
_            found  it  practicable  to  use  the  instrument  at  speeds  of  from  80 
feet   per  minute  up  to   1400   feet.      Messrs.   Dix  and   Mack, 
under  the  supervision  of  the  Author,  applied  the  same  instru- 
ment,  still   later,  to   the   "high-speed  "   engine,    making   250 
revolutions  per  minute. 

The   following   are    Mr.   Woodbury's   records   from    three 
engines : % 

Pnnion  of 
Ro'dniioa. 

Uwell  PjlJiP-ie-l            Lynn  PuinpinK^nRiiw.             ]        Horiionlal 

RevoluLiani  per  MInule. 
13.36                       rS6i                       IJ.QO                      IQ.sg 

Velocly  in  F«l  per  Stcnd 

04 
o3 

16 

24 

40 

44 
48 
50 

6.4a 
6,46 
6.S4 
6.6S 
6.84 
b.96 
7.06 
7.10 
7.06 
7.M 

(.93 

6,8a 

6.77 
6.75 

9,ao 

q.S3 
lo.oS 
10!  16 

9,96 

9.70 
9-43 
9- as 

9.0S 

897 

7 
7 
7 

7 
7 
7 
6 

6 

5 
5 
3 

13 

a7 
53 

75 
70 
S3 

33 

60 

87 
73 
71 

10.  t6 
10.62 

10.84 
10.96 
10.90 
10.7s 
10.43 
10,04 
9.58 
9*5 
9'4 

?;S 

9.9a 

•Trans.  R   A.  A.  S-.  1844. 

tTrans,  Am.  Soc.  M.  E.;  Vi>l.  III.;  iBSj.                                (Ibid. 
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The  curves  here  shown  represent  the  motion  of  the  fly- 
wheel of  the  Lynn  engine. 

By  the  use  of  the  ordinary  form  of  physicist's  chronograph, 
or  a  slightly  modified  instrument,  the  speed  of  engine,  and  its 
variations,  are  measured,  not  only  stroke  by  stroke,  but  evun 
from  point  to  point  in  the  single  revolution  of  the  engine.  This 
is  a  matter  of  importance  in  the  application  of  engines,  and 
especially  if  at  low*  speed,  to  the  driving  of  dynamo-electric 
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machinery,  where  variations  of  speed,  however  limited  as  to 
time,  are  seriously  objectionable.  The  frontispiece  exhibits  the 
method  of  attachment  of  the  instrument  to  a  "high-speed," 
direct-acting,  horizontal  engine  of  common  type.  A  is  the 
steam-cylinder;  i*,  the  engine-frame;  C,  the  end  of  the  main 
shaft ;  D,  the  balance-wheel ;  E,  the  brake-pulley,  with  strap  F, 
and  scale  weighing  the  turning  effort  at  G.  On  the  extremity 
of  the  shaft,  a  coupling,  H,  is  attached  which  drives  the  chron- 
ograph, /,  through  a  slender  rod  seen  connecting  them.  The 
revolving  cylinder,  on  which  the  paper  is  smoothly  stretched, 
to  receive  the  record,  is  seen  at  7".  and  the  stylus  or  pen  is  at 
j^     The  whole  is  mounted  on  a  firm  support  as  L. 

When   in  operation,  the  cylinder  is  turned  by  the  engine. 
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(nittcad  of  lt3  usual  motor  apparatus,  and  the  pen,  slowly 
traversing  the  cylinder,  produces  a  closely  compressed  helix. 
At  regular  intervals,  a  circuit  is  made  and  broken  by  the 
atuadard  clock  or  other  timing  instrument,  and  the  line  is  given 
a  V-»haped  jog  which  marks  the  time-interval  on  the  cylinder. 
Tlic  adjustment  should  be  such  that,  at  normal  speed,  these 
breaks  should  occur  at  precisely  the  same  points  in  the  circum- 
ference of  the  chronograph  cylinder  at  each  of  its  revolutions 
or  at  each  tenth  or  other  fraction  of  a  revolution,  as  may  be 
determined  upon.  Any  acceleration  or  retardation  will  then 
,be  exhibited  by  the  production  of  the  break  in  advance  of.  or 
behind,  its  normal  position.  In  the  first  case  all  such  brealis 
fall  into  straight  lines  along  the  cylinder,  parallel  to  the  a.xis  : 
in  the  latter  case  they  wilt  fall  into  regular  helical,  or  curvi- 
linear, or  irregular,  lines,  accordingly  as  the  acceleration  or 
retardation  is  uniform,  smoothly  variable,  or  irregular.  The 
inclination  of  the  lines,  or  of  the  tangents  to  the  curves  so  pro- 
duced, to  the  axis  is  thus  a  measure  of  the  change  of  speed. 
Thus,  if 

C  =  the  circumference  of  the  record  cylinder ; 
d  =  distance  traversed  by  the  pen  per  revolution; 
n  =  number  of  revolutions  of  engine  per  minute  ; 
«'  z^  revolutions  of  the  chronograph  ; 


(f  =  angle  made  by  the  line  produced  as  above  with 
the  axis, — 


then  we  have 

Cn        C  ±d  tan  fl 


tminn  the  positive  and  negative  signs  for  acceleration  and  for 
retardation,  respectively. 
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r  = 


For  a   case   of  actual   work,   C=  21.84;   ^=0.0833  +  ; 
285  ;  «  =  30 ;  and 

d 


n  =  285  ^i  ±  ^tan  6^ 


)■■ 


and,  making  a  variation  of   1°,  the  angular  deviation  would 
become  tan"'  6^  =  42°  36';  since 


and 


«  —  285  =  -^  tan  0'  =  I, 


tan  &'  =  —,=  — ^;  tan-  ^  =  42°  36'. 


nd 


21.84 


It  often  requires  very  nice  adjustment  to  secure  sufficiently 
perfect  arrangement  of  speeds  to  give  a  good  line  for  the  normal 
operation  of  the  engine;  especially  as  the  sensitiveness  of  the 
instrument  increases  with  decreasing  values  of  the  angle  ff. 

The  following  is  a  set  of  data  thus  obtained  in  the  course 
of  a  trial  of  a  good  type  of  engine,  considerably  out  of  adjust- 
ment : 


Observation. 

• 

«!-*« 

"1 

D.  H.  P. 

I 

+  75°  51' 80" 

+    4-35 

289.35 

0 

2 

-  72"  14'  17" 

-    3-55 

281.45 

4.22 

3 

-  78°  32'  58" 

-    4.54 

280.46 

7.01 

4 

-  79'  48'  46" 

—     6.05 

27895 

9-77 

5 

-  80°  43'  54" 

-    6.63 

278.37 

12.53 

6 

-  85**  18'  45" 

—  13.2b 

271-74 

M-95 

7 

-  85^*  58'  47" 

-  »5-47 

268.  t;3 

1745 

The  next  engraving  exhibits  the  chronograph  as  used  by 
Mr.  Eckart-     The  reference-letters  are  as  follow : 
CC — Cast-iron    base-plate,    covered    with    sheet  brass,    upon 
which  the  mechanism  is  secured. 
B — Metal  frame  containing  gearing  for  driving  drum  A  and 
escapement-wheel  b\  motion  communicated  by  means 
of  adjustable  weights  D. 
AA — Light  brass  drum,  accurately  balanced,  revolving  on  fric- 
tion-rollers 8,  8,  at  both  ends. 


(50  S-VG/-VS  AXD  BOILER   TRIALS.  ■ 

// — Paroltcl  gUHlc>bans  upon  which  the  tracing-point  h,  and 
its  CArrut^  travel  back  and  forth,  receiving  motion  in 
one  Jiri.'ctiiin  from  the  engine  or  other  moving  parts 
lbrout;b  ihe  cord  P,  passing  through  the  bars/,  and 
att.ichcd  to  ihe  tracing  carriage ;  the  return  motion  is 
^rivt^l  from  a  coiled  spring  in  the  spring  drum  C. 

IV— SiOuJt  ckttro-magnets  on  tracing  carriage  for  raising  the 

liacing-point  A,  olT  the  paper  and  replacing  it   at  any 

thrsifvd  point  to  be  especially  observed. 

rf— Elfctro-magnets  on  separate  carriage  kk,  adjustable   on 

pkrallel  bars/,  operating  the  steel  tracing-point  ^f,  at- 


tached to  the  armature  of  d,  for  the  purpose  of  record- 
ing seconds  on  the  margin  of  the  paper  or  at  other 
parts  of  same  as  required. 

i — Chronoscope  or  watch  supported  on  frame  x,  the  second- 
hand  of  which  swings  the  light  platinum  wire  /,  break- 
ing contact  with  the  insulated  wire  k.  thereby  breaking 
circuit  with  <i  and  recording  seconds  through  the 
tracing-point  f  on  the  paper. 

q — Adjusting  screw  for  the  wire/. 

a — Steel   spring   of   escapement.     This  spring   is   securely 
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clamped  in  K,  its  flexibility  being  controlled  to  a  cer- 
tain extent  by  means  of  the  thumb-screws  o  and  /. 

This  instrument  was  found  to  give  with  great  exactness  the 
fluctuations  of  piston-speed  in  a  pumping  engine  at  80  feet  per 
minute,  and  for  a  hoisting  engine  at  1400  feet.  It  is  thus 
peculiarly  well  adapted  for  pit-work. 

Instead  of,  as  is  usual,  employing  a  clock  pendulum  to  mark 
time  and  give  the  velocity-curve  of  the  engine,  a  portable  time- 
keeper is  here  used.  This  is  the  common  form  of  '•  timer,"  de- 
signed especially  for  timing  in  trials  of  sj>eed  of  vessels,  or  on 
the  race-course.  The  hand  of  the  instrument,  revolving  once 
per  second,  breaks  the  circuit,  and  the  stylus  or  pen  g  is  caused 
to  mark  the  inter\'al-  The  stylus  or  tracing-point  barely  touches 
the  lamp-black,  being  counterbalanced  in  such  manner  as  to 
remove  the  coating  without  bearing  perceptibly  upon  the  paper, 
producing  a  fine  white  line  on  the  black  surface.  In  fitting 
the  paper,  it  is  cut  slightly  longer  than  the  circumference  which 
it  is  to  cover,  and  lapping  the  edges  and  gluing  them  together, 
the  lap  is  carefully  sandpapered  to  as  nearly  as  possible  uniform 
thickness  at  the  joint  and  elsewhere.  The  surface  is  then 
smoked,  and  is  ready  for  use. 

T/ie  Hand  Speed-indicator  is  made  in  various  forms.  One 
which  the  Author  has  found  ver}'  satisfactor\'  is  shown  in  the 
illustration.  It  answers  equally  well  in  whichever  direction 
the  engine  may  turn,  is  convenient  in  use,  and  gives  reliable 
results.  The  Author  has  often  found  a  different  shape  of  point 
more  certain  to  hold,  and  has  often  flattened  the  point  and 
griven  it  a  semicircular  sharps-edged  termination,  to  obtain  a 
more  secure  hold  on  the  centre  of  the  shaft.    (Fig.  91.) 

The  usual  method  of  counting  the  revolutions  of  the  ensjine, 
by  means  of  the  hand  speed-indicator  or  the  registering  **counter*' 
attached  to  the  machine,  gives  the  mean  speed  for  a  certain 
time — as  for  a  minute — for  which  the  count  is  taken.  The  use 
of  the  chronograph  in  the  manner  just  indicated  gives  a  meas- 
ure of  the  rate  or  speed  for  the  instant,  for  each  revolution. 
To  ascertain  the  rate  during  successive  portions  of  the  revolu- 
tion, the  method  of  Woodbury  or  of  Eckart  may  be  adopted. 
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These  processes  may  all   be  used — properly  fitting  up  the 
chronograph   for  the   purpose  ;  but  a  much  less  costly,  more 


convenient,  and  simpler  method  may  be  employed,  the  measur- 
ing instrument  being  the  ordinary  tuning-fork  or  "timing-fork." 

The  Timiug-fork  used  in  liming  engines,  and  in  measur- 
ing speeds  and  speed- variations  during  a  single  revolution  of 
the  engine,  may  be  of  any  convenient  size,  but  preferably  one 
of  slow  vibration  and  low  note.  The  fastest  engines  ordinarily 
make  about  one  revolution  in  the  fifth  of  a  second;  but  very 
small  engines,  and  especially  those  used  in  electrical  and  high- 
speed torpedo-boat  work,  sometimes  make  a  revolution  in  the 
tenth  of  a  second.  A  standard  C  fork  making  256  vibrations 
per  second  would  thus  space  off  the  engine-c>'cle  into  from  25 
to  50  parts  with  the  fastest  of  small  engines,  or  into  256  parts  if 
the  engine  makes  60  revolution.s  per  minute.  The  normal  fork, 
for  concert  pitch,  at  the  Conservatoire  de  Musique.  Pans,  makes 
8/0  vibrations  for  standard  a,  treble  staff,  corresponding  to 
261  vibrations  for  C.  This  would  similarly  measure  speeds  at 
intervals  of  87  or  1 74  parts  for  the  fastest  engines,  or  870  parts 
at  60  revolutions. 

The  usual  method  of  application  is  that  of  Mons.  Dubamel, 
who  covers  an  accurately  turned  cylinder  with  a  sheet  of  paper 
having  a  smooth  and  firm  surface,  uniformly  covered  with 
lamp-black,  and  permits  a  fork  mounted  on  a  firm  stationary  sup- 
port to  record  its  motions  in  a  sinuous  curve  on  the  paper,  as 
the  cylinder  is  regularly  turned  beneath  the  point  of  a  light 
stylus  fixed  on  the  end  of  the  fork.     The  rate  of  the   fork  being 
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known,  and  the  number  of  sinuosities  of  the  line  being  counted 
for  any  specified  period,  the  time  becomes  known.  I(  the  line 
be  marked  at  each  revolution  or  specified  part  of  a  revolution 
of  the  engine,  by  any  convenient  automatic  system,  the  veloci- 
ties become  known  for  each  of  those  periods.  The  cylinder 
carrying  the  paper  should  be  caused  to  traverse  longitudinally 
by  the  action  of  a  screw  of  conveniently  chosen  pitch,  as  is 
illustrated  by  the  recording  mechanism  o(  the  Scott  phonauto- 
graph.*  The  record  on  the  smoked  paper  being  made,  it  may 
be  saved  and  rendered  permanent  by  dipping  it  in  an  alcoholic 
solution  of  shellac,  or  of  sandarack  or  other  gum. 

In  engine-testing  the  following  method  has  been  found  to  be 
very  satisfactory :  A  toothed  wheel  or  disk  is  mounted  on 
the  end  of  the  main  shaft,  the  number  of  teeth  being  deter- 
;nined  by  the  degree  of  accuracy  sought,  as  36  to  give 
measures  tor  each  ten  degrees  in  the  revolution  of  the  crank 
and  shaft,  or  72  for  five-degree  intervals.  These  teeth  consti- 
tuted the  circuit-breaking  apparatus  for  a  small  battery,  the 
current  from  which  was  the  primary  for  a  small  induction-coil, 
the  induced  current  being  caused  to  pass  through  the  stylus 
and  to  the  paper-cylinder,  each  spark  breaking  through  the 
smoked  surface  and  leaving  its  mark,  and  the  space  and  time 
between  successive  points  thus  made  giving  a  measure  of  the 
speed  of  the  engine  in  that  ten-degree  interval.  Some  care 
is  necessary  to  get  a  good  form  of  sty- 
lus for  this  work.  The  sketch  shows 
that  adopted  by  Messrs.  Dix  and  Mack  e\^ 
for  their  investigation  of  this  subject. 
A  light  metal  frame,  AA,  carries  the 
verj-  fine  and  light  needle,  or  stylus, 
B.  of  which  the  point  P  is  smoothly 
rounded  so  as  not  to  tear  the  paper, 
and  which  is  guided  by  an  opening,  C.  Fm.  9-. 

and  held  up  to  a  gentle  contact  by  the      sntus  k.,»  Ti«i»c-foi.«. 
spring  of  D.     A  small  screw,  J),  holds  the  whole  firmly  in  place 
on  the  end  F  oi  the  fork, 

"See  Ganofs  Physics,  §  146. 


ENGINE  AND   BOILER    THIALS. 


The  next  figure  shows  an  improvised  and  simple,  but  effec- 
tive, method  of  moving  the  fork.     B  is  the  engine-frame ;  C  is 


the  crank-shaft ;  F  the  fork,  mounted  on  a  platform,  GG,  in 
such  manner  that  it  may  be  smoothly  and  steadily  traversed 
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before  the  smoked  cylindrical  surface  H  by  sliding  its  base- 
piece,  A  between  the  guides. 

Below  arc  the  data  thus  secured  by  test  of  an  engine  making 
about  2S5  revolutions  per  minute  : 


AoBle. 

p™™; 

Angle. 

Vibraiion*. 

l4"ctSl.' 

8.7 

iSo'-Jlo" 

8.g 

30 -eo 

310-240 

8.75 

60-90 

8.7S 

-1.9 

340  -370 

s.a 

-3.4 

90-1TO 

—"■9 

370-300 

8.7 

-a. 3 

150  -iSo 

89 

330  -3(« 

s  5 

0  =  normal. 

Plotting  these  data,  the  accompanying  figure  is  obtained,  and 
a  comparison  of  the  curve  with  th.it  rep  resenting  the  varying 
accelerating  moments  acting  on  the  cngi.ie-shaft ;  the  twu 
are  found  to  accord — as  should  be  expected.  Radii  here 
measure  velocities.  The  connecting-rod  wa.s  here  six  cranks  in 
length,  the  ratio  of  expansion  about  four. 

The  accompanying  illustration  exhibits  tlit  mounting  of  llie 


timing-fork  as  devised  by  Mr.  Ransom.*  The  timing-fork, 
kept  in  motion  by  an  electric  current,  is  mounted  on  a  rest 
driven   by  a  screw,  parallel  to  the  axis  of  the  paper-cylinder. 
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Thv  operation  of  the  instrument  is  the  same  as  in  the  cases 
already  ilcacribci).  The  record  obtained  Is  similar,  and  maybe 
iltu»trated  by  that  given,  full  size,  in  the  next  figure,  which 
KlticAciUti  a  mean  speed  of  141  revolutions  per  minute. 


G(««l  regulation  is  usually  considered  to  imply: 

(0  Uniform  rotation  ;  meaning  minimun  variation  of  angu- 
Ur  million  during  the  revolution  of  the  crank-shaft. 

ThiH  variation  depends,  for  its  amount,  upon  the  simulta- 
lltioii*  variations  of  effort  and  resistance,  and  upon  the  magni- 
\va\v  111  the  regulating  mass,  the  fly-wheel. 

(3)  The  speed  of  engine,  revolution  by  revolution,  should 
tin  very  nearly  constant. 

Tliis  variation  should  not  usually  be  allowed  to  exceed  two. 
Ami  \*  often  less  than  one,  per  cent. 

(3)  The  mean  engine-speed  should  remain  constant  over  the 
whole  period  of  its  operation, 

(4)  The  mean  speed  of  the  engine  should  be  precisely  that 
lit  which  it  is  intended  to  be  operated,  irrespective  of  variation 
111  io.ul  or  of  steam-pressure. 

Thr  Computation  of  Poxvcr,  or  of  the  work  of  the  steam 
on  the  piston,  is  possible  whenever,  the  dimensions  of  the 
iiiHjinc  being  known,  the  mean  pressure  on  the  piston  and  its 
mean  velocity  have  been  measured  for  the  required  period. 
'I'ho  mean  effective  pressure  can  only  be  obtained  by  the  use 
III  (he  indiciitor  and  from  its  diagram.  The  mean  speed  of 
[ilnton  in  readily  computed  when,  by  counting  the  revolutions 
<il  ihc  engine  by  the  eye,  watch  in  hand,  or  by  the  use  of  any 
Convenient  and  reliable  form  of  counter,  the  average  number 
In  obtained  for  the  unit  of  time.     The  mean  effective  pressure 
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in  pounds  per  square  inch  and  the  velocity  of  the  piston  in  feet 
per  minute  being  thus  ascertained,  the  product  of  these  factors 
into  the  net  area  of  piston  in  square  inches — the  area  of  the 
rod  being  deducted  on  that  side — gives  the  work,  2p^LAN^  in 
foot-pounds  per  minute ;  and  the  indicated  horse-power, 

I.  H.  P.  =  ^P^^, 

33000 

is  at  once  given,  A  being  the  net  area  of  piston. 

If  working  up  many  diagrams  from  the  same  engine,  the 
first  step  should  be  the  computation  of  the  **  constant  of  the 
engine,"  a  figure  which  expresses  the  horse-power  of  the  engine, 
under  its  regular  conditions  of  operation,  for  each  pound  mean 
pressure  on  the  piston.     Thus, 

I  H  P  ^  2p^LAN ^  2p^VA 

33000  33COO  ' 

and  when/«  =  i,  this  becomes 

2LAN      2  VA 


C  = 


30000       33000' 


where  the  symbols  are  those  customarily  used.  Each  diagram 
is  then  measured  up  and  its  mean  pressure  obtained,  and  the 
multiplication  of  this  quantity  by  the  constant  thus  computed 
gives  the  horse-power  for  that  diagram.  a  v 

/j^\  69.  The  Steam  or  Water  Consumption  of  the  engme 
cannot  be  exactly  ascertained  by  the  use  of  the  indicator,  since 
a  portion  of  the  steam  entering  the  engine  is  always  instantly 
condensed  by  contact  with  the  cooler  walls  of  the  cylinder, 
and  another  portion,  sometimes  considerable  in  amount,  may 
escape  past  the  piston,  or  through  the  valves,  by  leakage.  The 
indicator  does  exhibit,  however,  the  pressure  and  volume  of 
steam  actually  present  at  each  instant  in  the  steam-cylinder, 
and  it  thus  becomes  easy  to  compute  its  weight  and  to  obtain 
a  measure  of  the  quantity  thus  shown  by  the  indicator,  for 
comparison  with  the  total  quantity  supplied  by  the  boiler,  and 
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thus  to  ascertain  the  losses,  by  condensation  and  leakage,  ol 
power,  heat,  and  steam.  The  pressure  being  shown  on  the 
diajiram  at  every  point  in  the  stroke,  the  "steam-tables"  give 
the  corresponding  specific  weights,  the  weights  per  unit  of 
volume  ;  and  the  space  traversed  by  the  piston  up  to  the  given 
point,  plus  the  clearance-space,  measures  the  actual  volume: 
the  latter  quantity,  multiplied  by  the  specific  weight,  is  the 
weight  of  uiicondiinscd  steam  present  in  the  cylinder  at  the 
specified  point.  The  mean  weight  per  stroke,  multiplied  by 
the  number  of  strokes,  being  compared  with  the  total  weight 
supplied  by  the  boiler  in  the  same  time,  as  shown  by  the  log 
o(  the  boiler-trial,  the  difference  is  the  waste  by  internal  con- 
densation and  leakage. 

The  real  measure  of  the  efficiency  of  any  engine  is  the 
quantity  of  steam  used  by  it  to  develop  unity  of  power,  and 
that  efficiency  is  the  greater  the  smaller  its  legitimate  demand 
for  steam,  and  the  less  its  waste  in  these  directions.  Should 
it  be  impracticable  to  conduct  a  boiler-trial  to  determine  the 
amount  of  steam  drawn  off  to  supply  the  engine,  it  maybe 
possible  to  secure  a  fairly  approximate  measure — when  it  is 
known  that  the  boiler  gives  dry  steam — by  observing  the  rate 
ol  fall  of  the  water-level  with  the  feed  shut  off  and  computing 
the  volume  and  weight  evaporated  from  the  known  dimensions 
of  the  volume  thus  traversed  by  the  subsiding  water-surface. 
Care  must  be  taken  not  to  allow  its  fall  to  go  so  far  as  to  become 
3  source  of  risk.  It  is  usually  easy  to  measure  the  volume  corre- 
sponding to  a  fall  nearly  equal  to  the  length  of  the  gauge-glass. 
In  many  cases  the  quantity  of  steam  shown  by  the  indicator,  at 
the  point  of  cut-off,  may  be  determined  from  the  diagram,  and 
a  known  or  probably  fair  allowance  may  be  added  for  unin- 
dicated  wastes,  to  obtain  an  approximate  measure  of  the  quan- 
tity of  water  demanded  per  horse-power  and  per  hour.  This 
waste  has  been  seen  to  be  rarely  as  little  as  ten  per  cent.,  and 
often  as  much  as  thirty  per  cent,  and  upward. 

The  volume  added  by  the  clearance  and  port  passages 
varies  greatly  with  the  type  and  build  of  the  engine.  In  the 
single-valve  and  in  the  older  forms  of  poppet-valve  engines  it 
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IS  rarely  less  than  six,  and  is  often  ten.  per  cent,  and  more : 
in  the  best  of  modem  engines  it  is  often  as  low  as  two  pcr 
cent.  It  may  be  easily  measured,  either  from  the  drawings  <! 
the  engine  or  by  filling  these  spaces  with  water  from  a  quan- 
tity previously  weighed.  The  weight  required  to  fill  the  clear- 
ances and  ports  g^ves  the  means  of  computing  their  volume 
from  the  known  density  of  the  liquid.  Where,  as  is  usual  in 
recent  and  well-designed  engines,  considerable  compression  is 
employed,  the  saving  of  steam  thus  effected  is  to  be  carefully 
allowed  for  in  all  determinations  of  steam  accounted  for  bv  the 
indicator.  The  loss  by  leakage  should  be  inappreciable  in  any 
good  engine,  and  this  being  ascertained  by  test,  giving  steam 
at  one  end  and  observing  the  escape  of  steam,  if  any  occurs, 
by  opening  the  indicator-cock  on  the  other  end,  the  whole 
waste  shown  will  be  due  to  cylinder  condensation,  the 
amount  of  which,  as  a  percentage  of  the  steam  accounted  for 
by  the  indicator,  and  as  the  quantity  to  be  added  to  the  latter 
for  engines  of  fair  size  and  good  construction,  may  be  taken 
as,  approximately,  from  about  0.15  \  r  in  the  best  cases  of  com- 
pound engines,  to  0.2  Vr  in  ordinary  good  unjacketed  engines, 
and  above  the  latter  figure  for  engines  of  older  type  and  slower 
speeds  of  rotation  ;  r  being  the  ratio  of  expansion  for  a  single 
c>'linder  only,  in  the  case  of  the  compound  engine,  and  that 
c>'linder  being  taken  which  has  the  highest  value  of  r. 

When  the  problem  to  be  solved  is,  as  usual,  the  determina- 
tion of  the  efficiency  of  any  actual  engine,  as  distinguished 
from  the  simple  thermodynamic  efficiency  of  the  ideal  engine, 
the  indicator  aids  the  engineer  in  its  solution  by  showing 
the  precise  quantity  of  steam  present  at  every  instant  during 
the  stroke,  and,  hence,  the  quantity  of  water  present  at  the 
same  time  ;  the  sum  of  these  two  weights  being  always,  if 
the  piston  and  valves  are  tight,  equal  to  the  weight  of  feed- 
water  passing  through  the  boiler  and  entering  the  engine  as  a 
mixed  working  fluid.  The  volume  and  pressure  of  the  steam 
are  shown  by  the  indicator,  and  the  weight  is  easily  computed 
from  its  known  density  at  the  given  pressure.  The  portion  of 
stroke  traversed  at  any  instant,  added  to  the  clearance-space. 
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measured  in  equivalent  cylinder  length,  g^ves  the  volume  of 
steam  present.  The  quantity  of  steam  supplied  is  equal  to  the 
measured  quantity  at  the  point  of  cut-off,  less  that  retained  by 
compression.  The  difference  between  the  weight  of  steam 
thus  measured  at  any  point  in  the  stroke,  and  the  total  weight 
of  feed-water  supplied,  or  steam  entering  the  engine,  per  stroke, 
is  the  weight  of  water  present. 

Also,  the  total  weight  of  mixed  steam  and  water  present 
from  the  point  of  cut-off  to  the  opening  of  the  exhaust-port  is 
the  sum  of  the  quantity  coming  from  the  boiler  and  that  com- 
pressed into  the  clearance-spaces.  The  variation  of  this  quantity 
is  well  shown  by  the  following  data  obtained  by  Mr.  Spangler:* 

Weight  of  steam  per  I.  H.  P.  per  hour,     .     . 

priming        "  "        9  per  cent., 

feed-water    "  "        

steam  at  0.9  stroke, " 

water  "    "        "         33  per  cent.,  nearly, 


« 

u 
it 

4< 
it 
« 
tt 
H 


Steam  "  0.7  "  

water  "    "  "  38  per  cent.,  nearly, 

steam  "0.5  "  

water  "    "  "  40  per  cent.,  nearly, 

steam  "  0.3  "  

water   "    "  "  58  per  cent.,  nearly. 


lbs. 

28.15 

« 

2.78 

u 

30.93 

it 

20.06 

u 

10.87 

« 

19.23 

<< 

11.70 

tt 

18.27 

it 

12.66 

tt 

17-31 

tt 

13-62 

These  figures,  as  will  be  seen  by  comparison  with  other  similar 
data,  are  indicative  of  a  greater  waste  than  usually  occurs  in 
large  engines,  due  to  the  small  size  of  that  here  referred  to. 
It  is  evident  that  all  variations  from  the  proportions  of  the 
mixture  entering  the  engine  must  be  due  to  the  transfer  of 
heat  to  and  from  the  metal  of  the  cylinder  and  piston.  The 
above  figures  show  a  gradual  increase  of  the  proportion  of  steam 
present  produced  by  re-evaporation  of  that  condensed  ini- 
tially, on  entrance,  from  the  point  of  cut-off  up  to  the  end  of 
the  stroke. 

The  weight  of  steam  in  the  cylinder  at  any  point  of  the 

*  Journal  Franklin  Institute,  Feb.  1886. 
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troke,  in  pounds  per  indicated  horse-power  per  hour,  is  always 
qual  to 


IV      _  60  X  zianw'  /Ipjan  _  13750K1 
I.  H.P.  144  '  330CX>~      /„ 


m- 


(''  -  <■>"" 


'y 


p_  =  mean  effective  pressure ; 
c  and  c'  =  the  volume  of  clearance-space  and  of  steam  at 
the  point  of  closing  of  the  txhaust-valve  and 
beginning  of  compression ; 


-and  - 


:  their  ratios  to  total  cylinder  volunie ; 


r  =  ratio  of  the  given  travel  to  full  stroke  of  piston ; 

w,  a/,  and  w"  ^  weight  of  steam  per  indicated  horse-power  per 

hourt  the  specific  weight  at  the  pressure  found 

at  the  given  point;  and  the  specific  weight 

at  the  beginning  of  compression  ; 

a  =  when  the  piston  area  is  measured,  as  above,  in 
square  inches  and  the  stroke  in  feet, 


T98oooo_ 

144 


13750. 


This  computation  is  commonly  made  for  the  points  of  cut- 
ofl  and  of  release.  At  the  former  the  "initial  condensation" 
is  obtained,  and  probably  the  best  measure  of  the  waste  by  con- 
'  densation  :  at  the  latter  a  measure  is  secured  of  the  state  of  the 
I  mixture  exhausted  from  the  engine. 

The  following  example,  from  a  diagram  taken  by  Barrus,* 
employing   Clarke's   tables,+   illustrates    these   computations: 

ETaking-  =  0.308  at  cut-off,  and  -  =  0.901  at  release,  c  =  o.02i',: 

"  On  the  Tabnr  Indicalor,  p.  48. 
't  Mannat  for  Mechanical  Engineers. 
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c' =  0.0711',: /„  =  38.45;  If' =0.1844  at  cut-off  and  0.0705! 
release  ;  w"  =  0.045?.     Then,  at  cut-off, 

If  =  (13750 -=-38.4S)[{o.3o8 +0.02)0.1844 

—  (0.071  +ao2)o.o457]  =  20.13  lbs..- 
and,  at  release, 

w  =  (13750  -^  384S)[(o-9i  +  0.02)0.0705 

—  (0.071  -1-0.02)0.0457]  =  21.95  lbs. 

Here,  the  indicator,  in  the  instance  from  which  these  figures 
are  derived,  shows  a  difference  in  computed  weights  of  steam 
per  horse-power  and  per  hour  at  the  points  of  cut-off  and  release 
amounting  to  nearly  two  pounds — about  ten  per  cent.,  wliich 
difference  is  the  measure  of  the  re-evaporation  taking  place  dur- 
ing expansion.  To  the  figures  above  obtained  must  be  added 
the  allowances  for  total  wastes. 

We  have  in  many  instances  so  little  compression  that  it 
may  be  neglected.  In  such  cases  the  following  very  simple 
process  may  be  adopted :  Assuming  the  working  fluid  to  be 
water  instead  of  steam,  the  quantity  demanded  would  be,  per 
horse-power  per  hour, 


1980000  X  62.4  _ 
144  " 


857900 


pounds  at  one  pound  pressure  per  square  inch ;  and,  at  any 
other  pressure,  />, 

.857900. 


,  nearly ; 


while  if  steam  be  employed  the  weight  would  be  less  in  propor- 
tion to  its  greater,  its  specific,  volume,  {■',  and  the  weight  actu- 
ally needed  would  be 

857900 
A- 
which  may  be  corrected  for  clearance  and  compression. 
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The  detailed  method  of  computation  from  this  indicator-dia- 
gram is  illustrated  fully,  later  (§71). 

The  following  is  a  convenient  form  of  this  expression  for 
steam  and  water  consumption : 

Let  /,  =  initial  pressure,  absolute ; 
p^  =  back-pressure,  absolute ; 
r  =  true  expansion-ratio  ; 
c  =  clearance  fraction  ; 
D  =  density  of  steam  in  lbs.  per  cu.  ft. ; 
w  -=■  weight  of  steam  per  horse-power  per  hour ; 


a 
tv  :=  — 


+i.+m 


(l+log.r)(i+.)-(-^j  +  r), 


The  constant  has  been  seen  to  have  the  value,  in  British  meas- 
ures, a  =  1 3750.  Compression  is  here  neglected.  This  ex- 
pression assumes  a  minimum  value,  for  the  ideal  case,  as  is 
elsewhere  seen,  where 

r  =  — • ,  nearly. 

This  value  is,  in  the  real  engine,  found  to  be  greatly  reduced 
by  the  occurrence  of  internal  wastes,  by  cylinder  condensation 
or  leakage. 

The  following  table,  prepared  by  Mr.  Thompson,  gives  the 
factors  employed  in  computing  the  indicated  consumption  of 
water.*  The  method  is  illustrated  in  Fig.  97.  The  mean  effec- 
tive pressure  must  be  known,  but  the  horse-power  or  the  size 
of  the  cylinder  need  not  be  known.  Draw  a  vertical  at  each 
end  of  the  diagram,  and  continue  the  expansion-curve  to  /. 
From  /  draw  /C  Measure  the  absolute  pressure  at  t,  and  find 
in  the  table,  page  244,  the  corresponding  number.     Numbers 


*  Hcmenway's  Indicaior  Practice  ;  N.  Y.,  18S6  ;  J.  Wiley  &  Sons.     Amer- 
ican Machinist. 
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under  T.  P.  represent  the  terminal  pressure  in  pounds,  and  the 
figures,  1,  2,  3,  etc.,  tenths  of  a  pound. 

Divide  this  number  by  the  mean  effective  pressure ;  the 
quotient  will  be  the  steam  accounted  for  per  horse-power  per 


hour,  uncorrected  for  compression.     To  make  this  correction 

multiply  by  tE  and  divide  by  tC. 

When  the  maximum  compression  is  nor  as  high  as  the  ter- 
minal pressure,  the  compression-curve  must  be  extended,  as  c, 
and  E  will  be  outside  the  diagram. 

In  illustration  of  the  computation  of  the  economical  per- 
formance  of  engines  by  determining  their  expenditure  of  heat, 
measured  in  British  thermal  units,  may  be  given  the  following, 
as  computed  by  Mr.  Barrus,*  using  Clark's  tables. t 

Assume  a  non-condensing  engine  to  use  27  lbs.  of  feed- 
water  per  horse-power  per  hour,  supplied  at  213°  F.:  a  con- 
densing engine  18  !bs„  at  130°;  and  a  compound  engine  14  lbs., 
at  170°.  The  pressure  in  the  first  two  cases  is  80  lbs.  and  in 
the  last  case  120.  In  the  first  two  cases  the  steam  contains  J 
per  cent  moisture,  and  in  the  last  case  it  is  superheated  20°. 
The  total  heat  of  saturated  steam  of  80  lbs.  pressure  [94.7  lbs. 
absolute]  is  1212.2  A'.  T.  U.  Deduct  the  heat  corresponding 
to  0.05  moisture,  0.05  X  885.9  =  4-4  i^^S.g  being  the  latent 
heat],  and  there  remain  1207.8  units,  the  total  heat  of  steam 
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containing  \  of  one  per  cent  of  moisture,  measured  above  zero. 
Deduct  the  heat  corresponding  to  a  feed-water  temperature 
of  212^,  212.9  thermal  units,  and  there  remain  994.9  units,  the 
total  heat  of  one  pound  of  steam,  containing  \  of  one  per  cent 
moisture,  above  the  temperature  of  feed-water.  Multiply  this 
by  27,  and  the  product,  26,862.3  units,  is  the  heat  expended  per 
horse-power  per  hour. 

A  similar  computation  gives  19,400.4  thermal  units  per 
horse-power  per  hour  for  the  second  case. 

In  the  third  case,  the  total  heat  of  saturated  steam  of  120 
lbs.  pressure  [134-7  lbs.  above  zero]  is  1 220.1  B.  T.  U.  The 
heat  corresponding  to  20*^  superheating  is  20  X  0.475  =  9-5» 
which  gives  1229.6  units  for  the  total  heat  of  superheated 
steam.  Deduct  1704  thermal  units,  the  heat  corresponding 
to  a  feed-water  temperature  of  170°,  and  multiply  by  14,  and 
we  have  for  a  product  14,828.8  units,  the  heat  expended  per 
horse-power  per  hour. 

These  results  are  tabulated  below : 


Kind  op  Encini 


Non-       .Condensing. 


I  Condensing 
A. 


Boiler- pressure lbs. : 

A».  lemp.  of  feed-water dcg.  1 

Feed-water  per  H.  P.  per  hour lbs.  1 

Percentai^e  moisture  in  steam ^i 

Total  heat  of  saturated  steam th.  un. 

Total  beat  corrected  for  moisture  and  super 

beating th.  un. 

Heat  of  feed-water '* 

Heat  expended  per  pound 

Heat  expended  per  H.  P.  per  hour. . .. 


( ( 


tt 


80 
212 

27 
0.5 
1212.2 

1207.8 
212.9 

994-9 
26.862.3 


80 
130 

18 

0.5 
1212.2 

1207.8 

130 
1077.8 
19,400.4 


Compound. 


C. 


120 
170 

14 
20"  superb. 

1220.1 

1229.6 

170.4 

1059.2 

14,828.8 


A  comparison  of  the  heat  thus  computed,  as  expended,  with 
the  heat-equivalent  of  the  useful  work  performed,  determines 
the  efficiency. 

As  each  horse-power  is  the  thermal  equivalent  of  42.75 
heat-units  per  minute  or  2565  units  per  hour,  we  have  for  the 

three  cases, 

A.  B.  c 

2565  ^  2565  2565 

-25^  =0.096;  J'     =0.137;  ^.^ 

26S62  ^^'  19400  ^^  '  14829 


£. 


=  0.16 
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or  efficiencies  of  9,6,  13.7,  and  16  per  cent.,  as  compared  v 
an  engine  of  efficiency  unity,  perfectly  utilizing  all  the  liei 
energy  supplied   to  it.     This  is  the  method  first  adopted  1 
Rankine.  except  that  thermal,  rather  than  mechanical, 
are  employed. 

70.  Constructing  Hyperbolic  Curves,  such  as  are  coi 
monly  taken  to  represent  the  variations  of  pressure  and  voIuoB 
in  the  ideal  diagram,  enables  the  engineer  to  obtain  some 
of  the  method  and  extent  of  variation  of  the  actual  quant 
in  real  engines  from  those  of  the  ideal  case.     There  are  seven 
methods  of  constructing  these  curves,  of  which  the  simplest  a 
perhaps,  the  following,  as  applied  to  produce  the  equilatei 
hyperbola,  the  curve  of  Mariotte.  to  which  the  expansion-liitj 
in  the  best  classes  of  engine,  very  closely  approximate; 
which  15  commonly  taken  as  the  standard. 

Let  XX,  YY  be  given  asymptotes  (i.e.,  the  clearance  a 
true  vacuum  lines  oi  tiie  indicator-card)  and  x  any  given  poi 
and  let^jr,  %y  be  its  co-ordinates. 


,/ 

W 

r 

■^\ 

A\ 

.■■■_—— — '"'''' 

X  i 

k  W 

J, 

,-f^^      1   ^ 

\\ 

\    . 

c 

^x: 

"~"~'^' 

Extend  YO  until  OY'  =  VO  and   draw  AP,  making  YP 
equal  to  j:  K  and  parallel  to  XX. 

Divide  YO  and  OY'  into  similar  divi.sioRs. 
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Assume  an  ordinate  Om  of  a  point  to  be  found,  and  draw 
mx"  parallel  to  XX, 

At  V  erect  K'«  =  Om,  and  draw  Pnx" ;  the  point  x"  of 
intersection  with  x*'n  is  the^  required  point. 

For  in  the  triangles  «W^  nmx"  we  shall  have 

nY  :  YP  ::  mn  :  x^m  =  ^  =  x": 

y 

i.e.,y':    jr     V.    y  \    x'\     Q.  E.  D. 

When  the  expansion-line  is  true  to  the  hyperbolic  curve,  it 
becomes  possible  to  obtain  a  fairly  approximate  measure  from 
the  diagram  of  the  clearance-space ;  or,  the  latter  being  known, 
to  determine  the  real  locus  of  the  hyperbolic  expansion-curve, 
as  follows : 


C  "R" 

Fig.  99.— Thb  Hyperbouc  Bxpansion-likk. 


Let  S^  Ej  E\  F,  5  represent  an  indicator-card ;  let  OX  he  the 
line  of  perfect  vacuum  ;  (9Kthe  line  at  end  of  cylinder  plus  the 
clearance;  then,  OX  and  (9 F will  be  asymptotes  of  the  hyper- 
bola E,  A^  A\  E\  the  curve  of  expansion. 

Take  two  points  on  the  curve  AA\  and  AK,  AC,  A'B,  and 
A^H  will  be  their  co-ordinates. 

Draw  AA\  and  from  C,  the  line  CB  parallel  to  AA' \  the 
point  >9,  where  it  intersects  A'B,  will  be  a  point  in  the  line  OY, 

Or,  draw  HK  parallel  to  AA\  and  K,  the  intersection  with 
AK,  will  be  such  a  point. 
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For  by  Mariotte's  law  and  from  the  properties  of  the 
hyperbola  xy  =  mi ;  x'y'  =  « ;  .• .  xy  =  x'y. 

.■ .  X  '.  x'  W  y'  :  y\  x'  -  X  :  X  W  y  -  y-  \  y' ;  m 

oT,AD:  BDw  AD:  DC.  m 

And,  from  similar  triangles  (by  construction),  ^ 

A'D  :  BD  ::  AD  :  DC.    Q.  E.  D. 

Conversely,  having  given  the  clearance  and  the  scale  of  the 
indicator,  with  point  of  cut-off,  to  find  the  expansionMne. 

In  proportion  y  —  y'  :  y'  v.  x'  —  x  \  x,  assume  x'  and  find 
values  o(y  by  constructing  the  triangle  K^i,  similar  to  .^iJ-^'. 

Taking  tile  point  of  release  as  a  point  in  the  hyperbolic 
curve,  and  laying  down  that  curve  on  the  diagram,  it  will  be 
found,  not  only  that  the  curve  and  the  expansion-line  of  the 
diagram  do  not  coincide,  but  that  the  latter  falls  above  the 
former  throughout  its  length,  in  nearly  all  cases,  indicating, 
usually,  initial  condensation  and  later  re-evaporation,  but  some- 
times indicating  some  leakage  as  well.  If  the  weight  of  steam 
actually  drawn  from  the  boiler  be  taken  as  the  basis  of  a  dia- 
gram,  using  its  volume  as  the  initial  ordinate  of  the  hyperbolic 
curve,  it  becomes  easy  to  Tace  the  variatinns  of  the  whole 
actual  diagram  from  the  ideal  indicator-card,  as  here  shown. 

In  any  case  in  which  the  curve  represented  by  the  expan- 
sion-line is  of  the  class  of  which  the  equation  is 

p-if  =  p^v'  =  p,v,", 

the  co-ordinates  sought,  any  one  point, /,t',  or  p,v,  being  given. 
may  be  found,  and  any  new  point  in  the  ideal  curve  determined 
by  computation,  thus:     From  the  above  expression, 

«  log  V  -\-  log/  =  «  log  V,  -\-  log/, : 

and  if  /,  and  v,  are  known,  for  any  assumed  volume  v,  the  log- 
arithm of  the  corresponding  new  pressure  must  be 
log/  =  n  log  I',  +  log/,  —  «  log  I- ; 

which  expression  being  used  to  determine  several  points,  the 
curve  may  be  drawn  through  them. 
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The  values  of  n  have  been  seen  to  be  as  follow : 

Equilateral  hyberbola i 

Curve  of  steam;  saturation  ^,or     1.0646 

Adiabatic  curve,  steam 1.035 +o.ix 

"  "     gas, 1.408 

Isothermal     "        " i.O 

The  variation  of  the  actual  ratios  of  expansion   from  their 

I  apparent  values,  in  engines  having  large   clearance-spaces,    is 

I  verj-  considerable   at  high    r.itios  of   expansion  and  in  short- 

I  stroke  engines.     The  following  table  (p.  352}  published,  by  Mr. 

Grimshaw,  is  sufficiently  extensive   (or  ordinary  purposes,  and 

u-cJl  exhibits  those  differences.* 

The  close  approximation  of  the  tlirte  principal  steam-ex- 


pansion lines  is  well  shown  by  the  accompanying  diagram,  a 
set  of  curves  shown  in  various  publications,  but  probably  first 
laid  down  in  this  form  by  Mr.  Porter. f  AR  exhibits  the 
initial  volume,  as  docs  also  CD\  AD  and  BC  represent  the 
I  initial  pressure ;  EF  is  an  ordinate,  taken  at  convenience  ;  and 
I  the  terminal  ordinates  are  GH,  IM,  and  /.A'.  OR  is  taken 
I  at  half-stroke ;  while  CN  is  the  axis  of  the  equilateral  hyper- 
'Am.  Machinist.  Jan.  ao.  1883,  p.  5, 
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txila,  AOG.  the  upper  cun'e,  of  which  CB  and  CH  are 
asymptotes.     Ordmalcs  measure  absolute  pressures  in  pounds 

per  square  inch;  abscissas  represent  volumes  of  unity  of  weight 
U  lb.).  Thus  BA  is  the  volume  (4.73  cu.  ft.)  of  one  pound 
of  ^tearn  at  a  total  pressure  of  90  pounds  per  square  inch : 
ABCD  is  the  external  work  done  in  its  production.  It  is  this 
curve  which  is  commonly  assumed  to  be  that  of  the  expansion 
of  steam. 

The  curve  AOI  is  the  cur\'e  of  drj'  and  saturated  steam, 
its  co-ordinates  representing  the  simultaneous  pressure  and 
volume  of  the  fluid  when  in  contact  with  the  mass  of  water 
from  which  it  is  produced.  The  expansion  is  less,  and  the 
rate  of  fall  of  pressure  greater,  than  if  it  were  to  follow  the  law 
of  Mariotte,  ft  is  this  curve  which  is  assumed  to  be  described 
when  steam  expands  in  well-jacketed  engines. 

The  lower  line,  AOL,  is  the  adiabatlc  curve,  assumed  to 
be  obtainable  in  engines  with  non-conducting  cylinders  and 
approximately  in  "high-speed  engines."  The  area  under  thiSi 
as  under  the  other  curves,  represents  tht  work  done  as  the 
steam  expands,  and  exhibits  the  gain  obtainable  by  expansion. 
,in  each  case.  In  all  real  engines,  however,  the  expansion-line 
falls  at  first  more  rapidly,  and  finally  more  slowly,  than  either 
of  these  curves.  As  elsewhere  seen,  this  variation  from  the 
ideal  curve  is  often  very  observable. 

71.  Cylinder  Condensation  and  Leakage  produce  varia- 
tions in  the  diagram,  as  obtained,  which  differently  affect  the 

lifferent  parts  of  the  curve.     Leakage  can   usually  be  elimi- 

'^latcd,  and  always  should  be  before  the  engine  is  set  at  work 

;gularly.      The    first-named    waste    is    usually  irremediable. 

the  exact  measure  of  the  quantity  of  steam  expended  is 

ibtained  by  a  boiler-trial,  it  is  easy  to  trace  these  variations, 
W  in  the  diagram  here  given,  as  taken  from  the  engine  and 
worked  up  by  the  late  Professor  C.  A.  Smith,  in  which  illustra- 
tion the  diagram  which  should  have  been  produced  by  the 
same  steam,  had  there  been  no  initial  condensation,  is  sho 
with  the  real  diagram.* 


2S4 
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This  indicator-diagram  is  an  unusually  good  sample,  as  to 
form,  and  was  taken  from  the  St.  Louis  liigh-scrvice  pumping- 
eiigine,  a  machine  of  705  I.  H,  P.,  85  inches  diameter  of  cylin- 
der, and  10  feet  stroke  of  piston,  making  iij  revolutions  per 
minute.  Taking  measures  of  the  abscissas  of  the  two  dia- 
grams, it  is  seen  that  the  condensation  amounts  to  from  about 
30  per  cent,  as  a  minimum  to  50  per  cent,  as  a  miiximum,  so 
far  as  measurable,  the  actual  card  illustrating  the  expansion  in 
a  metallic  cylinder  of  the  steam,  which  would  have  given  the 
larger  diagram  in  an  ideal  engine  with  its  non  conducting 
cylinder.  The  complete  ideal  diagram  would  extend  propor- 
tionally farther  toward  the  right  and  beyond  the  limits  of  the 
actual  figure.     When  the  two  lines  continue  so  far  separated. 


it  is  an  indication  of  large  initial  condensation,  and  correspond- 
ingly great  re-evaporation  after  the  exhaust-valve  opens ;  as  the 
initial  condensation  is  due  to,  and  is  proportional  to,  the  re- 
evaporation.  In  most  cases,  however,  the  engineer,  unable  to 
determine  these  data,  assumes  tlie  point  of  release,  or  the 
point  of  intersection  of  the  expansion-line  prolonged  with  the 
ordinate  at  the  extreme  end  of  the  diagram,  as  that  of  coinci- 
dence of  the  ideal  and  the  real  curve,  and  draws  the  hyperbolic 
curve  backward  from  that  as  a  given  point,  in  the  manner 
already  described.  A  comparison  of  the  ideal  diagram  thus 
formed  with  the  actual  indicator-card  will  give  a  means  of 
judging  of  the  character  of  the  engine  studied  as  a  thermo- 
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dynamic  apparatus,  and  of  comparing  different  engines.  An 
exact  coincidence  of  the  two  diagrams,  in  any  given  case» 
would  not  prove,  or  even  give  a  presumption  of  freedom  from 
such  waste ;  nor  would  the  equality,  in  this  respect,  of  dia- 
grams from  any  two  engines  prove  more  than  a  probable 
general  similarity  in  their  performance,  thermodynamically. 
Such  comparisons  are,  nevertheless,  both  interesting  and  in- 
structive,  as  is  seen  in  the  following  examples.  They  also  give 
some  indications  of  the  probable  consumption  of  water  and 
steam,  the  real  gauge  of  the  efficiency  of  engines.  The  clear- 
ance may  be  determined  by  measurement  of  the  engine,  by  the 
graphical  method  described  in  the  preceding  article,  or  by  the 
following  simple  methods  of  construction.* 


<d* 


F    D    C     E 
Fig.  loa. — Ideal  Constructions. 


In  case  i  let  /  and  d,  p'  and  d\  be  co-ordinates  of  the  two 
given  points,  and  x  =  the  clearance  ;   then 

pd-p'd' 


{x  +  d)pz={x  +  d  ')p\         and 


X  = 


p'-p  • 

Or  we  may  determine  the  clearance  geometrically  by  the  fol- 
lowing construction  (see  case  2).  Assume  two  points  A  and 
B  in  the  compression-curve ;  connect  them  by  a  right  line,  AB, 
continuing  this  line  until  it  cuts  FE  at  E.  Draw  AD  and  BC 
perpendicular  to  FE^  and  make  FD  =  CE.  Then  F  is  the  end 
of  the  ideal  diagram  including  clearance,  and  the  distance  of  F 
from  the  end  of  the  indicator-diagram  is  the  clearance. 

To  lay  out  the  theoretical  diagram  :  Draw  a  line  represent- 
ing the  boiler-pressure  and  also  a  line  of  perfect  vacuum,  at 
14.7  pounds  below  the  atmospheric  line,  unless  the  true  baro- 

*  First  published  by  Mr.  G.  H.  Babcock  ;  Journal  Franklin  Institute,  Sept. 
1869. 


;..!je  the  length  of  the  dia- 

i;y  number  of  equal  parts,  as 

.  ".o  point  of  release,  and  find  the 

,:-.tfiit  method  as  that  shown  in 

,  '-^h  of  the  diagram,  including 

.  .-.  release.     Draw  D/i  parallel  to 

.*  .i:  F.     Draw  FG  parallel  to  A/i. 

,   :;.Tniinal   pressure,  the   tension  at 

,\u.il  to  the  whole  capacity  of  the 


^^ 


L'  would  be  discharged  at  the  termination 


.-.■lt.v> 


y  other  point  of  the  stroke  is  easily  found 
With  ten  divisions,  the  several  ordi- 
,  Mviii-iii'n-furve  maybe  obtained  by  multiplying 
;>n>i-inre  by  the  followin<T  factors:  i,  i.ii,  1,25, 
'.  -■  >■  .V.vVv  5-  'O-  Having  found  the  ideal 
uh  lUvision,  we  trace  a  curve  through  these  points 
.»■  i!u'  iiU-al  point  of  cut-off,  giving  the  same  ter- 
V  a-  i>  obsiTveil  in  the  actual  case. 
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If  the  exhaust-valve  closes  before  the  end  of  the  return 
stroke,  so  much  of  the  cylinder  full  of  steam  2^  is  thu3  impris- 
oned must  be  allowed  for  in  the  ideal  diagram.  Draw  a  hy- 
perbolic curve  tangent  to  the  actual  compresaion-line,  and 
extending  to  the  line  of  boiler-pressure,  and  thus  find  the 
boundary  of  the  ideal  diagram. 


Fig.  104. — Ideal  and  Real  Cards. 

The  group  of  fouF  diagrams,  Fig.  103,  is  given  by  Mr.  Bab- 
cock  in  illustration  of  this  method.  The  upper  pair  show  a 
remarkable  ^pproxin)ation  of  the  actual  to  the  standard  figure, 
each  giving,  from  the  measured  steam,  go  per  cent,  of  the  power 
which  an  engine  having  a  non-conducting  cylinder  should  give. 
One  is  a  condensing,  the  other  a  non-condensing,  mill  engine ; 
both  designed  by  Mr.  Babcock.  The  other  pair  are  similar  in 
their  wastefulness,  each  giving  but  about  one  half  the  maximum, 
ideal,  amount  of  work.  One  is  from  an  old  naval  condensing 
engine,  the  other  from  a  non-condensing  stationary  engine. 

The  next  figure  is  a  facsimile  of  a  pair  of  diagrams  from 
an  engine  designed  by  Mr.  J.  W.  Thompson,  as  studied  by  Mr. 
Hill,  who  gives  the  following  analysis,  using  the  curve  of  dry 
and  saturated  steam,  having  the  equation  pv^  =  constant  as 
the  standard.  The  engine  was  22  inches  diameter  of  cylinder, 
and  44  inches  stroke  of  piston,  making  70  revolutions  per  minute. 
The  clearance  is  stated  at  .0175  piston-displacement. 

The  diagrams  were  measured  with  an  "Amsler  planimeter/* 
and  read  as  follows : 
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.    :a'/als. 


metric  rcadiiv.;  ■ 
gram,  includint^  *. 
ten.     Measure  ''- 
terminal  pi^  -  '• 
case  3,  ill  \v-'  = 
clcarant.' 
A/>  an>" 
and  /*'.- 
win* 


r  ■  '.« 


■  ■  •  19-9765  lbs. 
..:nos- 
10.143    lbs. 


30.119   lbs.  per  sq.  inch. 

...II,  *'  constant  **  X  /« , 

i;  :=  118.063  H.  P. 


.,•43  =  59-946  H.  P. 

>..\.x)  H.  P. 
^  .  .»   .itmosphere  to  power  above  atmos- 


^v 


^.  x-; 


.—  50.774  per  centym. 


...  i    ncluding  cushion  reads  31.134  lbs.,  and 
,  :  iviei  becomes 


;,:  ;4  —  30.119  ^ 

'^  -   ^ ^  =  .0326; 

31-134 

\   v\'      v.H>.74per  centum  of  total  capacity  utilized. 
^   .    .  .;»..v  .»t  steam  to  produce  the  power  according 
.   .    ..  ^uM\atcd  as  follows  : 

-     '  ^  ^^  ^ '^^>^^X-^  =  81305.532  cu.  ft. 
'  M  \  I- 

:>4»:.uvnient  per  hour. 

.^     . X  '»\  ihe  iliat^rams  (both  ends  of  cylinder)  appears 

.  ».      A  iiK'hes  from  beginning  of  stroke,  hence 


\  ■  .\  %  \  \ 


i'  \  43-»75  _ 


U 


—  79781.05  cu.  ft.  to  release. 
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The  exhaust  closes  (both  ends  of  the  cylinder)  at  4,1712 
inches  from  end  of  stroke  (return);  hence 

81305.532  X  4.1712        ^^^^^^  r-. 

— 2..2-22 — ^  ^    / —  —  7707.764  CU.  ft. 

44 

Clearance-volume  81305.532  X  .0175  =  1422.846  cu.  ft. 
The  volume  of  steam  accounted  for  to  release  becomes 

79781.05  +  1422.846  =  81203.896  cu.  ft, 

and  the  volume  of  steam  retained  in  the  cylinder  by  closure  of 
exhaust  becomes 

7707.764+  1422.846  =  9130.61  cu.  ft. 
The  terminal  pressure  is — *^    ' — —  =  12.125  lbs., 

and  the  weight  of  a  cubic  foot  of  steam  at  this  pressure  is  ob- 
tained by  Tate's  formula,  thus:  12.125  lbs.  =/=  24.7  inches 
mercury;  and  a  cubic  foot  of  water  at  maximum  density 
weighs,  according  to  Berzelius,  62.388  lbs.;  hence 

62.388  ^  ,, 

•^  =.03 1 6  lbs., 


25.62  +  -/9513 


/+72 

and  81203.896  X  .0316  =  2566.043  lbs.  steam. 

The  steam  retained  by  cushioning  is  as  follows :  The  pres- 
sure in  front  of  piston  at  time  exhaust  closes  (both  ends  of 
cylinder)  is  3.75  lbs.,  and  the  weight  per  cubic  foot  of  steam  at 
this  pressure  is 

62.388 


35.62  +    ^-^9513 

7-639 +  72 


=  .01048  lbs.; 


hence,  giso.61  X  .01048  =  95.688  lbs.  steam  retained  by  cush^ 
ioning.     Net  steam  consumed  per  hour, 

2566.043  —  95.688  =  2470.355  lbs.; 
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■\.i^   -.U'diii  t,w;ilci)  iMir  indicated  horse-power  per  hour  by  the 

\Li.t^..iiii.-s      ■-^"'■''^  —  [3.878   lbs.     The   effective  vacuum    was 

\:  V  .:uhc.N  -wid  Clw  losses  by  leakage  and  extra  condensation 
i,w<.  .>Liiitat<.-d  a:>  probably  15  per  centum,  hence 


x..uiu.tt»i^  411  i,-vaix>rative  efficiency  of  connected  boilers  of  9 
iv  1   i>i  v%>.d;  the  cost  of  coal  per  I.  H.  I'-  per  hour  becomes 

I  \i  1  IU>.      I'his  is  probably  too  low  an  estimate  of  this  waste. 

t  I  \ui-  it.  hv'«wer,  as  even  double  this  amount,  30  per  cent.,  the 
^wt,  tool  \\.ilvr  consumption  would  be,  respectively,  but  2.2  and 

■  ■.k-is'  H*  jH'r  1.  H.  P.  per  hour;  low  figures,  both. 

1  l»o'  next  illustration,  a  diagram  published  by  Mr.  Porter,  as 
itVo*  tunx  A  hit^li-service  pumping-engine  at  Providence,  R.  1,, 
wli^n  making  but  one  revolution  per  minute,  exhibits  the 
v>tv>iuu>u<i  t'xtont  to  which  initial  condensation  and  later  re-evap- 
tx.ittcit  v'rtit  occur,  most  remarkably. 


R 

/ 

I 

A, 

, 



- 

^ 

/ 

Fia.  IDi.-CoHDEKSATION  f.KO  R I- HVArOIATIOH. 

I'hr  hyperbolic  line  is  at  AB.  and  the  magnitude  of  the 
tiTiuinalonlinateot  the  diagram,  as  compared  with  the  ordinate 
*i(  the  hypi'rbola,  measures  the  proportion  of  re-evaporation. 
It  i^  Mi'cn  that  more  than  three  times  as  much  steam  must  have 
)n'on  condensed  at  entrance  as  remained,  to  produce  the  dia- 
Uiam,  this  proportion,  at  least,  being  later  re-evaporated. 

The  following  arc  the  quantities  of  steam  found  at  various 
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parts  or  the  stroke  of  a  c 
by  Mr.  Hoadley: 


mpound  Corliss  engine,  as  reported 


Slam.  Ibj. 

H.  P.  Cutoff. 

Presenl. 

ai78 

9-97 

6.80 

.625 

11.32 

S.18 

•75° 

11.3s 

5->S 

1.000 

11.3s 

S  IS 

L.  P.  Cyl.,  end. 

10.57 

S-93 

The  condensation  in  cylinder  and  jackets  was  about  one- 
balf  throi^hout. 

The  next  digram.  Fig.  ic6,  illustrates  the  action  of  the 
air-cotnpressor.  The  isothennal  hnes,  which  are  here  hyperbo- 
lic, are  drawn  from  the  atmospheric  line  as  its  Marting-point. 
Two  diagrams  are  shown  superposed — the  one  of  a  common 
and  somewhat  inefficient  compressor,  the  other  of  a  more  per< 


feet  form.  The  fOHtier  gives  a  diagram  having  an  effidency  but 
^A,  {>et-  tent,  of  the  ideal,  and  the  latter  93  per  ceht.  Here  the 
actual  diagtaitii  exceed  the  ideal  in  area,  the  heat  of  compres- 
aicHt  ciarryifig  its  compression-line  above  the  isothermal,  and 
the  def^ta  of  c&nstmction  afid  operation  of  the  induction  and 
edvction  valves  throwing  the  delivery-line  above  the  limit  of 
pfCftSinvft  in  the  receiving  reservoir. 

*  Sle>o).engine  Prictke  in  (be  U.  S.,  1S84. 
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72.  Engine-friction  is  an  important  clement  of  waste  in  all 
engines.  The  resistance  of  the  engine  due  to  internal  friction 
antl  the  effort  demanded  for  its  impulsion  are  measured,  accord- 
ing to  size,  type,  and  condition,  by  from  about  one  pound  on 
the  square  inch  of  piston  In  the  best  large  and  well-designed 
engines,  to  three  or  four  pounds,  and  even  more,  in  small  and 
inefficient  machines.  An  efficiency  of  machine  exceeding  90 
per  cent,  is  rare,  and  is  consid'ered  high. 

The  efficiency  of  mechanism,  the  ratio  of  work  done  by  the 
t-ngine  to  the  work  performed  by  the  steam  on  its  piston,  is  in 
rare  cases  95  per  cent.,  in  usual  good  practice  about  85  or  90, 
and  in  fairly  good  work  85  per  cent.,  or  less.  If  the  figure  falls 
under  0,80,  it  is  regarded  as  decidedly  low. 

Before  and  during  a  trial,  especially,  the  lubrication  should 
be  seen  to  be  thoroughly  efficient.  A  good  lubricant  should 
be  chosen,  and  it  should  be  properly  applied  and  freely  used. 

73.  Indicated  Work  less  Engine -friction  constitutes  the 
net  useful  work  of  the  machine.  The  power  of  the  engine 
measured,  not  in  its  working  cylinder,  but  a.s  delivered  from  its 
crunk-shaft,  is  that  with  which  its  proprietor  and  the  engineer  are 
moiit  concerned,  A  complete  engine-trial,  therefore,  includes 
A  Ciireful  and  exact  measurement  of  the  friction  of  the  engine, 
Bnd  ihe  so-called  dynamometric  power  of  the  machine,  as  well 
«s  the  indicated  power  recorded  in  the  diagram.  The  friction 
of  engine  is  sometimes  allowed  for  when  its  direct  measure- 
ment  is  impracticable,  by  assuming  a  certain  pressure  as  suf- 
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ficient  to  overcome  its  resistance,  which  pressure  ranges  from 
one  or  two  pounds  per  square  inch  in  large  engines,  to  three 
or  (our  in  smaller  sizes,  the  experience  and  judgment  of  the 
observer  being  taken  as  guides.  It  has  been  found  that 
engine-friction  may  usually  be  taken  as  constant  at  all  loads. 

In  his  various  papers  on  this  subject,  the  Author  first  called 
attention  to  the  fact  that  the  variation  of  load  in  steam-engines 
is  not  productive  either  of  the  method  or  of  the  amount  of 
engine-friction  that  has  been  commonly  assumed  by  earlier 
authorities  on  that  subject.*  It  was  shown  that  the  formula 
of  De  Pambour,  which  makes  the  interna!  friction  of  the  engine 
proportional  to  the  load  on  its  piston,  is  not  usually  correct,  and 
probably  is  never  so,  with  any  familiar  form  of  engine,  or  under 
any  conditions  often  met  with  in  practice.  It  was  further 
shown  that,  under  the  conditions  of  usual  practice,  and  at  all 
ordinary  speeds  and  pressures  of  steam,  the  resistance  of  the 
engine  itself,  its  internal  friction,  remains  sensibly  constant,  and 
that  the  so-called  friction-card  of  the  machine  represents  prac- 
tically the  friction  of  the  engine  when  fully  loaded,  the  indicated 
power  without  load  being  sensibly  the  measure  of  the  wasted 
work  of  the  engine  when  in  operation  under  load  of  whatever 
amount.  Even  the  compound  engine,  contrary-  to  the  ex{>ecta- 
tion  of  the  Author,  exhibited  substantially  the  same  internal 
friction  at  all  loads  up  to  its  full  rated  power,  and  with  no  load 
at  all.  He  has  shown  the  engine-friction  to  be  independent  of 
the  load,  but  to  be  a  function  of  the  characteristics  of  the 
engine  itself,  of  the  speed  of  piston  and  rotation,  of  the  steam- 
pressure,  and  of  the  method  of  steam-distribution,  the  two  last- 
named  conditions  ha\'ing  slight  effect,  the  others  being  most 
important.  The  weight  and  design,  and  the  character  of  the 
workmanship  of  the  engine,  primarily  determine  the  amount  of 
its  internal  friction;  the  resistance  is  also  a  direct  function  of 
its  speed,  and   it  is  slightly  and  observably  affected,  within 

•  Frictioo  of  Nofi-coodcnsing  En^^ines.     Trans.  Am.  S.  M.  E..  Vol.  VIII, 
No.  CCXXVIII.  and  Vol.  IX,  No.  CCLXV. 
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limits,  by  the  steam-prcKiurc  variations,  and  by  the  character 
of  valve-gear  and  of  steain  distribution  and  of  regulation  of 
engine.  The  speed  and  weight  of  the  running  parts  of  the 
engine  may,  so  far  as  can  now  be  ascertained,  be  taken  as  the 
elements  controlling  friction  of  the  machine.  This  leads  to 
the  conclusion  that  the  friction  coefficient  of  the  rubbing  sur- 
faces decreases  with  the  load  on  the  engine  and  with  increase 
of  pressure  on  them,  a  result  confirmed  by  numberless  experi- 
ments of  the  Author  and  others,  independently.  With  good 
lubrication,  the  coefficient  of  friction  rapidly  decreases  with 
intensifying  pressures,  and  to  such  an  extent  as  to  make  the 
actual  resistance  to  movement  often  very  nearly  constant. 

74.  Measurements  of  Gross  and  Net  Power  are  com- 
monly made  by  means  of  the  indicator  and  either  the  absorb- 
ing or  the  transmitting  dynamometer,  the  former  giving  the 
gross  or  indicated  power,  the  latter  showing  the  amount  of 
power  applied  by  the  engine  to  a  brake  or  to  its  special  pur- 
poses, and  capable  of  doing  useful  work.  It  is  only  when  such 
measurements  of  actually  applied,  net,  power  are  made,  that  the 
real  value  of  the  engine  as  a  motor  can  be  ascertained.  The 
efficiency  of  the  engine  as  a  machine,  also,  is  thus  determinable, 
and  is  measured  by  the  ratio  of  the  dynamometric  to  the  indi- 
cated  power;  this  ratio  is  usually  about  80  per  cent.,  but  some- 
times exceeds  90. 

Transmitlmg  Dytiamometers  are  of  various  types  and  forms, 
but  all  consist  of  a  set  of  pulleys  so  arranged  that  they  may  be 
placed  between  the  prime  motor  and  the  machinery  to  be  driven 
by  it,  while  the  cfTort  is  measured  by,  usually,  a  set  of  springs 
interposed  between  the  receiving  and  the  delivering  pulleys. 
The  magnitude  of  this  effort  is  often,  perhaps  generally,  auto- 
matically recorded  on  a  travelling  ribbon  or  strip  of  paper, 
and  the  speed  of  the  machine  is  observed.  The  product  of  the 
effort  into  the  velocity  of  the  point  at  which  it  is  measured 
is  the  measure  of  the  work  done  in  the  unit  of  time  and  of 
the  power  expended.  There  are  many  forms  of  this  instru- 
ment, but  the  class  most  generally  known  is  probab^  that  of 
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general  Moiin,  as  built  in  tlie  Sibley  College  shops.  Fig.  107, 
":ki  which  A  is  a  pulley  fast  on  the  shaft,  and  C  is  a  loose  pulley 
00  tht  same;  shaft,  the  motion  being  transmitted  from  the  prime 
mover  to  one  or  Other,  according  as  St  is  desired  t»  drive  the 
shaft  or  not. 

A  pulley.  B,  on  the  same  shaft,  carries  the  belt  which  trans- 
mits motion  to  tlie  driven  machine.  This  pulley  is  loose  on  the 
shaft,  so  that  it  is  capable  of  moving  backwards  and  forwards 
through  a  small  arc,  to  admit  of  the  deflection  of  a  spring  by 
which  the  effort  is  transmitted  from  the  shaft  to  the  pulley. 
One  end  of  that  spring  is  fixed  so  that  the  blade  projects  like 


«n  arm,  and  rotates  with  it.  The  other  end  is  connected  with 
\B.  so  that  the  spring  undergoes  deflection  proportional  to  the 
effort  exerted  by  the  shaft  on  the  pulley.  A  frame,  rotating 
'  ilong  with  it,  carries  an  apparatus  for  making  a  band  of  paper 
move  radially  with  a  velocity  proportional  to  the  speed  with 
which  it  rotates.  A  pencil  carried  by  this  frame  traces  a  zero 
line,  and  another  pencil  carried  by  the  spring  traces  a  Hoe 
whose  ordinates  represent  the  forces  exerted.  The  mechanism 
for  moving  the  paper  is  driven  by  a  toothed  ring  surrounding 
the  shaft,  and  kept  at  rest  while  the  shaft  rotates  by  means  of 
a  catch.  When  that  catch  is  drawn  back,  the  toothed  ring 
rotates  with  the  machine,  and  the  paper  is  thus  stopped  when 
flcsired. 

The   Batchelder  or  Francis  dynamometer,  as  designed  by 
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Mr.  Webber,  is  of  the  form  shown  in  the  following  illustratioj 
The  principle  of  this  machine  was  originally  invented  by  a 

Samue!  White,  in  England,  I 
1780-90;  and  was  brought  oifl 
to  this  country  by  Mr.  Samil 
Batchelder  in  1836.  It  is  said  1 
that  one  of  these  machines  has 
been  used  fifteen  years,  weigh- 
ing over  one  hundred  and  fifty 
thousand  horse-power  in  small 
amounts,  and  the  totals,  in  some 
cases  aggregating  two  hundred 
and  fifty  horse-power,  have  sub- 
stantially agreed  with  the  results 
obtained  from  indicator-cards 
taken  (rom  the  engine  driving 
Fio.  log— Wkbdbh'^  Di-KAMOMSTEB.  thc  samc  machinery, 
A  transmitting  dynamometer,  another  of  many  forms  now 
obtainable,  is  shown  in  the  next  figure.  This  form  is  often  cm- 
ployed  for  light  work,  as  in  determining  in  detail  the  power  con- 
sumed by  each  of  the  several  machines  driven  by  the  prime 
motor;  and  this  has  also  been  used  by  the  .^uthor  with  satis- 
factory results.  As  here  seen,  the  pulley  A  is  loose  on  the  shaft, 
and  receives  the  power.  Its  connection  with  the  shaft  is  made 
by  means  of  the  spider  y,  which  is  keyed  or  screwed  firmly  to 
the  shaft  in  close  contiguity  with  the  receiving  pulley,  its  hub, 
in  fact,  forming  one  of  the  guides  to  the  position  of  the  pulley 
on  the  shaft.  To  connect  this  spider  with  the  loose  receiving 
pulley  A,  a  bell-crank  lever  is  pivoted  into  projecting  ears  on 
the  rim  of  the  wheel  A,  on  opposite  sides,  the  long  arm  of  which 
connects  with  an  annular  slotted  collar  on  the  shaft  by  means  of 
short  bars  B.  B.  The  short  arms  of  the  bell-crank  levers  connect 
on  the  inside  of  the  fixed  wheel  with  two  radial  bars,  one  parallel 
to  the  outer  arm  of  the  bell-crank,  and  the  other  at  right  angles 
to  it,  receiving  near  its  upper  end  a  pivot  passing  through  a 
swivel  hung  to  the  arm  of  the  spider  wheel,  and  having  its 
extreme  end  pivoted  to  a  stud  fixed  on  the  inner  side  of  the 
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rim  of  the  receiving  pulley.  It  will  be  seen  that  the  strain  of 
;lie  power  received  through  the  belt  on  the  pulley  will  neces- 
Fjrily  react  on  the  levers,  and  through  them  on  the  spider, 
ihich  may  be  considered  nothing  more  nor  less  than  a  support 
..  these  levers  in  sustaining  them  in  position  to  connect  ihL- 
.'■Tsc  receiving  pulley  with  the  shaft.  It  will  be  seen  that  the 
'cvers  are  connected  by  pivots  with  the  sUding  collar  BCy  in 


the  annular  groove  of  which  is  seated  a  strap,  with  which  is 
connected  a  forked  lever,  CH.  To  the  end  of  the  long  arm  of 
this  lever  a  rod,  F,  with  a  short  section  of  machine-chain  is 
attached.  This  chain  runs  over  the  cylindrical  head  D  of  a 
pendulum  weight,  having  a  pointer,  E;  that  traverses  a  fixed 
'quadrant,  F,  properly  divided  by  a  scale  to  denote  the  relative 
pressure  exerted  through  the  medium  of  the  receiving  pulley 
on  the  shaft ;  the  motions  are  absolute,  there  being  no  chance 
for  "backlash." 

75.  Calibration  of   a  transmitting   dynamometer,  as  an  ex- 
ample, one  of  the  Monn  type,  is  illustrated  in  the  following:* 

■Disiiibulionof  Inienial  Fciciionof  Engines;  R.  H.  Thursion;  Trans.  Am. 
Sdc.  U.  E.,  Oct.  1S88. 
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The  best  result  in  this  work  was  given  by  such  a  dynamom- 
eter built  in  the  Sibley  College 
shops,  at  Cornell  University.  Its 
action  is  like  that  above  described  and 
is  shown  clearly  by  Fig.  I  lO.  A  pul- 
I  ley,  of  which  the  rim,  S,  is  shown,  is 
fitted  loose  on  the  shaft,  5.  Four 
flat  springs  are  securely  bolted  to 
the  shaft,  S,  and  to  the  rim,  B.  Now, 
if  force  be  applied  by  a  belt  around 
F„_„o,  B\o  turn  the  pulley,  and  if  resistance 

to  its  turning  be  produced  by  a  fixed  pulley  on  the  shaft,  Ji, 
from  which  some  machine  is  driven  by  the  belting,  the  springs. 
c,  wi!!  be  deflected  into  new  positions,  c',  an  amount  proportional 
to  the  force,  and  the  fixed  pulley  will  then  revolve,  thus  driving- 
the  machine.  To  show  the  amount  of  power  transffiitted,  and 
any  variation  that  may  occur  in  that  power,  a  pencil  is  attached 
to  the  rim  of  the  pulley,  or  to  a  post  having  aft  equivalent  motion, 
and  a  recording  ^paratus,  consisting  of  a  series  of  gear  wheels 
actuated  by  a  Spiral  thread  on  a  sleeve  on  the  axis,  causes  a 
band  of  paper  to  move  radially  under  the  pCTtfeil.  The  record- 
ing apparatus  can  be  stopped  or  started  at  will,  without  inter- 
fering with  the  motion  of  the  machinery,  by  causing  the  loose 
sleeve  to  engage  with  a  lug  on  the  shaft.  The  diagrams  ob- 
tained from  the  dynamometer  consisted  of  a  series  of  waving 
lines  (Fig.  iii)  of  varying  elevation 
and  with  different  average  ordinates. 
The  undulations  were  produced  by 
^"^  '"■  changes  of  speeds  probably  caused  by 

the  inequalities  of  belt-lacings,  etc. 

The  dynamometer  was  calibrated  in  three  ways:  First,  by 
attaching  a  brake  to  the  same  shaft,  and  comparing  the  dia- 
grams with  the  brake-readings;  secondly,  by  direct  pull  with  a 
spring. balance  against  the  springs  of  the  dynamometer,  and 
thus  obtaining  the  ordinate  for  a  given  belt-pull ;  thirdly,  on 
the  same  principle  as  the  first,  but  a  spring-balance  was  used. 
to  measure  the  brake- weights,  instead  of   scales.     The  object   . 
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of  these  q^bt^tions  was  to  obtain  the  ordinate  corresponding 
10  any  givei)  belt-pull.  The  (ollowing  results  were  obtained, 
in  the  last  case,  by  direct  pull  against  the  springs  of  the  dyna- 
mometer, which  method  being  employed,  gave  uniform  and 
satisfactpry  results. 


Fan  iKiDrniUD.  Puller. 

PoUBdi. 

OnliiuM.   lacbn. 

'■''"''"  pr."*^"*'- 

Ordloale.    locbct. 

^ 

0.40 

3S 

t.Bo 

0.65 

a. 08 

45 

a.3» 

3S 

".33 

60 

3-03 

30 

i.SS 

70 

3.5a 

The  mean  of  three  results  corresponds  very  closely  to  the 
last,  and,  when  plotted,  gives  a  straight  line,  whose  equation  is 
K=  0.046^"  4-0.20,  K  being  expressed  in  inches  and  X  in 
pounds.  According  to  General  Morin,  a  good  dynnmometer 
should  have  (i)  sensibility  properly  proportioned  to  the  efforts 
to  be  measured  ;  (2)  the  indications  should  be  placed  beyond 
the  influence  of  the  observer  and  given  by  the  inatrumfnt :  (3) 
the  observer  should  be  able  to  measure  the  effect  at  every  point 
of  the  curve  produced  by  the  machine;  (4)  the  apparatus 
should  be  constructed  to  give  the  total  amount  of  work. 

76.  The  Prony  Brake,  the  Absorbing  Dynamometer,  or 
the  Dynamometric  Brake,  has  many  forms. — A  simple  form  of 
dynamometric  brake  lor  small  powers  is  illustrated  in  Fig.  1 12. 
A  is  the  shaft  of  the  motor  of  which  the  power  is  to  be  deter. 
mined  ;  B  is  the  pulley  or  drum  on  which  the  brake-blocks  are 
changed  by  the  bolts,  C,  C.  The  lugs,  D,  D,  limit  the  move- 
ment of  the  beam,  E,  which  is  counterbalanced  by  a  fixed  poise 
at  F.  and  the  weights  equilibrating  the  effort  of  the  motor  are 
applied  at  G. 

Basswood  and  poplar  are  excellent  woods  for  use  in  the 
nibbing  parts  of  the  dynamometric  brake ;  but  any  wood  viill 
work  well  if  properly  handled.  The  soft  are  usually  found 
better  than  the  hard  wood.s,  but  white  ash  and  maple  are  good. 
End^rain  is  often    preferred  for   rubbing  surfaces.     The  wood 
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may  be  secured  either  to  the  pulley  or  to  (he  strap  of  the  brake. 
Where  to  be  much  or  continuously  used  under  heavy  wear,  it 
is  perhaps  better  to  put  the  blocks  on  the  wheel. 

The  dyiiamometric  power  may  be  ascertained  by  means  of 
a  Topc-brake  upon  the  fly-wheel  of  the  engine.     Two  ropes  arc 


I 


used  for  each  wheel,  kept  at  proper  distances  apart  on  the  wheel 
by  means  of  transverse  wooden  distance-pieces.  The  dead- 
load  is  usually  applied  by  means  of  weights,  and  the  back  ten- 
sions necessary  by  means  of  a  spring- balance.  The  spring- 
balance  tension  is  deducted  from  the  dead-load  applied.  This 
brake  is  found  to  work  perfectly  satisfactorily.  If  any  metal 
be  used  for  attaching  the  wooden  cross-pieces  to  the  ropes,  it 
must  not  rub  against  the  rim  of  the  wheel ;  if  this  happens, 
the  metal  becomes  hot,  and  is  liable  to  burn  the  rope. 

If  it  is  assumed  that  L  =  length  (effective)  of  the  arm  of 
the  dynamometer  in  feet,  W=  weight  (unbalanced)  suspended 
on  the  arm  in  pounds,  N  —  number  of  revolutions  per  minute, 
the  horse-power  will  be 


2nWLN 


•■  0.0001904  JriA^. 

effective  value  of  r  equal  to 
described  being  33  feet,  the 


It  is  not  unusual  to  make  the 

^ ;  so   that,   the   circumference 

power  is  at  once  completed  by  multiplying  the  weight  and 
number  of  revolutions  of  the  shaft,  Jf^and  N,  together,  and  di- 
viding by  1000  to  get  the  horse-power. 
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A  fomi  of  this  brake  which  the  Author  has  most  frequently- 
employed,  and  with  satisfaction,  is  constructed  as  follows:* 

Like  nearly  all  dynamometers  of  this  class,  it  includes  a 
brake-wheel,  or  pulley,  which  is  keyed  on  the  engine-shaft,  and 
15  sufficiently  strong  to  sustain  safely  the  maximum  load  an- 
ticipated. The  rim  of  this  pulley  is  turned  Hat  and  smooth, 
jnd  fitted  with  a  flexible  brake-strap  of  wrought-iron,  or  other 
suitable  material,  which  may  be  adjusted  to  such  a  tension  as 
will  enable  it  to  control  the  engine  at  maximum  power.  In 
lliis  case,  the  rim  is  trough-shaped  in  section,  flanges  extend- 
ing inward  toward  the  shaft  to  a  sufficient  depth  to  permit  the 
retention  in  the  circular  trough  so  formed  of  a  stream  of  water 
which  is  used  to  keep  the  pulley  cool,  and  to  carry  away  the 
heat  produced  by  transformation  of  mechanical  energy.  The 
two  ends  of  the  brake-strap  are  united  by  a  right-  and  left-hand 
screw,  in  such  manner  that  they  may  be  drawn  together  and 
the  strap  set  up  to  any  desired  degree  of  tension.  The  brake- 
aims  consist  of  two  beams  of  wood,  forming  a  <  frame,  and 
secured  to  the  strap  at  the  upper  and  lower  sides,  and  at  their 
junction  supported  by  a  strut  resting  on  a  platform-scale  of 
nice  construction  and  great  accuracy.  As  the  engine-shaft  re- 
volves, the  tendency  of  the  brake-arms  to  turn  is  resisted  by 
the  scale  ;  and  the  effort  so  measured,  multiplied  by  the  relative 
velocity  of  the  engine-shaft  and  the  supported  point  on  the 
arm.  gives  a  measure  of  the  power  expended.  Water  is  sup- 
plied to  the  pulley-rim,  by  means  of  a  hose,  from  any  conven- 
ient source,  and  the  excess  is  taken  away  in  a  similar  manner. 
The  centrifugal  action  of  the  rotating  mass  keeps  the  fluid  in 
place  in  the  pulley-rim,  and  the  eduction-pipe  receives  the  wa- 
ter carried  away  by  it  as  the  tender  of  a  locomotive  scoops  wa- 
ter from  between  the  tracks,  when  at  high  speed.  This  sys- 
tem permits  efficient  lubrication,  without  admixture  of  grease 
with  the  water,  and  secures  a  perfection  of  smoothness  and 
uniformity  of  rubbing-surfaces  unattainable  with  older  forms 
of  brake. 

*Coa*tructian  of  a  Prony  Brake;  R.  H.  Thurstoit ;  Journal  Franklin  In- 
Kltwe,  April  1886. 
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77.  Designing  a  Brake. — The  following  is  an  account  of 
the  design  of  a  brake,  which  worked  well  under  higher  en- 
gine loads  than  the  Author  had  ever  before  known  to  be  con- 
trolled by  this  means."     It  also  Illustrates  fully  Its  theory. 

The  brake  was  designed  for  the  maximum  power  of  the  en- 
gine, ('.(■.  taking  steam  at  full  stroke,  the  engine  running  at  100 
pounds  pressure,  and  at  100  revolutions  per  minute.  The  di- 
ameter of  the  cylinder  was  18  inches  and  the  stroke  42  inches, 
and  we  have  for  the  maximum  power  developed 
_  354.47  X  100  X  43  X  2  X  100  _ 


H.  P.  ^ 


33000 


=  540  + 


The  brake  was  accordingly  designed  to  control  the  engine 
when  exerting  this  power,  and  to  be  used  upon  a  pulley  of  5 
feet  diameter  and  24-inch  face.  The  size  of  the  pulley  was 
chosen  of  this  diameter,  simply  because  it  compelled  less  re- 
moval of  floor  and  railings  about  the  engine,  and  would  also 
cost  less  than  a  larger  one. 

The  calculations  for  the  remaining  parts  of  the  controlling 
apparatus  is  as  follows  : 

Assumed  diameter,  5  feet ;  assumed  maximum  speed  of 
engine,  lOO  revolutions;  circumference,  15.708  feet.  This 
would  give  for  the  greatest  linear  velocity  of  the  pulley  per 
minute,  1570.8  feet.  Dividing  the  number  of  foot-pounds  de- 
veloped  by  the  engine  at  its  maximum  speed  and  pressure,  by 
the  linear  velocity,  gives  the  resistance  at  the  rim  of  the  pul- 

51?^^^-???  =..34S  pounds; 

which  figure  is  the  total  friction,  in  pounds,  on  the  face  of  the 
pulley. 

The  brake-blocks  were  2^  inches  thick,  5  inches  wide,  and 
24  Inches  long,  of  unseasoned  while-oak,  and  were  placed  7 
inches  from  centre  to  centre,  leaving  a  space  of  2  inches,  be- 
tween adjacent  blocks,  for  diffusion  of  the  heat  and  for  lubri- 
cation.    The  blocks  were  attached  to  the  flexible  brake-straps 
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by  means  of  wrbught-tron  lag-screws.     The  three  blocks  at  the 

top  and  those  at  the  bottom  of  the  pulley  w^re  fastened  to 

the  arms  of  the  brake. 

The  straps,  two  in  number,  were  caltul^ted  thus  : 

Let  T^  and  T^  represent  the  tensions  alt  the  ends  of  the  band 

which  embraces  the  pulley,  and  let   7",  be  the  maximum  ten- 

-sioh; 

Th^fl   7",  exceeds  the  tetisiori    T^  by  an  Amount  equal  to 

the  friction  between  the  blocks  and  the  pulley  ;  /.^., 

R=T,-  r.=  ii34S. 

Let  c  denote  the  ratio  which  the  arc  of  contact  bears  to  the 
circumference  of  the  pulley,/  the  coefficient  of  fri^ction  be- 
tweeri  tlie  blo(:k§  and  the  pulley ;  then  the  ratio  T^ :  7*,  is  the 
fiufiiber  whose  common  logarithm  is  2.7288^/";  or, 

c,the  arc  of  contact  of  the  bands,  =  i,  and/,  the  coefficient  of 
Irittion  WtWeertwood  and  cast-iron  (well  lubricated),  was  taken 
at  6.2;  theh 

or, 

^=10-54576^35^ 

Having  found  i?  =  1 1 345  pounds,  we  have  for  the  greatest 
tension  on  the  band 

N 
T,=  R 


^-r 


and  substituting  the  values  of  R  and  N  in  this  equation,  we 
have 

T,  =  1 1345  TvilY  =  15883  pounds. 
3o       ^ 
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Hence,  for  the  combined  tension  on   the  band,  and  using 
two  straps,  we  have  for  the  tension  on  one 

— i ^    ^  '?n^l   e  nnnnilB. 


Taking  the  tensile  strength  of  such  wrought-iron  as  safe  at 
40,000  pounds  per  square  inch,  and  allowing  for  a  sixfold  factor 
of  safety,  we  obtain  for  the  section  of  the  band  J 


:  1. 19  square  inches. 


The  nearest  band-iron  of  this  section  was  f  X3  inches,  and^ 
after  careful  testing,  it  was  found  to  be  of  sufficient  strength ; 
giving,  at  the  same  time,  that  flexibility  which  is  of  vital  im- 
portance in  the  operation  of  brakes.  At  each  end  of  the  bands 
it  was  found  necessary  to  weld  on  round  bar-iron  of  equal  sec 
tion,  to  admit  of  threads  being  cut  for  the  purpose  of  tighten- 
ing and  loosening  the  brake. 

The  arms  were  two  in  number,  of  6x6  inches  well-seasoned 
spruce.  The  length  was  made  10  feet  6.1  inches  from  centre 
of  the  bearing-surface  on  the  pulley  to  centre  of  bearing-sur- 
face on  the  scale,  as  it  brought  the  scale  beyond  the  rim  of  the- 
fly-wheel,  and  also  greatly  facilitated  calculations  of  the  horse- 
power developed — the  circumference  of  a  circle,  whose  radius 
is  10  feet  6.1  inches,  being  66  feet.  Thus  instead  of  multiply- 
ing by  66  feet,  and  then  dividing  by  33,000  to  obtain  the  horse- 
power, it  is  only  necessary  to  divide  the  product  of  the  net 
scale-pressure  and  the  revolutions  per  minute  by  550,  the  quo- 
tient being  the  horse-power  developed,  i.e., 

33000  500 

The  stand  through  which  the  pressure  was  transmitted  to- 
the  scale  was  composed  of  two  uprights,  6x6  inches,  of  white 
pine,  surmounting  a  pedestal  covering  the  greater  part  of  the 
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scale  platfonn.  Upon  these  uprights  was  placed  a  steel  plate 
of  J-inch  thickness,  which  received  the  pressure  of  the  bolts. 
The  scale  was  carefully  balanced,  and  was  capable  of  accurately 
weighing  3000  pounds.  All  weights  used  were  carefully  weighed 
on  a  standard  balance,  and  none  were  used  that  were  found 
not  to  be  absolutely  correct. 

As  the  common  segmental  arm  would  give  but  a  very  nar- 
row bearing  for  the  rim,  the  Authoi;,  advised  an  arm  of  I-sec- 
tion,  which  was  found  to  answer  the  purpose. 

The  calculations  for  the  parts  of  the  pulley  were  made  ac- 
cording to  Unwin,*  giving  for  the  thickness  of  rim 

/  =  o.7<y  -|-  0.005Z?  =  0.65  inch ; 

where  D  =  diameter  in  inches  =  60  inches; 

and  d  =  thickness  of  belt  taken  at  0.5  inches. 

The  number  of  arms  was  assumed  at  6 ;  and  similarly,  for 
the  thickness  at  the  nave, 

h  =  0.1781  A  / =  8.54inches; 


^  =  S.S4i, 


P  being  the  driving  effort,  1 1345  pounds ; 

D  =  diameter  =  60  inches ;  and 

n  =  number  of  arms  =  6 ; 

h 
A,  =  breadth  of  arms  =  -  =  4.27  inches. 
•  ^  2 

For  h  at  the  rim,  we  take  \  the  diameter  of  the  nave. 
For  the  thickness  of  the  nave, 

*  =  0.18  •i<ff^  +  i  =  2.1  inches; 

where  B  is  the  face  =  24  inches ; 

D  is  the  diameter  =  60  inches. 

*  Machine  Design. 


I. 
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The  diameter  of  the  main  shaft  being  9.12  inches,  the  cal- 
culated thickness  of  the  nave  was  judged  rather 
*  small,  and   2.5   was  used   instead.     The  rim  was 
J  made  i  inch  heavier  at  the  centre  than  the 
,  calculated  dimension   used   for  the  edges  of  the 
n. 

For  the  moment  of  inertia  of  this  section  of 
m, 
B I  =  ^BU^  -  •^2bd') ; 

and,  considering  the  arm  as  fixed  at  one  end  and  loaded  at  the 
other, 


where 

P  =  load ; 

/=  length  of  arm; 

/=  moment  of  inertia; 

Ji=  modulus  of  rupture; 

rf=i/?. 

Load  on  1  . 

arm    =  A  of  1 5600  =  2600  = 

=  />. 

''  =  30  —  7i      =  32.5  inches. 

/=  ^(4  X  8*)  ~  tM2  X  ij  X  S')  =  40-& 

Allowing  a  factor  of  safety  of  8,  we  have 
Ji  =  17290, 
and  the  above  sections  and  dimensions  arc  ample. 

The  standardization  of  this  type  of  absorbing  dynamometer 
<:onsists  simply  of  the  careful  determination  of  its  exact  dimen- 
.sions,  and  of  the  accuracy  of  the  scales  employed. 

In  the  original  device  of  Prciny,  the  efforts  on  the  brake 
were  obtained  by  loading  a  scale-pan,  a  far  less  manageable 
system  than  that  which  is  above  described.  Many  modifica- 
tions of  this  instrument  have  been  made  by  various  ingenious 
-engineers,  some  of  which  may  be  here  briefly  referred  to.*  In 
^11  cases  and  in  all  applications  of  the  brake,  the  essential  con- 
ditions are,  mainly,  accuracy  of  measurement  and  readings,  and. 


1,  for  a  vcijr  full  ai 


:   Dyn. 


Proceed.  BriL  Insc  C. 
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above  all  else,  uniForm  rriction-resistaiice,  sucU  as  can  only  be 
insured  by  good  methods  of  lubrication.  All  conditions  of  the 
trial  should  be  as  constant  as  possible.  For  small  powers,  the 
arm  may  be  omitted  and  the  restraining  tiTort  exerted  directly 
upon  the  strap,  and  this  strap  is  sometimes  merely  a  leather 
band  or  a  rope,  either  with  or  without  blocks.  In  all  cases  the 
work  in  actual  liorse-powcr  with  the  load  P  in  pounds  at  the  dis- 
tance R  in  feet  from  the  centre  of  the  wheel,  making  A^  revo- 
lutions in  time  /  in  minutes,  will  be 

fj  p^  (^  X  2)  X  g  X  -P  X  ^^. 

33COO  X  t 
or  taking  f=  circumference  of  circle  of  radius^,  and  K=  ve- 
locity in  feet  per  minute  of  circumference,  then  V  =  cN,  and 

H.P. 


N  = 


cP 


In  many  forms  of  brake,  it  is  sought  to  secure  a  self-adjust- 
ment of  the  grasp  of  the  strap,  as,  for  example,  the  dynamom- 
eter of  Messrs.  Amos  and  Appold,  Fig.  113.  It  is  provided 
with  a  compensating  lever,  K,  by  means  of  which  the  rise  or 
fall  of  the  load  P  is  attended  with  a  decrease  or  increase  in 
tension  on  the  brake-strap.  With 
a  given  tension  in  the  belt,  and 
with  the  load  P  set  with  its  point 
of  suspension  H  opposite  the  point 
T,  the  lever  takes  a  vertical  posi-  '''  ' 
tjon ;  but  as  soon  as  the  load  Pis, 
lifted  the  lever  pivoted  at  A'  moves 
with  and  virtually  increases  the 
length  of  the  belt,  and  thus  slack- 
ens it,  allowing  the  load  again  to  , 
descend.  If  the  total  friction  de-  Fia.  nj.— courRNSATiHc  Bbake 
creases,  the  descent  of  the  load  carries  the  compensating  lever 


I      creases,  the  de 
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to  a  new  position,  thus  tightening  the  belt  and  increasing  the 
friction. 

In  a  form  of  compensating  brake  designed  by  Mr,  Balk, 
Fig.  114,  the  compensating  lever  is  outside  the  circumference 
of  the  strap.  It  is  connected  at  B  and  at  C  to  the  strap,  and  a 
fixed  pin,  F,  passes  through  a  slot  at  the  outer  end,  where  is 
suspended  a  weight,/,  sufficient  to  keep  the  lever  free.     This 


weight  must  be  varied  with  change  of  condition  of  the  brake- 
blocks,  the  lubricant  and  the  temperature  of  the  wheel,  and  as 
it  must  be  taken  as  acting  at  the  radius  OFm  favor  of  the 
weight  P,  these  variations  become  troublesome  by  virtually 
making  P  a  variant.* 

TJie  form  of  pulley  which  has  been  described  is  illustrated 
in  the  next  figure,  which  shows  the  proportions  adopted  by 
Mr.  Halpin,  who  was  probably  the  first  to  use  it. 

Mr.  Beaumont  has  proposed  the  following  expression  as  a 

convenient  means  of  comparing  the  relative  capacity  of  brakes, 

judging  by  the  amount  of   work   for  which   they  have  been 

designed,  or  to  which  they  have  been  put.     The  coefficient 

WV 
K  =  ■        -  may  be  employed,  W  being  the  width  of  the  wheel 

*  See  paper  by  Professor  Brauer,  Zeits.  der  Ver.  Deuischen  Ing.,  Band  xxxii; 
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in  inches,  and  V  = 
in  feet  per  minute. 


the  velocity  of  the  periphery  of  the  wheel 
This  gives  for  the 


Royal  Agricultural  Society's  single  brake  K=  824 
"  "         treble     "      K  =  495 

Garrett's  water^ooled  brake A"  ^  740 

Ransomes,  Balk's  brake K  =  1020 


■  Compared  in  this  same  manner  the  Prony  brake  described 
bythe  Author,  as  devised  for  measuring  a  maximum  of  540  H,  P., 
the  wheel  being  5  feet  in  diameter  and  2  feet  wide,  and  N  =  100, 
gives  K  =  only  75.     This  brake  was  freely  lubricated  with  beef 


tallow,  plumbago,  and  lard  oil,  and  although  designed  for  a, 
maximum  of  540  H.  P.,  it  was  not  worked  above  200  H.  P., 
and  at  this  power  Ar=  188.  The  more  effective  the  brake  the 
lower  the  coefficient.  AT  =  400  may  be  taken  as  a  good  figure  : 
the  coefficient  is  less,  apparently,  on  the  water-cooled  hollow 
rim.  Other  things  equal,  the  highest  coefficients  correspond  to 
largest  areas  of  rubbing-surface  on  the  rim,  Mr.  Beaumont 
makes  the  following  approximate  estimate  of  the  maximum 
pressure /J  per  square  foot  of  block.  If '  being  the  width  of 
the  wheel  in  feet,  p  may  be  obtained  thus : 


T+  T  = 


pW\ 


T-\-  T 

''    DIV  ' 


cw 


I 

I 
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The  greatest  pressure  per  square  foot  of  surface  of  the 
Author's  example  of  a  Prony  brake,  if  it  had  been  used  as  pro- 
posed for  540  H.  P.,  would  have  been,  at  _/"=  0,2,  h 


15883    X    2 
5X2 


=  3176  lbs. 


At  2CX)  H.  P.  ■/  =  1 180  lbs.  The  greatest  pressure  per 
square  foot  on  the  blocks  of  the  Royal  Agricultural  Society's 
brake  at  Newcastle  was/  =  312  lbs.  with  the  blocks  covering 

0.8  of  the  surface  of  the  wheel. 

This  is  a  rough  approximation  to  the  greatest  pressure  per 
square  foot,  but  it  affords  a  fair  means  of  comparison  of  the 
pressure  with  the  different  brakes. 

A  good  method  of  fitting  the  dynamometric  brake  to  a 
portable  t-nginc  is  shown  in  the  illustration.*  A  is  the  beam 
of  the  brake;  B  is  the  point  of  attachment  of  a  strut  which 
transmits  the  pressure  due  the  turning  effort  to  the  platform- 
scale,  seen  below  ;  £7  is  a  counterbalai 


L 


In  handling  a  brake  cooled  by  water,  it  is  advisable  to  use 
as  small  a  quantity  of  the  liquid  as  possible,  and  it  will  often 

found  perfectly  practicable  to  even  permit  its  complete 
evaporation,  keeping  the  metal  at  213°  I*".,  thus  reducing  th? 


n  of  Internal  Ftii 


f  Engines  ;  R.   H.  ThurEton  ; 


THE   PROXY   BRAKE. 


88l 


quiintity  demanded  to  a  small  fraction  of  that  often  used,  and 
Wg<^y  doing  away  with  the  difficulties  incident  to  its  supply 
and  wholly  with  those  of  discharge. 

In  the  Brauer  dynamometric  brake,*  Fig.  117,  instead  of 
wooden  jaws  hugging  the  rims  of  the  pulley,  an  iron  band  is 
used  fur  flat-rim   pulleys,  and  wire-ropes  for  grooved  pulleys. 
The  apparatus  is  composed  of  the  following  parts : 
1st.  The  iron  band  or  wire-rope. 

2d.   The  clutch-producing  arrangement  and  the  regulation 
of  the  tension  of  the  clutch-producing  bands  or  ropes. 

The  iron  band  applied  to  an  ordinary  flat-rim  pulley  is  pro- 
vided with  four  double  guides  k  (Fig.  1 17)  to  retain  the  band 
in  position,  fixed  up  by  means  of  a  stirrup  boll  and  link  and  a 
safety  cord  /'/',  so  as  to  allow  the  band  to  have  a  play  of  100 
millimetres.  These  safety  measures  can  be  modified  according 
to  circumstances. 
II  The  frictional  parts  are  actuated  in  the  following  manner: 

K  The  wire  band  is  attached  at  its  ends  to  the  point  of  the 
^ftspplication  of  resistance  a,  and  to  the  point  of  rotation  ^  by  a 
^Tlevcr  abc.  The  point  c  of  this  lever  is  attached  at  d  by  means 
'  of  a  winding  tackle  cc, ,  and  a  spring  /,  to  the  upper  end  of  the 
wire  band.  The  cord  of  the  winding  tackle  after  leaving  e  is 
passed  round  the  friction-roller  g.  The  operator,  by  pulling 
the  cord,  produces  the  tightening  action  in  such  a  way  that 
the  weight  p  is  lifted  and  equilibrium  established.  In  order 
that  this  condition  may  not  be  affected  by  the  tension  of  the 
part  of  the  cord  from  f,  to  g,  it  is  only  necessary  to  fix  the 
friction-roller  in  such  a  way  as  to  be  in  Une  with  the  axis  of 
the  pulley  or  drum.  The  moment  of  this  tension  will  then  be 
nU.  The  ffiction-roller  is  not  indispensable,  but  its  application 
pennits  the  operator  to  control  the  action  of  the  brake  at  some 
distarice.  Automatic  regulation  is  effected,  according  to  the 
variations  of  the  friction,  by  the  combined  action  of  the  spring 
/  and  the  cord  h.  It  will  be  sten  that  if,  owing  to  excessive 
friction,  the  weight/  is  lifted  above  its  mean  position,  the  cord 

*  "  Bultctin  de  la  Socitei  lodustrielle  dc  MullioiiM,"  1SS4,  p.  485.     Proc. 
iosl,  C.  E.,  No.  3079. 
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k  will  be  stretched,  augmenting  the  tension,  and  elongating 
the  spring  /.  The  result  is  a  diminution  of  the  clutching 
action,  and  the  weight  p  will  be  lowered. 

The  weight  /,  which  obviates  the  necessity  of  attaching  the 
cord  h  to  the  floor-boards,  should  be  equal  the  strain  liable  to 
be  brought  upon  the  cord  //. 

The  lifting-tackle  should  altvays  be  suspended  in  such  a 
way  as  to  reduce  the  traction  upon  the  cord  A  to  a  minimum, 
and  so  that  the  influence  of  this  factor  upon  the  condition  of 
equilibrium  in  general  need  not  be  taken  into  consideration. 

Lubrication  may  be  effected  in  any  convenient  manner. 
The  rim  is  usually  sufficiently  cool  under  light  load  without 
water. 


F.C.  i.j.-B>.AiiR«'a  Bui 


78.  Data  obtained  by  the  use  of  the  transmitting  dyna- 
mometer are  often  of  great  value  as  a  check  on  other  methods  of 

test-  Mr,  Emerson  gives  the  following  as  illustrating  this  fact : 
Testing  woollen-mill  machinery,  running  ten  "sets,"  eleven 
hours  per  day,  with  the  boiler-pressure  kept  at  70  pounds,  the 
driving-pulley  on  engine,  9  feet  diameter,  with  30-inch  double 
belt,  drove  a  5-fect  pulley  upon  the  main  line.  Throwing  on 
and  oft  machinery  caused  a  variation  of  four  revolutions  of  the 
pulley  on  the  engine,  or  from  120  down  to  116  per  minute, 
3j-  per  cent. 
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The  results  obtained  were  as  follows: 

Average  net  effort  for  1 1  hours, 1 163  !bs. 

Coal  burned  in  ti  hours, .     .     4955  lbs. 

Average  power  in  II  hours, 82.9  H.  P. 

4955  -=-  II  =  450,4  -^  82.9  =  5.43  lbs.  coal  per  horse-power  pi;r 
hour. 

The  St.  Joseph  Milling  Co.,  Mishawaka,  Ind.,  loob.-irrel 
mill,  required  3.81  horse-power  per  bushel. 

The  Ripple  Mill.  Mishawaka,  Ind.,  i30-barrel  mill,  required 
3.91  horse-power  of  water  per  bushel  ground. 

Mishawaka  Mill,  Mishawaka,  Ind..  i;5-barrcl  mill,  required 
4.72  horse-power  of  water  per  bushel. 

Sage  Brothers'  Flouring  Milt,  Elkhart,  Ind.,  roller-mill,  280- 
barrel  capacity,  required  3.18  horse-power  of  water  per  bushel 
ground. 

Tests  on  Spinning  Fkamrs,  Speeders,  etc. 
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Mr.  S.  Webber  finds  the  friction  of  this  class  of  dynamom- 
eters to  be  sensibly  constant. 
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79.  Standard  Methods  of  Engine  Trial  have  been  prc- 

poscil  by  various  writers  and  practitioners,  with  the  double 
|nirpo!ie  of  securing  all  needed  data,  at  least  cost  in  time  and 
nuncy,  and  of  making  all  results  strictly  comparable.  In  the 
absence  of  agreement  in  regard  to  method,  a  great  variety  of 
practice  is  liable  to  spring  up,  and  as  great  a  variety  of  methods 
-ji  securing,  tabulating,  and  computing  results  from  the  data 
ibuined.  It  is  therefore  considered  advisable  that  all  such 
experimental  work,  whether  for  directly  practical  purposes  or 
nitli  a  scientific  object,  should  be  made  by  that  carefully 
planned  and  precisely  staled  system,  which  should  be  best 
adapted  to  the  ready  determination  of  all  needed  data,  with 
least  liability  to  error,  and  a  most  convenient  means  o(  check- 
ing all  figures.  Both  engine  and  boiler  trials  should  be  made 
in  accordance  with  such  a  system  as  is  generally  recognized  as 
well  adapted  to  its  purposes,  and  accepted  and  indorsed  by 
those  whose  learning  and  professional  standing  and  experience 
best  fit  them  to  judge  it.  Standard  engine  and  boiler  trials 
ire  not  yet  as  widely  adopted  as  is  de.sirablc ;  but  they  are 
gradually  taking  definite  form  and  are  steadily  coming  into 
-eneral  use. 

The  results  of  any  engine  trial,  if  complete  and  accurate, 
should  enable  the  engineer  to  answer  several  questions : 

(i)  What  is  the  real  efficiency  and  the  economical  perform- 
ance of  the  system  tested  ? 

(2t  How  does  it  compare  with  standard  apparatus  of  a  sim- 
ilar character?  and  in  what  is  it  superior  or  inferior?  What 
arc  its  excellencies  and  its  detects  ? 

2B5 
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(3)  How  are  commercial  and  financial  conditions  affected 
by  its  operation? 

These  questions  being  solved,  the  proprietor  will  know  to 
what  extent  his  expenditures  and  his  methods  of  operation  are 
wise  and  productive ;  the  builder  will  learn  how  successful  he 
has  been  in  his  work,  where  it  is  defective,  and  what  remedy  is 
available ;  the  engineer  secures  data  which  enable  him  to  de- 
sign intelligently  later  and  better  constructions,  and  it  may 
furnish  a  standard  for  still  other  comparisons. 

The  duty-measurement  should  always  be  expressed  in  per- 
fectly definite  terms.  The  usual  expression  may  be  interpreted 
to  assume  any  one  of  several  different  units.  If  the  efficiency 
of  the  system,  engines  and  boilers  included,  is  to  be  measured 
only,  it  is  sufficient  to  ascertain  the  relation  between  the  work 
performed  and  the  cost  of  its  performance  as  measured  at  the 
boilers;  but  even  this  may  be  a  very  uncertain  measure  unless 
the  quality  of  the  fuel  is  prescribed.  The  kind  of  fuel  should 
be  stated  in  all  such  cases;  but  a  system  of  measurement 
which  determines  the  heat  produced  in  the  furnace,  in  thermal 
units,  or  other  equally  definite  terms,  and  the  quantity  of  useful 
work  which  it  yields,  is  the  only  satisfactory  one. 

The  only  correct  and  exact  method  of  gauging  the  perform- 
ance of  any  steam-engine  is  to  determine  the  weight  of  steam 
or,  better,  the  number  of  thermal  units  demanded  by  it  per 
horse- power  per  hour.  The  proper  measure  of  the  boiler  effi- 
ciency is  the  proportion  of  the  heat  of  combustion  of  the  fuel 
which  is  absorbed  and  stored  as  available  energy  in  the  steam 
which  it  produces.  To  rate  the  engine  by  the  quantity  of  fuel 
burned  at  its  boiler  is  wholly  incorrect ;  to  rale  the  boiler  by 
the  ratio  of  steam  made  to  coal  burned  is  hardly  less  indefinite. 
It  is  only  by  the  habitual  use  of  a  known  fuel  of  uniform  com- 
position and  physical  character  that  comparisons  of  value  may 
be  effected  at  all.  Even  where  the  steam-unit  is  adopted,  it 
must  be  taken  at  a  standard  temperature  and  pressure.  In  all 
heat-engines  the  proper  measure  of  heat-energy  is  the  heat- 
unit.   There  is,  therefore,  reason  in  the  adoption  of,  for  an  exam- 
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pie,  loooooo  B.  T.  U.»  a  figure  sometimes  so  taken,  as  a  stand- 
ard quantity  in  duty-trials  of  engines.* 

80.  Engine  and  Boiler  Trials  are  so  generally  conducted 
together,  and  the  former  so  commonly  depend  for  their  essen- 
tial data  upon  the  latter,  that  the  presentation  of  illustrations 
of  standard  methods  for  both  is  considered  advisable  and  wilt 
be  given  later.  Of  the  two,  the  latter  is  usually  much  the 
more  laborious  and  troublesome,  and  also  more  expensive  in 
time  and  money.  The  boiler-trial  also  admits  of  a  greater 
variety  of  methods  than  the  engine-trial,  and  is  correspond- 
ingly more  liable  to  yield  results  of  varying  accuracy.  For  this 
case  the  best  practice  is  better  settled  than  for  the  other,  and 
standard  methods  of  steam-boiler  trial  are  fairly  well  estab- 
lished on  both  sides  the  Atlantic. 

A  good  boiler  should  have  an  efficiency  of  not  less  than  75 
per  cent.,  giving  thus  10875  B.  T.  U.  per  ppund  of  carbon  sup- 
plied as  fuel,  and,  deducting  ash,  for  good  coal,  about  loooo 
B.T  U.  per  pound  of  fuel,  the  equivalent  of  0.25  pound  of  coal 
per  horse-power  and  per  hour,  if  all  converted  into  work.  The 
real  efficiency  of  any  engine  is  measured  by  the  quotient  of 
this  quantity  for  the  actual  consumption.  Thus,  an  engine 
using  2.5  pounds  of  good  coal  has  an  efficiency  of  heat 

7?      0.25 

E  =  — -  =  10  per  cent. 
2.50 

This  is  considered  a  good  result.  Ninety  per  cent,  of  all  heat 
supplied  is  here  wasted.  An  engine  using  1.25  pound  of  best 
fuel,  a  result  sometimes  claimed,  but  certainly  seldom  reached, 
has  an  efficiency  of 

r?      0.25 

E  =  — -  =  20  per  cent. 
1.25 

A  consumption  of  40  pounds  of  steam  would  give 

2  •? 
£  =  -^  =  6  per  cent. 

40 

*  This  corresponds  to  100  lbs.  coal  evaporating  11.25  l^s.  water  from  and 
«t  212*  F. 
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As  an  example  of  a  systematic  scheme  of  engine-trial,  illus- 
trating the  general  characteristics  of  a  standard  method,  we 
may  take  the  following  outline  abstract  from  a  plan  for  a 
pumping.engine  duty-trial  proposed  by  Mr.  Barrus  :  * 

(1)  It  is  presumed  at  the  outset  that  the  engine  is  in 
thorough  order  in  every  part,  having  been  in  operation  a  suf. 
ficient  length  of  time,  since  its  erection,  to  secure  easy  and 
proper  working.  If  this  has  not  been  done,  and  especially  if 
the  plunger  has  been  recently  packed  or  its  packing  newly  re- 
adjusted, the  engine  is  worked  for  a  run  of  at  least  twelve  hours' 
continuous  service  in  preparation  for  the  test. 

(2)  The  plant  is  subjected  to  a  preliminary  run,  under  the 
conditions  determined  upon  for  the  test,  for  a  period  of  at  least 
three  hours,  so  as  to  find  the  temperature  of  the  feed-water  (pr 
the  several  temperatures,  if  there  is  more  than  one  supply),  for 
use  in  the  calculation  of  the  duty.  During  this  run  the  obser- 
vations are  made  every  fifteen  minutes,  and  the  results  aver- 
aged. 

(3)  The  engine  is  now  stopped  for  a  time,  in  order,  first,  to 
connect  up  the  measuring  apparatus  for  determining  the 
weight  of  the  feed-water  consumed,  or  of  the  various  supplies 
of  water  if  there  are  more  than  one  ;  and,  second,  to  test  the 
leakage  of  the  plungers. 

The  quantity  of  water  which  leaks  by  the  plungers  is  most 
satisfactorily  determined  by  removing  the  cylinder-heads,  A 
wide  board  or  plank  is  temporarily  bolted  to  the  lower  part  of 
the  end  of  the  cylinder,  so  as  to  hold  back  the  water,  in  the 
manner  of  a  dam,  and  an  opening  is  made  in  the  temporary 
head,  thus  provided,  for  the  reception  of  an  overflow  pipe. 
The  plunger  is  blocked  at  some  intermediate  point  in  the 
stroke  (or  if  this  position  is  not  practicable,  at  the  end  of  the 
stroke),  and  the  water  from  the  force-main  is  admitted  at  full 
pressure  beliind  it.  The  leakage  escapes  through  the  overflow 
pipe,  and  it  is  collected  in  barrels  and  measured.  The  test 
need  not  continue  over  fifteen  minutes,  or,  if  carefully  made,  a 
less  time,  the  desired  object  being  to  get  a  satisfactory  deter- 
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niinatioii  of  simply  the  rate  of  leakage.  If  no  means  exists  for 
putting  the  back  side  of  the  plunger  under  water-pressure,  a 
5i::table  pipe  can  readily  be  provided  for  the  purpose.  Should 
tile  escape  of  water  in  the  engine-room  be  objectionable,  a 
^uout  may  be  constructed  to  carry  it  out  of  the  building. 
Uhere  the  leakage  is  too  great  to  be  readily  measured  in  bar- 
rels, or  where  other  objections  arise,  resort  may  be  had  to  weir 
or  orifice  measurement,  the  weir  or  orifice  taking  the  place  of 
the  overflow  pipe  in  the  temporary  wooden  head.  The  ap- 
paratus may  be  constructed  in  a  somewhat  rude  manner,  and  be 
sufficiently  accurate  for  practical  requirements. 

In  the  case  of  a  pump  from  which  it  is  difficult  to  remove 
the  cylinder-head,  it  may  be  desirable  to  take  the  leakage 
(rom  one  of  the  openings  which  are  provided  for  the  inspec- 
tion of  the  suction-valves,  the  head  being  allowed  to  remain  in 
place.  If  the  test  is  made  without  removing  the  head,  leakage 
01  the  discharge-valves  may  be  confounded  with  leakage  of  the 
plunger.  Examination  for  such  leakage  should  be  made  first 
of  all.  and  if  it  occurs  and  it  is  found  to  be  due  to  disordered 
valves,  it  should  be  remedied  before  making  the  plunger-test. 
The  discharge-valves  on  the  back  end  of  the  pump  should  like- 
wise be  examined,  as  also  the  suction  valves  on  both  ends,  and 
the  disordered  valves  removed.  Leakage  of  the  discharge- 
valves  will  be  shown  by  water  passing  down  into  the  empty 
O'linder  at  either  end  when  they  are  under  pressure.  Leak- 
age of  the  suction-valves  will  be  shown  by  the  disappearance 
of  water  which  covers  them. 

The  leakage-test  being  completed,  no  change  is  allowed  in 
the  adjustment  of  the  packing  of  the  plunger  (supposing  this 
10  be  of  a  form  capable  of  adjustment),  the  head  is  imme- 
diately replaced  and  preparations  made  for  at  once  beginning 
the  main  duty-trial. 

(4)  The  duty-trial  is  here  assumed  to  apply  to  a  complete 
plant,  embracing  a  test  of  the  performance  o(  the  boiler,  as 
well  as  that  of  the  engine.  The  test  of  the  two  will  go  on  simul- 
taiieouslv  after  both  are  started,  although  the  boiler-test  will 
b^in  a  short  time  previous  to  the  commencement  of  the  en- 


29°  ENGINE  AND  BOILER    TRIaLS. 

gine-test,  and  continue  after  the  engine-test  is  finished.  The 
mode  of  procedure  is  as  follows  : 

While  the  preparations  arc  being  made  to  start  the  engine. 
after  the  completion  of  the  leakage-trial,  steam  is  raised  in  thu 
boiler  to  the  working  pressure.  The  fire  is  then  hauled,  the 
furnace  and  ash-pit  cleaned,  and  the  test  of  the  boiler  is  com- 
menced. This  test  is  made  in  accordance  with  the  rules  for  a 
standard  method  recommended  by  the  Committee  on  Boiler- 
Tests  of  the  American  Society  of  Mechanical  Engineers.*  This 
method,  briefly  described,  consists  in  starting  the  test  with  a 
new  fire  lighted  with  wood,  the  boiler  being  previously  heated 
to  its  normal  working  degree;  operating  the  boiler  in  accord- 
ance with  the  conditions  determined  upon,  weighing  coal, 
ashes,  and  feed-water  ;  observing  the  draught,  temperatures  of 
feed-water  and  escaping  gases,  and  such  other  data  as  may  be 
incidentally  desired  ;  determining  the  quantity  of  moisture  in 
the  coal  and  in  the  steam  :  and  at  the  close  of  the  test  hauling 
the  fire  and  deducting  from  the  weight  of  coal  fired  whatever 
unbumed  coal  is  contained  in  the  refuse  withdrawn  from  the 
furnace,  the  quantity  of  water  in  the  boiler  and  the  steam-pres- 
sure being  the  same  as  at  the  time  of  lighting  the  fire  at  the 
beginning  of  the  tesL  The  temperature  of  the  feed-water  is 
observed  at  the  point  where  the  water  leaves  the  engine-heater 
if  this  be  used,  or  at  the  point  where  it  enters  the  flue-healer 
i(  this  apparatus  is  employed,  in  cither  case,  where  an  in- 
jector is  used  for  supplying  the  water,  a  deduction  is  to  be 
made  for  the  increased  temperature  of  the  water  due  to  this 
method  of  feeding. 

As  soon  after  the  beginning  of  the  boiler-test  as  practi- 
cable, the  engine  is  started  and  preparations  are  made  for  the 
beginning  of  the  engine-test.  The  formal  commencement  of 
this  test  is  delayed  till  the  plant  is  in  normal  working  condition, 
which  should  be  not  over  one  hour  after  the  time  of  lighting 
the  fire.  When  the  time  for  commencement  arrives,  the  feed- 
water  is  momentanly  shut  off,  and  the  water  in  the  lower  tank 
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is  brought  to  a  mark.  Observations  are  then  made  of  the 
number  of  tanks  of  water  thus  far  supplied,  the  height  of 
water  in  the  gauge-glass,  and  the  indication  of  the  counter  on 
ihe  engine,  after  which  the  supply  of  feed-water  is  started  and 
the  regular  observations  of  the  test  commenced.  The  test  is 
to  continue  at  least  ten  hours.  At  its  expiration  the  feed- 
pump is  again  momentarily  stopi>ed,  care  having  been  taken  to 
h.ive  the  water  slightly  higher  than  at  the  start,  and  the  water 
in  the  lower  tank  is  brought  to  the  mark.  When  the  water  in 
the  gauge-glass  has  settled  to  the  point  which  it  occupied  at 
the  beginning,  the  time  of  day  and  the  indication  of  the 
counter  observed,  together  with  the  number  of  tanks  of  water 
thus  far  supplied,  the  engine-test  is  held  to  be  finished. 
The  engine  continues  to  run  after  this  time  till  the  fire 
reaches  a  condition  for  hauling  and  completing  the  boiler-test. 
It  is  then  stopped,  and  the  final  observations  relating  to  the 
boiler-test  are  taken 

The  observations  to  be  made  and  data  obtained  for  the  pur- 
poses of  the  engine  test  embrace  the  weijjht  of  feed- water  sup- 
plied by  the  main  feeding  apparatus,  that  of  the  water  drained 
from  the  jackets,  and  any  other  water  which  is  ordinarily  sup- 
plied to  the  boiler,  determined  in  the  manner  already  pointed 
oul.  They  also  embrace  the  number  of  hours'  duration  and 
number  of  strokes  of  the  pump  during  the  test,  as  noted,  to- 
gether with  the  length  of  the  stroke  (in  direct-acting  engines), 
the  indication  of  the  gauge  attached  to  the  force-main,  and  in- 
dicator-diagrams from  the  pump.  It  is  desirable  that  indicator- 
diagrams  be  obtained  also  from  the  steam -cylinders. 

Observations  of  the  length  of  the  stroke  should  be  made 
every  five  minutes  ;  observations  of  the  water-pressure  gauges 
every  fifteen  minutes;  observations  of  the  remaining  instru- 
ments— such  as  steam-gauge,  vacuum-gauge,  thermometer  in 
pump-well,  thermometer  in  feed-pipe,  thermometers  showing 
temperature  of  engine-room,  boiler-room,  and  outside  air,  ther- 
mometer in  flue,  thermometer  in  steam-pipe  if  the  boiler  has 
•team  heating  surface,  barometer  and  other  instruments  which 
may  be  used — every  half-hour;  indicator-diagrams   should  be 
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taken  every  half-hour,  both  from  the  steam  and  from  the  water 
cylinders.  Should  the  diagrams  from  the  pump  be  rectangular, 
they  may  be  taken,  if  desired,  with  less  frequency. 

When  the  duty-trial  embraces  simply  a  test  of  the  engine 
apart  from  the  boiler,  the  course  of  procedure  will  be  the  same 
as  that  described,  excepting  that  the  fires  will  not  be  hauled 
and  the  special  observations  relating  to  the  performance  of  the 
boiler  will  not  be  taken. 

(5)  In  making  preparation  for  the  test,  attention  should  be 
given  to  the  following  provisions  in  the  arrangement  of  the  ap- 
paratus : 

The  gauge  attached  to  the  force-main  is  liable  to  a  consid- 
erable amount  of  fluctuation  unless  the  gauge-cock  is  nearly 
closed.  The  practice  of  choking  the  cock  is  objectionable. 
The  difficulty  may  be  satisfactorily  overcome  and  a  nearly 
steady  indication  secured,  with  cock  wide  open,  if  a  small 
reservoir  having  an  air-chamber  is  interposed  between  the 
gauge  and  the  force-main.  By  means  of  a  gauge-glass  on  the 
side  of  the  chamber  and  an  air-valve,  the  average  water-level 
may  be  adjusted  to  the  heipht  of  the  centre  of  the  gauge,  and 
correction  for  this  element  of  variation  avoided. 

To  determine  the  length  of  stroke  in  the  case  of  direct-act- 
ing engines,  a  scale  should  be  securely  fastened  to  the  frame 
whicii  connects  the  steam  and  water  cylinders,  in  a  position 
parallel  to  the  piston-rod,  and  a  pointer  attached  to  the  rod  so 
as  to  move  back  and  forth  over  the  graduations  on  the  scale. 
The  marks  on  the  scale,  which  the  pointer  reaches  at  the  two 
ends  of  the  stroke,  are  thus  readily  observed  and  the  distance 
moved  over  computed.  If  the  length  of  the  stroke  can  be 
determined  by  the  use  of  some  form  of  registering  apparatus, 
this  method  of  measurement  is  preferred.  The  personal  errors 
in  observing  the  exact  scale-marks,  which  are  liable  to  creep  in, 
may  thereby  be  avoided. 

The  form  of  calorimeter  to  be  used  for  testing  the  quality 
of  the  steam  is  left  to  the  decision  of  the  person  who  conducts 
ihe  trial.  It  is  preferred  that  some  form  of  continuous  calorim- 
eter be  used  which  acts  directly  on  the  moisture  tested.     \i 
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either  the  superheating  calorimeter  or  the  wire-drawing  instru- 
ment be  employed,  the  steam  wliich  it  discharges  is  to  be  meas- 
ured either  by  numerous  short  trials,  madeby  condensing  it  in 
a  barrel  of  water  previously  weiglicd.  thereby  obtaining  the 
rale  by  which  it  is  discharged,  or  by  passing  it  through  a  sur- 
face-condenser of  some  simple  construction,  and  measuring  the 
whole  quantity  consumed.  When  neither  of  these  instruments 
\%  at  hand,  and  dependence  must  be  placed  upon  the  barrel 
calorimeter,  scales  should  be  used  which  are  sensitive  to  a 
change  in  weight  of  a  small  fraction  of  a  pound,  and  thermom- 
eters which  may  be  read  to  tenths  of  a  degree.  The  pipe 
which  supplies  the  calorimeter  should  be  thoroughly  warmed 
and  drained  just  previous  to  each  test.  In  making  the  calcula- 
tions, the  specific  heat  of  the  material  of  the  barrel  should  be 
[en  into  account,  whether  this  be  of  metal  or  of  wood. 

1(  the  steam  is  superheated,  or  i(  the  boiler  is  provided  with 
steam-heating  surface,  the  temperature  of  the  steam  is  to  be 
taken  by  means  of  a  high-grade  thermometer  resting  in  a  cup 
holding  oil  or  mercury,  which  is  screwed  into  the  steam-pipe 

as  to  be  surrounded  by  the  current  of  steam.  The  tempera- 
ture of  the  feed-water  is  preferably  taken  by  means  of  a  cup 
screwed  into  the  feed-pipe  in  the  same  manner. 

Indicator-pipes  and  connections  used  for  the  watcr-cylin- 
ders  should  be  of  ample  size,  and  so  far  as  possible  free  from 
bends;  }-in.  pipes  are  preferred,  and  the  indicators  should  be 
attached  one  at  each  end  of  the  cylinder.  It  should  be  remem- 
bered that  indicator-springs  which  are  correct  under  steam  heat 
are  erroneous  when  used  for  cold  water.  When  steam  springs 
are  used,  the  amount  of  error  should  he  determined  if  calcula- 
tions are  made  of  the  indicated  work  done  in  the  water-cylin- 
ders. 

To  avoid  errors  in  conducting  the  test  due  to  leakage  of 
stop-valves  either  on  the  steam-pipes,  feed-water  pipes,  or  blow- 
off  pipes,  all  these  pipes  not  concerned  in  the  operation  of  the 
plant  under  test  should  be  disconnected. 

(6)  The  engine  is  to  be  worked  on  the  duty-trial,  unless 
otherwise  stipulated,  at  its  rated  capacity  of  discharge. 
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(7)  In  review  of  the  method  thus  pointed  out,  the  various 
steps  may  be  summed  up  as  follows : 

a.  Preliminary  run   to  determine  the  temperature   of  the 

feed -water ; 

b.  Erection  of  weighing  apparatus,  examination  of  pump, 

and  test  of  plunger  leakage ; 

c.  Commencement  of  boiler-test ; 

d.  "  "  engine-test ; 

e.  Boiler  and  engine  test  go  on  simultaneously;  ^H 
/.  Close  of  engine-test;  ^H 
g.       "      "  boiler-test.  I 

(8)  It  is  desirable  that  the  report  of  a  duty-trial  should  be 
sufficiently  full  to  show  the  performance  of  the  engine  and  its 
various  members  in  all  other  respects  than  the  simple  expres- 
sion of  the  amount  of  duty  performed.  For  this  reason  the 
horse-power  developed  by  the  steam-cylinders,  the  feed-water 
consumption  per  horse-power  per  hour,  the  steam  accounted 
for  by  the  indicator,  and  other  information  relating  to  the  work 
of  the  engine  in  the  capacity  of  a  steam-engine,  should  be  de- 
termined and  given. 

The  efficiency  of  the  mechanism  of  the  engine  should  also 
be  determined  and  stated,  that  is,  the  proportion  which  the 
work  done  upon  the  water  bears  to  the  work  done  in  the  steam- 
cylinders.  This  efficiency  may  be  expressed  by  any  formula 
in  which  the  numerator  is  the  duty  and  the  denominator  is  the 
work  done  during  the  trial,  measured  from  the  indicator-cards 
taken  from  the  steam-cylinders.  This  efficiency  measures  a 
quantity  which  is  of  primary  importance  in  the  operation  of 
the  engine  and  should  always  be  carefully  and  exactly  de- 
termined. 

81.  Fitting:  of  the  Engine  for  a  Test,  whether  of  effi- 
ciency  or  of  capacity,  is  best  done  in  advance  of  the  trial,  and 
ample  time  should  be  taken  to  see  that  not  only  all  apparatus, 
but  the  engine  itself,  is  in  readiness;  though,  if  the  intention 
is  sometimes  the  case,  simply  to  ascertain  the  condi- 
tion of  the  engine  as  found,  no  other  preparations  are  per- 
missible  than    those   customary  before  starting  up.     A  good 
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example  of  the  fitting  up  of  a  small  high-speed  engine  is 
illustrated  in  Fig.  118,  and,  in  plan,  in  Fig.  119,  in  which 
AA  is  the  engine,  BB  its  shaft,  CC  the  indicators,  D  the 
indicator  reducing-gear,  driven  from  the  crosshead ;  EE  is 
the  Prony  Brake,  receiving  its  cooling  water  at  F  and  dis- 
charging it  at  G,  and  attached  to  the  platform-scale  arranged 
at  H:  the  screw  tightening  its  strap  is  at  /.  The  speed- 
indicators  were,  in  this  case,  of  several  kinds.  Hand  in- 
struments of  various  kinds  were  used  to  check  the  records  of 


the  automatic  instruments.  A  "  tachometer,"  /,  was  attached 
and  belted  at  A"  to  the  engine-shaft,  and  afforded  a  very  con- 
venient means  of  watching  the  momentary  fluctuations  due  to 
variations  of  load,  of  steam-pressure,  and  of  accidental  disturb- 
ances. A  chronograph  at  L  was  also  attached,  connected  with 
a  standard  clock  to  beat  seconds,  and  a  current  was  derived 
from  the  battery  at  O.  A  commutator,  M,  was  placed  on  the 
engine-shaft,  making  contact  at  each  revolution,  and  a  key,  N, 
near  the  engine,  for  the  purpose  of  breaking  contact.     A  Brown 
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mercury  speed- indicator  served  excellently  well  for  a  constant 
speed-indicator.  The  chronograph  was  set  in  operation  when 
the  indicator-cards  were  taken,  and  thus  gave  the  exact  speed 
o(  the  engine  at  that  instant.  Great  care  must  be  taken  to 
keep  the  instruments,  and  the  engine  as  well,  in  good  order 
and  well  lubricated  throughout  the  series  of  experiments. 

82.  Two  Methods  of  Trial  are  available  in  testing  steam- 
engines,  both  of  which  are  found  to  be  capable  of  giving  exact 
results:  (ij  Measuring  the  energy  supplied  by  the  boiler  in 
the  form  of  heat  transferred  to  the  engine  by  the  steam,  and 
comparing  the  mechanical  equivalent  of  this  heat-energy  with 
the  quantity  of  mechanical  energy  obtained  from  the  engine. 
(2)  Determining  the  amount  of  energy  rejected,  as  measured 
in  the  heat  carried  away  by  the  exhaust,  and  similarly  compar- 
ing this  with  the  work  done.  In  the  first  case,  the  quotient 
of  the  useful  energy  gained  by  the  total  energy  expended  is  a 
measure  of  the  efficiency  of  the  system:  in  the  second  case, 
the  same  measure  is  obtained  by  dividing  the  work  dotie  by 
the  sum  of  that  quantity  and  the  rejected  energy.  Of  these 
two  systems  of  trial,  the  first  is  that  customarily  employed  by 
engineers  for  many  years  past ;  the  second  is  that  comparatively 
recently  introduced  by  Messrs.  Farey  and  Donkin.  Both  are 
fully  described  elsewhere. 

The  first  system  being  adopted,  the  quantity  of  heat-energy 
expended  is  measured  by  determining  the  weight  of  steam  pro- 
duced and  its  physical  condition,  and  the  quantity  of  heat 
brought  to  the  boiler  by  the  feed  water.  The  total  heat  com- 
municated to  the  steam,  less  the  heat  received  with  the  feed, 
is  the  net  expenditure.  It  is  usual  to  take  a  standard  tempera- 
ture at  0°  F.,  32"  F.,  or  0°  C.  as  that  to  which  all  temperature 
measurements  are  referred.  In  such  case,  assuming  the  standard 
point  on  the  scale  to  be  0°,  the  total  heat  supplied  by  the  boiler 
is  ascertained  by  weighing  the  feed-water  for  a  specified  time, 
and  thus  determining  the  weight  of  steam,  wet  or  dry,  passing 
to  the  engine;  next  ascertaining  what  proportion  of  the  fluid 
is  still  liquid,  or  what  is  the  amount  of  superheating:  comput- 
ing the  heat  stored  in  the  fluid  1  then,  finally,  deducting  the 
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heat  Stored,  in  the  feed-water,  both  measured  from  o**,  thus  ob- 
taining the  net  quantity  which  comes  from  the  fuel. 

The  second  system  being  employed,  the  quantity  of  rejected 
heat  is  determined  by  measuring  that  received  in  the  condenser 
and  wasted,  in  other  ways.  The  total  rejected  heat  consists  of 
the  following  parts:  (i)  Heat  carried  away  by  air  and  vapor 
from  the  hot-well  and  by  the  water  of  condensation,  measured 
from  o**  or  the  standard  point  on  the  thermometer.  (2)  Heat 
received  and  carried  away  by  the  condensing  water,  the  meas- 
urement being  made  between  the  limits  of  reception  and  re- 
jection of  that  water.  (3)  Heat  wasted  by  conduction  and 
radiation  from  the  exterior  of  the  heated  parts  of  the  machine. 

In  illustration  of  such  distribution  of  energy  we  find  the  fol- 
lowing, as-  deduced  by  Prof.  Ewing,*  from  data  supplied  by 
Mr.  Main :  f 

Data. 

Steam-pressure,  absolute,  lbs.  per  sq.  in 76 

Time  occupied  by  trial,  hours 6 

I.  H.  P 127.4 

Feed- water,  lbs.  per  revolution  (24  per  min.)( 1-394 

Air-pump  discharge,  lbs.  per  revolution 5 1. 1 

Water  drained  from  jackets,  lbs.  per  revolution 0.186 

Per  cent,  priming 4 

Temperatures:  feed,  injection,  and  discharge...  59°,  50**,  73^.4 

Results. 

Quality  of  steam 0.96 

Quantity  of  steam  supplied  per  revolution,  lbs 1,028 

"         "  injection-water    **  **  " 49.9 

Latent  heat  of  steam,  B.  T.  U 898 

Heat  in  water  of  boiler,     "      (from  32°  F.) 278'' 

"      "       "       "  feed,       "      27 

"      «       "       "  injection,  B.  T.  U 18 

"     "       '*      "  discharge,      " 41.4 

*  Encyclopedia  Britannica.  9th  ed.;  art.  Steam-engine. 
t  Minates  Proc.  Inst.  C.  E.,  vol.  Ixx. 
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Heat  from  boiler  to  engine,  per  revolution 137J 

"  "      "   jackets,    "  "  

"        "  "      total  B.  T.  U.  per  revolution 1581 

"     returned  to  boiler,         "  "  "  38 

"     net  supply  "  "  "  155>| 

"      converted  into  work      "  "  "  227  I 

"     total  rejected  "  "  "  132^ 

Tlie  loss  by  conduction  and  radiation,  externally,  was  aboill 
6  per  cent.     The  actual  efficiency  of  the  engine  was 

£  =  -^^  =  0.146, 
1551 


or  not  quite  15  per  cent.,  while  the  thermodynamic  efficiency 
was  0.335,  more  than  twice  as  great. 

This  latter  method  is  known  as  that  of  Messrs.  Farey  and 
Donkin. 

In  duty-trials  of  pumping-engines,  the  best  system  yet  pro- 
posed is  probably  that  already  mentioned,  which  bases  the 
efficiency  determination  upon  the  measured  amount  of  work 
done  by  the  system  on  a  consumption  of  loooooo  B.  T.  U. 
supplied  in  the  boiler-furnace,  or  used  in  the  engine,  as  the 
case  may  be.  The  heat  consumed  should  be  taken  to  be  all 
supplied  by  the  fuel,  or  all  received  by  the  engine,  including 
that  wasted  by  all  its  accessories. 

The  useful  work  should  be.  wherever  practicable,  measured 
by  the  product  of  weight  of  water  pumped,  as  ascertained  byj 
the  use  of  a  weir,  into  the  head  against  which  it  is  pumpe<' 
as  measured  by  a  pressure-gauge,  or  otherwise,  at  the  pump>j 
delivery.  Losses  by  leakage,  lost  action,  etc.,  are  thus  detected. 
Internal  friction  thus  properly  tells  against  the  engine;  e»<. 
terna!  friction — in  mains,  etc. — is  as  properly  ignored, 

83.  The  Farey  and  Donkin  System  of  trial  of  engines 
is  one  in  which  the  quantity  of  heat  supplied  by  the  boiler 
and  received  by  the  engine  is  not  directly  determined,  but  is 
ascertained  by  observation  of  the  quantities  of  heat  rejected  by 
the  engine  and  carried  away  in  the  condensing  water.     This 
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method  only  applies  to  condensing-cngines  and  to  those  which 

I  can  be  temporarily  converted  into  condensing-engines  for  the 

purposes  o(  the  test.     A  boiler-trial   is  always  a  troublesome 

and  disagreeable  operation,  and  usually  involves  considerable 

expense  both  in  preparation  and  in  its  conduct.     Where  it  is 

I   only  (he  engine  that  is  to  be  tried  and  judged,  the  avoidance  of 

I  a  boiler-trial  is  a  decided  advantage.     The  ability  to  test  an 

^  engine  by  itself  is  very  often  an   important  desideratum,  and 

j  especially  as  permitting  more  frequent  determinations  of  the 

I  condition  of  the  machine  and  a  more  complete  knowledge  of 

I  its  action  at  all  times. 

It  has  been   seen   that  the  heat  supplied   to  any  engine  is 
I  disposed  of  in  three  directions :  by  conduction  and  radiation  to 
surrounding  objects  ;  by  conversion  into  mechanical  work,  and 
by  rejection  in  the  exhaust  steam  and  the  water  accompanying 
it.     Of  these  quantities   the   first  is  comparatively  small,  and 
is  often  entirely  ignored  as  unimportant ;  the  second  ranges  in 
good   engines  between,  perhaps,    10   and   15  per  cent.,  rarely 
exceeding  the  latter  figure :  while  the  last  item  includes,  as  a 
rule,  above  85  per  cent,,  and  generally  90  per  cent.,  of  the  total 
quantity  sent  over  from  the  boilers.     In  the  condensing-engine 
all  this  heat  may  be  found  and  measured  up  in  the  water  pass- 
ing out  at  the  delivery-pipe  from  the  hot-well.     It  is  obvious 
Ltbat  the  sum  of  the  heat-equivalent   of   the  indicated  power 
l«f  the  engine,  plus  theheat  so  rejected,  and  the  small  quantity 

■  added  to  represent  losses  by  radiation  and  conduction,  will  be 
Ithe  measure  of  the  heat-supply  from  the  boiler.  To  determine 
•this  total,  therefore,  we  have  but   to  measure  the   indicated 

■  power  of  the  engine  and  the  heat  discharged  from  the  con- 
l  denser.  The  first  of  these  processes  is  already  understood. 
I  To  secure  the  second  measurement,  it  is  only  necessary  to 
I  measure  the  flow  of  the  heated  water  by  a  weir  and  notch,  at 
Elbe  same  time  measuring  its  temperature  by  accurate  ther- 
Fjnometers.  A  high  value  for  the  quantity  of  heat  discharged, 
[■  per  horse-power  and  per  hour,  indicates  an  inefficient  engine; 
I  a  low  value  is  the  proof  of  good  economy. 

The  apparatus  employed  by  Messrs.  Farey  and  Donkin  con- 
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sists,  Fig.  120,  of  a  simple  measuring-box,  AA,  of  convenient 
size,  six  or  eight  feet  long  usually,  three  to  five  feet  wide  and 
two  to  four  feet  deep,  fitted  with  a  notch,  D,  which  is  com- 
monly about  6  inches  wide.  On  the  engraving  this  box  is  of 
iron,  but  it  is  perhaps  oftenest  of  wood.* 

It  is  fitted  with  transverse  partitions  BB,  while  at  Z?  a  thin 
brass  or  copper  plate  has  formed  in  it  the  notch  producing 
the  tumbling.bay.  The  notch  in  end  of  the  box  is  larger  than 
the  notch  in  the  plate,  so  that  the  approach  of  the  water  may 
not  be  interfered  with.  The  box  also  is  so  placed  that  the 
water  has  a  clear  fall  of  12  or  iS  inches.  The  water  from  the 
hot-well  is  delivered  into  the  box  at  one  end,  and  flows  over, 
under,  and  through  the  partitions,  as  shown,  so  as  to  be  thor- 
oughly mixed  and  the  current  steadied. 

The  box  is  provided  at  C  with  a  standard  fixed  to  the 
bottom,  having  a  hole  in  it  which  receives  the  stem  on  which 
the  float  c  moves  loosely.  At  the  top  is  a  scale  of  inches 
capable  of  being  adjusted  by  screws,  while  the  float  carries  a 
pointer /"  which  moves  up  and  down  this  scale  with  the  float. 


To  fix  the  zero.point,  a  straight-edge  a  is  provided,  and 
another,  b,  forming  an  extension  of  the  bottom  edge  of  ti ;  (j  is 
then  placed  with  one  end  resting  on  the  notch,  while  b  is  be- 
neath the  gauge  d,  this  gauge  being  free  to  move  vertically  irt 
its  holder;  a  is  then  adjusted  until  the  spirit-level c shows  it  to 
be  level  when  the  gauge  d  is  fixed  by  its  clamping-screw.  The 
straight-edge  and  spirit-level  are  then  removed.     A  scale  can 
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now  be  fixed  so  that  its  zero  agrees  with  a  mark  on  the  gauge 
stem.  If  a  float  is  to  be  employed,  the  gauge  is  only  used  to 
determine  the  zero  of  the  float-scale.  The  float  having  been 
put  in  place,  water  is  admitted  into  the  box  until  the  surface 
is  found  just  to  touch  the  point  of  the  point-gauge,  and  the 
scale  is  adjusted  so  that  the  zero-point  agrees  with  the  index 
of  the  float. 

The  depth  of  water  in  the  notch  being  measured  by  the 
gauge  or  the  float,  and  the  width  of  the  notch  being  exactly 
known,  the  quantity  of  water  flowing  is  at  once  readily  com- 
puted by  use  of  the  standard  formulas  for  flow,  through  a 
notch  or  over  a  weir.  The  temperatures  of  the  water  being 
taken  at  the  same  time,  before  the  water  enters  and  as  it  leaves 
the  condenser,  the  product  of  the  mean  weight  of  water  flowing 
per  hour  by  the  mean  range  of  temperature  measures  the  heat- 
units  discharged.  This  quantity,  divided  by  the  mean  indicator 
horse-power  for  the  same  period,  gives  the  desired  figures  per 
dicator  horse-power  per  hour,  or 


//': 


rX-PX.Sx(7-,- 
J.H.P. 


T,). 


■when If '  =  heat-units  as  above; 

tV  =  volume  of  water  flowing  per  hour; 
D  =  density  of  water  at  the  observed  temperature ; 
5=  specific  heat,  usually  taken  as  unity; 
T  =  observed  temperature ; 
/.  ff.  P.  =  indicated  horse-power ; 
The  quantity  //'  is  often  called  the  constant  for  the  engine. 
Since  each  horse-power  demands 


1980000 


772 


*-S. 


2-75. 


heat-units  per  hour  or  per  minute,  the  quantity  of  steam  sup- 
plying the  heat  converted  into  work  per  hour  is 

2564.5 
A  —  t 
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when  A  and  /  are  the  total  heat  of  the  steam  and  the  tempera- 
ture of  the  condenser,  ranging  from  2\  to  2^  pounds,  accord- 
ing to  circumstances.  The  heat  discharged,  H',  being  given,  the 
weight  of  steam  supplying  it  is 


H' 


varying  from  about  1 5  pounds  upward  per  /,  H.  P.,  the  total 
both  items  thus  measuring  the  demand  on  the  boiler,  amounting 
to  w  4"  It/  =  17  or  more  pounds  per  horse-power  and  per  hour 
in  good  engines.  If  the  boiler  "foams"  or  "primes,"  this  ex- 
penditure of  feed-water  is  correspondingly  increased.  This 
relation  being  established,  any  variation  in  it  or  in  the  "con- 
stant" for  the  engine,  as  shown  at  the  "  tumbling-bay"  or  weir- 
notch,  indicates  some  change  in  the  working  of  the  engine,  and 
will  call  for  attention. 

Mr.  Donkin  gives  the  foliowing  table  for  use  in  making  trials 
by  the  Farey  and  Donkio  method: 
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M.B.— 10  pa«ad>  «f  «aMt  to  (akea  c^nt  K 


1  ills   IIZVl.'*  i*    t*"t    ^'i'L^-'^i'tT"!  1  -  -I  -  —IT  I     ^'  - 

the  g^s^^  -r-ttr  T:-  L-  :     -^    ::.;  '-: :  -j:  r  •  -    -t  :    ":  --  -  .. 
of  terr-pen:_rt       I:    :.l-    zk-zt.        ::•  :      •..-     -      ;::.-r 
quaniiry  ::  r.  i.  r.  .f  rnrr-:.-    ■     --i  .  ".r.'     •    :>  -• 
and  the  gi?  t^Zf-Tz  *:  -.  v  "^  :  ;  r  .  •  i  i-       ■ :  -.  -.  -  :  - ; 
not    certa::^- :::    ltv  r«.st   i:.l:    -:  t  '"l  .rt    :::.-    :* 

tained  bv  the  r-.rs.f.-t-Tt'-^-.  :-  "Tr   :■  ■   •:    ■      -:::.j* 
nar\'  work.  :t  r-.iv  r^  >-  il^  -:•"   *•■  "r  i     i.  ■  :  rr*---i  • :    . :  : 
tion to  acc'jrarr.     T*r  r-i^^.      '  '.:  -  r^-  -:    -   :  l.-    :•: 
ly  ascertained  b}*  Lri.-.-?,-      .-  j  :■  -i    -'  ^~ '  -.    -  -  *  r  j  :•  ■ 
sizes  exceeding  ttr.  ir:_s.    -  : -st-j-:  ■  -.•    r-     .:.-:; 


above  20  cubic  feet   ffr  l.tr-.-?    ;•-_-    -i  :i:i:    - 

hour,  or  30  feet    S5;  Itrrr    't*   i;-l-t    r-::-: 

minating  gas  oft er.  my  r:.t  1  rt-.  :  .-.rr  ^1:  - 

per  cent,  or  more.     Mir.y  r^f^- - -t-  ::  !rr-  t- 

tion  demand  double  thi?  uL't  :.  s- i    .7-  i:i. 

of  good  gas  should   y^zz'.y  i'-»:  _:   tr:    r.  T.    V.   ::"  >.:.■::    .\ 

cubic  metre  should  vit^i  ibr.t  ifo:  :i!::.t?.     The  th;.   rvtiv..*. 

mixture   will   be   usuahv  ::ur.i  t:    ht  r.  :t   fir  :'r:r!:  >evcr.  \\^'.- 

umes  of  air  to  one  of  gas  :  but  it  if  better  : :  u^e  a  siij^h.:  excess 

of  air. 

As  has  been  alreadv  seen,  the  c:nnr'!cte  in.::catv^r  c.\rd  is.  in 
the  compression  type  of  engine,  on'y  obtained  after  tour  rex  o 
lutions,  and  the  obserx'er  shojli   be  careful  to  see  that   he  ha< 
the  diagram  of  the  complete  cycle  before  removiiiL;  tin-  peiu  il 
from  the  paper. 

The  data  are  complete  when   they  permit  the  ctMnpntei  \k> 
show  precisely  how  much  gas,  how  much  heat,  aiul   how  nuu  h 
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energy  are  supplied  to  the  engine  ;  how  much  is  applied  useful- 
ly ;  how  much  is  wasted  and  what  are  the  measures  in  detail  of 
all  wastes  ;  securing  results  in  such  manner,  that  it  is  made  pos- 
sible to  construct  an  account  that  shall  exactly  or  approximate- 
ly exhibit  on  its  balance-sheet  aii  receipts  and  expenditures 
and  an  exact  balance. 

85.  Simple  and  Binary  Vapor-engine  Trials  involve  no 
peculiar  methods  or  operations,  In  these,  as  in  all  other  cases. 
the  problem  of  the  engineer  is  the  determination  of  the  heat- 
energy  developed  and  applied  in  the  engine  and  of  the  nature 
and  magnitudes  of  all  wastes.  In  vapor-engines,  as  in  the  am- 
monia or  the  naphtha-vapor  engine,  the  only  differences  in  its 
working,  when  compared  with  the  steam-engine,  are  due  to  pecu- 
liarities of  physical  properties,  and  involve  no  essential  modifica- 
tion of  the  method  of  heat  or  power  measurement.  The  pur- 
pose of  the  trial  is  commonly  to  obtain  a  comparison  of  effici- 
ency with  that  obtainable  under  similar  circumstances,  with  a 
steam-engine  of  equally  good  design  and  construction,  or  of 
standard  make  and  operating  in  the  customary  manner.  A 
common  practice,  on  the  part  of  promoters  of  new  schemes  in 
this  direction,  is  to  exhibit  a  comparison  with  a  comparatively 
wasteful  and  badly  constructed  steam-engine.  The  engineer 
making  such  trials  should  be  especially  careful  in  this  matter. 

The  Binary  Vapor-engine  is  commonly  a  complex  machine, 
composed  of  a  steam-engine  and  a  simple  vapor-engine  utiliz- 
ing the  heat  of  the  rejected  steam.  This  combination  is  tested 
with  the  steam-engine  of  fairly  comparable  design  and  construc- 
tion. As  a  rule,  the  comparison  lies  between  the  combined 
motor  and  a  condensing  .steam-engine.  The  trial  determines 
the  efficiency  of  the  steam-engine  and  the  vapor-engine, separate- 
ly and  combined,  and  should  give  complete  data  relating  to  quan- 
tities of  heat  transferred  and  transformed,  of  fuel,  and  of  fluids 
employed,  and  of  work,  useful  and  lost,  as  well  as  of  the  power 
developed  by  each.  When  testing  other  vapors  than  steam,  it 
is  often  important  that  their  essential  chemical  and  physical 
characteristics  should  be  redetermined  for  the  occasion  ;  as 
they  sometimes  vary  somewhat,  as  in  the  case  of  the  petroleum 
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vapors,  ^nd  they  may  differ  from  the  recorded  data  of  the 
treatist;s  taken  as  authority. 

86.  Gas  and  Vapor  Engine  Trials  may  thus  demand  spe- 
cial treatment  in  some  cases.  The  specific  heats  of  gas-mixtures 
may  require  to  be  determined  ;  the  specific  heats  of  vapors  may 
be  undetermined,  or  their  recorded  values  may  be  inaccessible. 
In  such  cases  it  may  become  the  duty  of  the  engineer  to  as- 
<:ertain  their  values  by  computation  or  by  direct  experiment. 

For  example  :  In  a  trial  of  a  gas-engine  by  Messrs.  Brooks 
and  Steward  it  was  necessary,  in  order  to  determine  the  quan- 
tity of  heat  stored  and  wasted  in  the  exhaust  gases,  to  deter- 
mine the  specific  heat  of  the  mixture  of  steam,  carbon  dioxide, 
and  nitrogen  thus :  *     The  analysis  of  the  gas  used  in  the  tests 


By  volume. 

H Hydrogen, 395 

CH Marsh-gas, 373 

N Nitrogen, 082 

C,H,,etc Heavy  hydrocarbons, 066 

CO Carbonic  oxide, 043 

O Oxygen, 014 

H,0, ,  CO, ,  H,S,  etc.,  Water-vapor,  impurities,  etc.,    .     .027 


By  weight  its  composition  is  found  to  b 

Cu. 
meters. 

xa      •••••••••     *393 

CH. 373 

N 082 

C,H,,etc 066 

CO C43 

O .014 

H,0, ,  etc 027 


1.000 

id  to  be— 

Densi* 

Kilos  per 

W'tp. 

tics.t 

cu.  m. 

unit. 

X     .087 

— 

.03s 

.058 

X     .694 

= 

.258 

.426 

X   1.215 

.099 

.163 

X   1.84 

= 

.121 

.200 

X   1.215 

= 

.052 

.086 

X   1.388 

= 

.019 

.031 

X    ~.8 

"^Z 

.022 

.036 

i.ooo    X     .606    =    .606    1.000 


*  Van  Nostrand's  Magazine,  1883. 
f  Schfitiler:  Die  Gasmaschine.  p.  77. 


306  ENGINE  AND  BOILER    TRIALS. 

By  "  density"  is  meant  the  weight  of  one  cubic  meter  in 
kilogrammes.  One  cubic  meter  of  the  gas  in  question  weighs 
0.606  kilos. 

Upon  complete  combustion  the  gas  develops  heat  per 
cubic  meter  as  follows : 

Calorin.*  Calano, 

From  H 29060  x  .035  =  1020 

"  CH 11710  X  .258  =  3020 

"     C,H,,  etc Iiooo     X     -121     =  1330 

"CO 2400     X     .052     =  125 

per  cu.  m.  5495 
and  per  kilog.  gas  ~^7-  =  9070  calories. 

In  British  measures,  one  cubic  toot  of  gas  develops  617.5 
heat-units. 

To  determine  the  amount  of  air  supplied  for  complete  com- 
bustion, it  is  necessary  to  ascertain  the  quantity  of  oxygen  in 
chemical  combination  with  the  combustible  constituents  of  the 
gas. 

2H  +  O      =  H.O 
by  volume  2  -)-  i        =2 

by  weight  2  -|-  16     =18 

CH. -i-40    =  CO,    +2H,0 
by  volume  2+4     =2        +4 

by  weight  16  +  64     =44       +36 

C.H.  +  9O    =  3CO. +  3H.O 
by  volume  2  +  9      —  ^        +6 

by  weight  42  -f  144  =  132     +54 

CO  +  O     =  CO, 
by  volume  2  -(-  i       =2 

by  weight  28  4-  16     =44 

The  combining  proportions  are — 
By  volume 

iH       +    iO  =  iH,0 
iCH.  +    20  =  iCO,    +  2H,0 
iC.H.  +  4iO  =  3CO,    +3H,0 
iCO     +    40  =  iCO, 
"Scb&tElcr:  Die  Gasma^cliine,  p.  So. 
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By  weight — 

iH      +   80  =  9H,0 

iCH.  +  4O  =  J^CO.  +  JH,0 
iC.H.+VO  =  VCO.  +  fH.O 
I  CO    +  40  =  JfCO, 
The  volume  of  oxygen  required  for  the  combustion  of  i 
volume  of  gas 


H 

•395  X 

4  = 

.197 

CH. 

•373  X 

2  = 

.746 

C.H, 

,.066  X 

44 

.297 

CO 

•043  X 

4  = 

.022 

1 

:.262 

gas 

.014   . 

•       • 

.014 

1.248 

Taking  oxygen  as  21  per  cent,  in  atmospheric  air,  the  vol- 
\ime  of  air  needed  is 

1.248  , 

=  5-94  per  volume  gas. 


.21 

Since  air  weighs  1.25 1  kilos  per  cu.  meter,  the  ratio  by 
weight  is 

5.94  X  1.251  ^    .   ^ 

^^-^ — ^  :     =  12.26  air  to  gas  i. 
I  X  .606  ^ 

From  the  combustion  of  i  unit  weight  of  gas  with  12.26  air, 
there  results  13.26  units  weight  of  a  mixture  the  composition  of 
which  will  be — 

((CH,)   .426X  J^=  T.171  ) 
CO,       -^  (C.H,)  .200  X  ^  =    .629  y         1.93 

((CO)    .086  xV=   -135) 

((H)       .058  X    9=    -522 
H.0     -^(CH,)   .426  X    J=    .958  >        1.74 

I  (C.H.)  .200  X    Jf  =    .257  ) 

yr  (  from  the  air,     .     .     9.407  )         ^ 

^  I  in  gas  itself,      .     .      .163  j         ^"5/ 

Impurities  in  gas, 0.03 

13.27 
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Per  unit  weight  of  mixture  the  composition  will  be— 

CO. 146 

H,0 131 

N 721 

Impurities, 002 

1. 000 
The  volume  which   13.27  kilos  of  products  of  combustion 
■will  occupy  is  found  from  the  known  volumes  of  the  constitu- 
ent gases  as  follows : 


Kilqd. 

Krkilo,          Cu.  n. 

CO, 

193  X 

524    =    1.01  I 

H,0 

1.74  X 

1.38  =  2  227 

N   . 

9-S7  X 

.823  =  7.876 

lmp„r 

ittes, 

.03  X 

-.9  =    .027 

11.141 

The  products  of  combustion  occupy  1 1.141  cu,  m.  to  each 
Icilog.  of  gas.  To  find  the  ratio  per  cu.  meter  of  gas,  we  have 
simply  to  multiply  by  0.606,  the  number  of  kilos  in  a  cubic  meter, 
and  get  6.751.  As  6.94  cu.  m.  of  air  and  gas  are  needed  to 
every  cu.  m.  gas,  by  a  contraction  of  2.7  per  cent,  combustion 
takes  place. 

The  specific  heats  of  the  products  of  combustion  are  deter- 
mined from  the  specific  heats  of  the  several  component  gases 
as  foUo' 

Specific  heat  at  constant  pressure  (water  =  l) : 

'  .2169  X  .146  (CO,)  =  .0317  1 

.4805  X.131  (H,0)  =.0629  l_-„-, 

.2438X.72UN)  =.1758  [        ■  ^    ■ 

~  .4  X  .002  (impurities)  =  .0008  J 

Specific  heat  at  constant  volume  (water  =  i): 

.1714  X  .146  (CO,)  =.02501 

.3694  X  .131  tH,0)  =.0484 

.1727  X  .731  (N)  =-1345 

"^  .3  X  .002  (impurities)  =  .0006  J 
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The  ratio  of  these  specific  heats  is  the  exponent  of  adia- 
batic  expansion,  and  is  found  to  be 

Cp     0.2712 
y  =  7^-  =  — -^-  =  1.366. 
^       Cr,      0.1985  ^ 

Since  there  is  always  an  excess  of  air  present,  these  values 
will  be  somewhat  modified  by  that  fact.  From  the  meter 
records  the  ratio  of  air  to  gas  by  volume  was  found  to  be  6.63 
to  I  ;  by  weight  the  ratio  is 

6.63  X  1.25 1 

IX. 606    =  ^3.68. 

Since  for  complete  combustion  only  12.26  parts  of  air  by 
weight  are  needed,  there  are  1.42  parts  in  excess.  The  specific 
heats  of  air  being  C^  =  .2375  and  C^  =  .1684,  the  effect  of  the 
excess  of  air  will  be  to  reduce  the  specific  heat  slightly. 

^       (.2712  X  13.26) +  (.2375  X  1.42)        ^^g  . 

^^  = ^M =  -^^^^ 

^       (.  1985  X  1 3-26)  +  (.i684X  1.42)  ^ 

C.  = -^^ =  .196; 

Ca      .268 

87.  The  Scheme  of  the  Trial  should  be  carefully  pre- 
pared in  advance,  and  should  be  so  planned  as  to  secure  the 
needed  data  with  certainty  and  accuracy.  The  first  considera- 
tion is  the  purpose  of  the  proposed  trial,  and  the  first  work 
done  the  arrangement  of  a  general  plan  that  shall  enable  the 
observers  to  collect  with  accuracy  and  certainty  all  the  needed 
data,  and  to  record  them  conveniently  and  in  most  available 
form.  The  next  matter  to  be  studied  is  the  reduction  of  all 
general  and  special  operations  of  the  trial  to  a  complete  and 
efficient  system,  in  which  every  part  shall  be  made  as  far  as 
possible  contributory  to  the  efficiency  and  fruitfulness  of  every 
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other  part ;  in  which  each  observer  shall  be  so  stationed  and  so 
instructed  that  he  may  secure  the  data  assigned  him  for  collec- 
tion with  least  difficulty,  risk,  and  uncertainty,  and  shall  have 
his  own  work  checked,  and  shall  aid  in  checking  the  work  of 
others,  as  completely  as  possible.  No  essential  data  should 
remain  unchecked,  and  every  subsequent  calculation  based 
upon  them  should  also  be  made  by  at  least  two  computers  in- 
dependently. 

The  plan  of  the  work  being  settled  upon,  each  detail  should 
be  studied  by  itself,  and  every  provision  that  experience  and 
foresight  can  suggest  should  be  taken  to  Insure  perfection  of 
the  scheme.  A  preliminary  and  Informal  trial  will  then  be 
likely  to  revea!  any  serious  defect,  which  being  corrected,  the 
final  and  official  trial  may  be  fully  expected  to  give  thoroughly 
reliable  results. 

88.  Competitive  Trials  of  Engines  are  sometimes  con- 
ducted by  the  engineer,  either  to  determine  which  of  two  or 
more  competing  forms  of  engine  is  to  be  accepted  by  the  pur- 
chaser, or  by  his  client,  or,  as  at  exhibitions  of  various  kinds, 
simply  to  ascertain  the  power  and  efficiency  of  two  or  more 
engines,  with  a  view  to  deciding  their  relative  merits  as  types 
of  engine,  or  as  representing  the  best  practice  of  their  builders. 
It  is  largely  through  this  kind  of  competition  that  the  best 
known  systems  of  standard  engine-trial  have  been  developed. 
Examples  of  such  are  illustrated  by  the  following  regulations. 
adopted  at  the  exhibitions  of  the  Franklin  Institute  of  the 
State  of  Pennsylvania: 

Notice  : — Exhibitors  of  engines,  desiring  quantitative  tests 
made  of  their  exhibits,  must  make  formal  application  for  such 
tests  in  advance. 

Engines  can  be  exhibited,  but  will  not  be  tested  unless 
formal  application  and  agreement  to  the  following  code  are 
completed  within  the  specified  time. 

Parties  desiring  tests  made  of  their  engines  can  have  them 
made  by  making  formal  application  therefor,  and  by  subscrib- 
ing to  and  fulfilling  the  conditions  of  the  Code. 
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All  tests  will  be  quantitative,  and  will,  once  begun,  not  be 
abridged,  save  by  special  agreement  with  the  judges. 

Tests  of  regularity  of  speed,  however,  will  be  made  inde- 
pendently of  other  measurements. 

The  Committee  reserves  the  right  to  limit  the  number  of 
engines  tested  and  to  elect  which  engines  shall  be  tested,  if 
time  will  not  permit  complete  tests  for  all  making  formal 
application. 

Competitive  tests  will  not  be  made,  save  on  the  joint  ap- 
plication of  the  two  or  more  parties  desiring  them,  who  must, 
previous  to  the  tests,  agree  on  the  rating  of  the  various  points 
of  the  engine  (see  Article  9),  and  subscribe  to  the  Code,  agree- 
ing to  abide  by  the  decision  of  the  judges  without  appeal. 

Conditions  of  Exhibition  and  Test. 
(i)  The  cylinders   of   the    engines  entered  may  be  of  any 
capacity  and  proportion  of  stroke  to  diameter. 

(2)  Each  cylinder  shall  be  drilled  and  tapped  by  the  builder, 
for  indicator  connections,  by  means  of  one-half  {\)  inch  pipe  in 
the  usual  manner,  and  to  the  satisfaction  of  the  judges.  Pet 
drainage-cocks  must  be  on  the  cylinder.  The  cross-head  or 
some  other  point  must  be  drilled  for  the  indicator-cord  attach- 
toent. 

(3)  Each  cylinder  shall  be  drilled  and  plugged  at  both  ends 
'SO  as  to  admit  of  being  completely  filled  with  water  and 
emptied  by  means  of  a  one-half  (J)  inch  pipe,  in  order  to 
detennine  the  clearance  and  the  piston-displacement  of  one 
stroke  at  each  end.     These  data  will  be  obtained  both  hot  and 

L   cold. 

^h       (4)  The  steam  and  exhaust  valves  will  be  tested  under  full 
^H Steam-pressure,   ninety   (90)   pounds   per  square  inch    by  the 
^  g^uge,  unless  some  other  pressure  has  been  agreed  upon  for 
the  test. 

(5)  The  tightness  of  the  piston- packing  will  be  determined 
by  removing  the  back  cylinder-head  and  subjecting  the  piston 
to  full  boiler-pressure  on  each  centre. 

(6)  Each  maker  is  requested  to  use  such  diameter  of  band 


1: 
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fly-wheel  or  of  pulley  as  shall  give  a  belt-speed  of  4000  feet  p^| 
minute.  Should  hie  require  a  different  belt-speed,  he  inH 
specially  note  the  same,  in  communicatingwith  the  Committee. 

(7)  Each  exhibitor  will  be  required  to  furnish  his  own  con- 
nections with  the  main  steam-pipe,  the  main  injection-pipe. 
and  the  main  overflow  pipe  or  tanks. 

(81  Each  exhibitor  will  be  furnished  with  space  at  the 
regular  rates  established  for  the  exhibition,  in  which  space  he 
must  build  his  foundations  at  his  own  cost,  and  subject  to  the 
approval  of  the  Superintendent. 

(9)  Each  exhibitor  will  communicate  to  the  chairman  of  the 
Committee  such  a  description  and  drawings  of  the  engine  ex- 
hibited as  will  facilitate  the  labors  of  that  Committee,  together 
with  his  claims  as  to  meritorious  points  for  his  exhibit. 

Tiie  following  points  will  have  special  consideration  :* 

1.  Economy  of  steam.  5.  Simplicity  of  design, 

2.  Regularity  of  speed.  6,  Perfection  of  proportions. 

3.  Concentration  of  power.  7.  Finish  of  parts, 

4.  Durability  of  construction. 

Each  exhibitor  must  file  the  following  data,  before  the  tests» 


Diameter  of  steam-cylinder  to  nearest  hundredth  of  an  inch. 

Diameter  of  piston-rod 

Diameter  of  steam-pipe 

Diameter  of  exhaust-pipe 

Diameter  of  fly-wheel 

Width  of  the  face  of  fly-wheel 

Weight  of  fly-wheel  in  pounds. 

Area  of  steam-ports,  each  to  nearest  hundredth  of  an  inch. 

Area  of  exhaust-ports,    "  "  '■  " 

Stroke  of  engine,  "  "  "  " 

Indicated  horse-power  of  engine  when  believed  to  be  working 

most  economically. 
Revolutions  of  crank  per  minute. 
Weight  of  whole  engine,  exclusive  only  of  fly-wheel. 


oi  which  agreement 
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When  a  condenser  is  used  and  its  air-pump  driven  by  the 
engine,  the  following  additional  data  will  be  requirtd,  viz. : 
Diameter  of  air-pumps  to  nearest  one-hundred  til  of  an  inch, 
Diameter  of  injection-pipe   "  " 

Diameter  of  overflow-pipe    "  "  " 

Stroke  of  air-pump  piston     "  "  " 

And  if  an  independent  condenser  is  used.  i.i\,  not  driven 
by  the  engine,  give 

Diameter  of  injection-pipe  to  nearest  one-hundredth  of  an  inch. 
Diameter  of  overflow-pipe      "  "  "  " 

Drawings  of  condenser  used,  any  other  data  peculiar  to  it,  and 
3  full  description. 

Pnfiarations  for  the    Tesls. 

(10)  The  steam  for  the  tests  will  be  furnished  by  the  ex- 
hi  bit  ion-boilers,  and  will  come  from  boilers  .specially  set  apart 
[or  the  purpose  of  the  tests.  It  will  be  charged  for  at  regular 
rales  of  three  (3)  cents  per  indicated  horse-power  per  hour. 
Steam  will  be  furnished  to  exhibitors  one  week  before  the 
Ie^^s  are  made,  if  desired. 

No  charge  will  be  made  for  the  services  of  attendants  or 
experts,  or  the  use  of  apparatus,  unless  in  some  extraordinary 
case,  when  the  cost  will  be  fixed  by  the  superintendent. 

(11)  The  steam-pressure  used  will  be  subject  to  the  wish 
of  the  exhibitor,  but  shall  not  exceed  ninety  (90)  pounds  per 
5quare  inch,  by  the  gauge. 

A  special  standard  gauge  will  be  used  during  the  tests. 
and  subjected  to  careful  tests  before  and  after  use. 

(12)  The  safety-valve  will  be  set  to  blow  off  at  ten  (10) 
pounds  above  the  pressure  fixed  upon. 

(13)  The  thermal  value,  the  temperature,  and  the  pressure 
will  be  taken  by  means  of  scale-calorimeters,  thermometers, 
and  standard  gauges  at  the  boiler,  at  the  steam-chest,  and  at 
the  exhaust,  if  the  engine  is  non-condensing. 

The  thermometers,  calorimeters,  etc..  will  be  furnished  by 
the  exhibition,  but  the  exhibitor  must  do  such  mechanical 
work,  must  furnish  such  piping,  tools  and  materials,  as  are  neces- 
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sary  to  make  the  required  attachments,  at  his  own  cost,  and 
subject  to  the  orders  of  the  Committee. 

{14)  The  temperatures  of  injection  and  of  hot-well  will  be 
taken  with  standard  thermometers,  in  the  case  of  condensing- 
engines. 

1 1 5)  The  water  used  will  be  taken  from  the  city  mains. 

The  feed-water  for  the  boilers  will  be  weighed  by  means  of 
scales  and  a  large  tank,  and  will  be  run  into  a  smaller  sup- 
plemental tank,  from  which  it  will  be  pumped  into  the  test- 
boilers  by  means  of  a  feed-pump  actuated  by  steam  from  other 
boilers. 

The  condensing  water  used  will,  in  the  case  of  condensing- 
engines,  be  measured  after  leaving  the  hot-well,  in  two  care- 
fully gauged  tanks,  alternately  filled  and  emptied,  the  tempera- 
ture also  being  taken. 

The  known  weight  of  steam  used  will  be  subtracted  from 
the  overflow. 

The  injection-water  will  be  weighed  in  lai^e  tanks,  and  its 
temperature  taken. 

The  injection-water  will  not  be  delivered  under  pressure. 

{16}  The  number  of  revolutions  of  the  engines  will  be  taken 
by  a  continuous  counter  attached  to  the  crank-shaft. 

The  variations  in  speed  for  one  minute  will  be  taken  at  each 
quarter  of  an  hour  by  means  of  an  electric  chronograph,  con- 
nected with  a  standard  clock,  beating  seconds. 

The  variations  in  speed  during  one  stroke  will  be  taken  by 
an  acoustic  chronograph  at  fifteen  minutes'  intervals. 

Special  tests  of  speed  alone,  under  varying  loads,  will  be 
made  if  desired,  and  close  attention  will  be  had  to  this  point 
in  all  cases. 

(17)  A  standard  barometer  and  thermometer  will  be  read 
at  fifteen-minute  intervals  during  the  trial. 

(18)  The  vacuum  of  condensing-engines  will  be  read  by  a 
gauge,  carefully  compared  before  and  after  the  trials. 

(19)  All  of  the  gauges,  indicators,  and  thermometers  used 
shall  be  carefully  tested  before  and  after  the  trials,  and  the 
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party  whose  engine  is  tested  shall  have  the  right  to  be  present 
in  person  or  by  agent  at  these  tests, 

(20)  The  indicator-diagrams  will  be  taken  at  fifteen  {15} 
minute  intervals,  and  will  be  read  for — 
Initial  pressure, 
^H^  Pressure  at  cut-off, 

^B  Terminal  pressure, 

^^B  Counter-pressure  at  mid-stroke, 

^^v  Maximum  compression-pressure, 

^^B  Mean  effective  pressure, 

^m  Point  of  cut-off. 

^^B  Release  of  steam, 

^H  Exhaust  closure. 

^V     From  the  diagrams  will  be  computed  the  indicated  steam 
I      at  the  point  of  cut-off  and  at  release,  as  also  the  actual  steam 
from  boilers  per  horse-power  per  hour. 

(31)  The  Committee  will  test  the  engine  at  the  load  desired 
by  the  exhibitor  of  it,  unless  circumstances  shall  render  it 
impossible  to  meet  his  wishes. 

If  the  load  does  not  exceed  seventy-five  {75)  indicated 
horse-power,  the  net  load  will  be  measured  by  a  transmitting 
dynamometer. 

(22)  At  the  close  of  the  regular  trial  the  engine  will  have 
its  belt  taken  oft,  and  be  run  for  one  hour  for  friction-diagrams. 

(23)  Unless  otherwise  arranged,  the  trials  will  last  ten  (10) 
hours. 

(24)  No  account  will  be  taken  of  the  coal  burned,  but  the 
economy  of  the  engine  will  be  deduced  from  the  actual  steam 
osed  and  water  weighed  to  the  boiler. 

(The  trial  will  begin  with  the  established  pressure. 
The  level  of  the  water  in  the  boiler  and  the  pressure  of  the 
cam  will  be  kept  as  nearly  constant  as  possible  during  the 
hole  of  the  trial. 
The  whole  weight  of  the  water  fed  to  the  boiler,  subject  to 
roper  deductions  for  waste,  and  to  corrections  for  variation  of 
level  in  the  boiler,  will  be  multiplied  by  its  thermal  value  as 
steam  at  the  steam-chest,  and  divided  by  the  product  of  the 
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indicated  horse-power  of  the  engine,  and  the  number  of  hours 
of  the  test. 

The  resulting  quotient  will  be  used  to  divide  tweiily-five 
hundredand  fifty-seven  and  sixty-nine one-hundredths(2557.69) 
British  thermal  units,  *  giving  the  efficiency  of  the  enjjine  as 
compared  with  the  mechanical  equivalent  of  the  heat  furnished 
to  it,  and  therefore  its  efficiency,  as  a  means  of  converting 
heat  into  work. 

The  net  horse-power  of  the  engine  will  be  used  for  compu- 
tation similarly  to  the  indicated  horse-power,  and  the  result 
will  be  taken  as  the  measure  of  the  efficiency  of  the  engine, 
both  as  a  means  of  converting  heat  into  work,  and  as  a  machine 
for  the  transmission  of  power. 

This  latter  shall  be  considered  the  true  measure  of  the 
efficiency  of  the  engine. 

89.  Regulations  for  Competitive  Boiler-trials  are  illus- 
trated by  the  following,  adopted  at  the  same  time  as  the  pre- 
ceding : 

Notice. — Boilers  may  be  exhibited  and  used  at  the  Exhi- 
bition, but  quantitative  tests  of  their  efficiency  will  not  be 
made  except  upon  formal  application,  and  the  acceptance  of 
the  subjoined  code. 

Competitive  tests  will  not  be  made  unless  at  the  joint  re- 
quest of  the  parties  desiring  them  and  until  such  parties  have 
agreed  to  and  subscribed  to  this  code,  and  fixed  upon  a  rating 
for  the  points  enumerated  in  Article  4. 

The  Committee  reserve  the  right  to  limit  the  number  of 
tests  made,  should  time  and  opportunity  not  permit  the  com- 
pletion of  all  the  tests  desired. 

Prdimitiarics  to  ike  Tests. 

(i)  Capacity. — The  boilere  entered  may  be  of  any  capacity 
having  an  evaporative  power  not  less  than  seven  hundred  and 
fifty  (750)  pounds  of  water  per  hour. 

Each  boiler  must  be  so  drilled  and  fitted  with  proper  pipes 
and  cocks  that  the  judges  may  be  enabled  to  detennine  readily 

*  Joule's  Equivalent  is  here  laben  as  774.1  (oot-poundi. 
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its  whole  water  capacity  by  filling  and  emptying  the  boiler  and 
weighing  the  contents, 

\.2)  Pipes  and  Valva. — Each  exhibitor  will  furnish  all  the 
pipes  and  valves  necessary  to  maku  conntction  with  the  main 
water  and  steam  pipes  in  a  proper  manner,  and  subject  to  the 
orders  of  the  Superintendent. 

He  will  also  make  any  alterations  in  water  and  steam  pipes 
required  for  the  tests,  furnishing  all  tools,  piping,  cocks,  and 
mechanical  labor  at  his  own  cost. 

(3)  Space. —  Each  exhibitor  will  be  furnished  with  space  at 
the  regular  rates  established  for  the  Exhibition,  in  which  space 
he  must  build  his  foundations  and  boiler-setting,  and  make 
connection  with  the  chimney-flue,  if  required,  at  his  own  cost, 
and  subject  to  the  approval  of  the  Superintendent. 

(4)  Specifications. — Each  exhibitor  must  furnish  to  the  Chair- 
man of  the  Committee  such  description  and  drawing  both  of 
the  boiler  in  position  and  of  the  details  of  the  boiler  as  will 
facilitate  the  labor  of  that  Committee,  together  with  his  claims 
as  to  the  meritorious  points  of  his  exhibit. 

The  following  points  will  have  special  consideration  : 
I.   Economy  of   fuel;    2.  Economy  of  material  and  labor 
of  construction:    3.  Evaporative   power;    space  occupied ;   4. 
Simplicity  and  accessibility  of  parts ;   5.  Durability  of  whole 
structure. 

Exhibitors  desiring  a  competitive  test  made  must  agree 
upon  a  rating  for  these  points  before  it  will  be  made. 
Exhibitors  must  also  file  the  following  data  : 
Area  of  heating-surface  to  the  nearest  hundredth  of  a  foot; 
area  of  grate-surface  to  the  nearest  hundredth  of  a  foot ;  area 
of  calorimeter-surface  to  the  nearest  hundredth  of  a  foot ;  area 
of  chimney-flue  surface  to  the  nearest  hundredth  of  a  foot ; 
height  of  chimney  desired  ;  number  of  pounds  of  coal  per  square 
foot  of  grate  to  be  burned  per  hour. 

Should  the  determinations  of  these  preliminaries  by  the 
Committee  differ  in  result  from  those  of  the  exhibitor,  he  will 
be  required  to  give  all  the  details  of  his  calculations,  and  an 
agreement  must  be  readied  before  proceeding  with  the  test. 
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Preparations  for  the   Tests. 

(5)  Coal. — Anthracite  coal  will  be  used  and  will  be  furnished 
free  of  charge,  provided  the  steam  made  is  used  for  the  gen- 
eral purposes  of  the  Exhibition. 

The  same  quality  and  size  of  coal  will  be  used  in  all  the 
teats,  unless  special  arrangements  be  made  for  another  kind  of 
fuel. 

An  analysis  will  be  made  of  the  coal  used. 

The  coal  will  be  weighed  to  the  boiler. 

(6)  Water. — The  water  used  will  be  taken  from  the  city 
mains. 

The  feed-water  for  the  boilers  will  be  weighed  by  means 
of  scales  and  a  lar^e  tank,  and  will  be  run  into  a  smaller  sup- 
plemental tank,  from  which  it  will  be  pumped  into  the  boiler  by 
means  of  a  feed-pump  actuated  by  steam  from  the  boilers. 

The  temperature  of  the  feed-water  will  be  taken  by  means 
of  a  standard  thermometer  in  the  supplemental  tank. 

(7)  Pressure. — The  steam-pressure  used  shall  not  exceed 
ninety  (90)  pounds  per  square  inch  by  the  gauge,  unless  by 
special  arrangement  with  the  Committee. 

A  standard  gauge  will  be  used,  and  also  a  standard  ther- 
mometer immersed  in  a  mercury-pocket  in  the  steam-space. 

(8)  Safety-valve. — The  safety-valve  will  be  set  to  blow  off  at 
ten  (10)  pounds  above  the  pressure  fixed  upon. 

(9)  Leaks. — Within  twenty-four  (24)  hours  preceding  the 
test  of  the  boiler  it  must  be  subjected  to  hydraulic  pressure 
ten  (10)  pounds  greater  than  its  steam-pressure  during  the  test, 
and  proved  to  be  perfectly  tight. 

(10)  Attendants. — The  attendants  in  charge  of  the  boiler 
tested  must  be  approved  by  the  party  whose  boiler  is  tested 
and  by  the  judges.  All  attendants  are  to  be  subject  to  the 
orders  of  the  judges  during  the  progress  of  the  test. 

(11)  Ashes. — All  ashes  will  be  weighed  on  being  withdrawn 
from  the  ash-pit,  and  must  not  be  damped  until  weighed. 

(12)  Calorimeters. — The  calorimeters  used  will  consist  of  a 
barrel,  scale,  and  hand  thermometer. 
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Two  calorimeters  will  be  used  and  simultaneous  observa- 
tions made  at  fifteen  (15)  minute  intervals. 

(13)  Fires, — The  exhibitor  shall  be  allowed  one  day  previous 
to  the  test  to  clean  boilers  and  grates. 

The  steam  having  reached  the  required  pressure,  the  ash- 
pit shall  be  thoroughly  cleaned  and  swept,  and  thereafter  the  fire 
maintained  as  nearly  uniform  as  possible,  the  test  closing  with 
the  same  depth  and  intensity  of  fire  as  it  opened. 

This  point  is  to  be  decided  by  the  judges,  who  may  make 
allowances  if  it  be  clearly  shown  to  have  been  impossible  to 
maintain  uniform  fires. 

If  in  the  judgment  of  the  Committee  the  firing  is  ineffi- 
ciently or  improperly  done,  the  test  may  be  terminated  at  any 
time,  and  a  repetition  of  the  test  granted  or  refused. 

(14)  Pyrometer. — The  temperature  of  the  gases  of  combus- 
tion immediately  upon  entering  the  chimney-flue  shall  be  taken 
by  means  of  a  suitable  pyrometer,  read  at  fifteen  (15)  minute 
intervals,  and  close  to  the  boiler. 

(15)  Manometer,  Barometer. — The  vacuum  in  the  chimney- 
flue  shall  be  taken  by  means  of  a  water-manometer,  read  at 
fifteen  (15)  minute  intervals,  if  natural  draught  is  used. 

If  a  forced  blast  is  used  the  manometer  will  be  placed  on 
the  conduit  to  the  ash-pit. 

A  barometer  will  be  read  simultaneously. 

(16)  Duration. — Unless  otherwise  arranged,  the  tests  will  last 
ten  (10)  hours. 

(17)  Economy  and  Efficiency  of  the  Boiler. — The  level  of  the 
water  in  the  boiler  and  the  state  of  the  fire  must  be  kept  as 
nearly  constant  as  possible  during  the  whole  of  the  trial. 

The  weight  of  the  water  in  the  boiler  for  each  one-quarter 
of  an  inch,  on  the  glass  water-gauge,  will  be  carefully  deter- 
mined and  recorded  previous  to  the  test,  and  proper  correction 
for  unavoidable  changes  of  level  made. 

The  weight  of  water  fed  to  the  boiler,  subject  to  proper  cor- 
rections, will  be  multiplied  by  its  observed  thermal  value  as 
steam. 
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From  this  product  thermal  units  of  heat  brought  in  by  the 
feed  \vi!i  be  subtracted. 

The  remainder  will  be  divided  by  nine  hundred  and  sixty- 
five  and  seven-tenths  (965.7)  British  thermal  units,*  giving  the 
number  of  pounds  of  water  evaporated  from  and  at  212  degrees 
Fahrenheit. 

This  latter  quantity  will  be  divided  by  the  weight  of  coal 
burned,  less  weight  of  dry  ashes,  giving  the  number  of  pounds 
of  water  evaporated  per  pound  of  combustible. 

This  shall  be  taken  as  the  measure  of  the  efficiency  of  the 
boiler. 

(18)  Nominal  Horse-power. — The  nominal  horse-power  of 
the  boiler  will  be  deduced  by  dividing  the  number  of  pounds 
of  water  evaporated  from  and  at  212  degrees  Fahrenheit  per 
hour  by  30. 

(19)  Evaporative  /Va'cr.— The  evaporative  power  of  the 
boiler  will  be  determined  by  dividing  the  nominal  horse-power 
of  the  boiler  by  the  number  of  cubic  feet  of  space  it  occupies. 

The  space  occupied  by  a  boiler  and  its  appurtenances  will 
be  regarded  as  the  product  of  the  square  feet  of  floor-space 
occupied  by  its  extreme  height  in  feet. 

Steam-pump  tests  have  been  conducted  at  such  exhibi- 
tions under  the  following  regulations,  written,  originally,  by 
Mr.  Hill : 

RcgiiliUions  for  Test  of  Steam  Pumps. 

{[)  Steam  will  be  furnished  by  the  boilers  used  in  the  exper- 
iments upon  automatic  and  slide-valve  engines;  the  pressure 
will  be  taken  in  the  pipe  as  near  the  stop-valve  as  convenient. 
The  pressure  in  the  boilers  will  be  maintained  as  uniformly  as 
possible  at  (75)  seventy-five  pounds  per  sq.  inch  above  atmos- 
phere. 

(2)  A  calorimeter  test  of  the  quality  of  steam  furnished  will 
be  made  regularly  every  thirty  (30}  minutes.  The  steam-pipe 
will  be  tapped  in  the  last  horizontal  joint  toward  the  pumps 
for  calorimeter  connection. 

*  The  value  taken  here  for  Ihe  latent  heal  of  steam  ai  the  boiling-point. 
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(3)  The  exhaust  will  be  delivered   to  a  surface-condenser 
iving  not  less  than  500  sq.  feet  of  condensing  surface;  the 

condensing  water  will  be  obtained  from  the  city  mains;  water 
of  condensation  will  be  collected  in  a  tank  placed  under  the 
outlet  nozzle  of  condenser. 

(4)  The  suction  tank  will  be  placed  below  the  level  of  pump ; 
the  distance  from  bottom  of  tank  to  centre  of  water-cylinder 
will  be  uniform.  For  all  contestants  the  vertical  head  of  water 
in  suction-tank  will  be  taken  with  a  sliding-hook  gauge,  at 
regular  intervals. 

(5)  The  delivery-tank  will  be  placed  on  a  staging  directly  over 
the  water-cylinder  of  pump,  the  discharge  opening  of  water- 
<ylindcr  will  be  connected  with  a  6-inch  vertical  stand-pipe 
furnished  with  a  direct-weighted  safety-valve ;  the  height  of 
stand-pipe  from  centre  of  water-cylinder  to  centre  of  orifice  of 
safety-valve  will  be  10  feel.  The  safety-valve  will  be  loaded  to 
create  a  resistance  per  sq,  inch  equivalent  to  a  dynamic  head 
cf  150  feet  less  the  height  of  stand-pipe  (10)  feet. 

(6)  The  measuring-tank  will  be  placed  (vertically)  between 
suction-tank  and  delivery-tank ;  the  measuring  tank  will  be 
divided  by  a  vertical  partition  in  the  centre  into  two  compart- 
ments. Each  compartment  will  have  a  capacity  of  300  cubic 
feet ;  the  water  will  be  delivered  from  the  receiving-tank  into 
the  measuring-tank  through  a  (6)  six-inch  swinging  nozzle. 
The  nozzle  will  be  directed  over  one  tank  until  it  has  been 
filled  and  the  water  breaks  over  the  dividing  partition,  when  it 
will  be  swung  over  the  empty  tank;  in  the  mean  time  the  tem- 
perature of  the  water  in  the  full  tank  will  be  noted,  the  number 
of  tank  entered  in  the  log,  and  the  contents  drawn  off  through 
an  (8)  eight-inch  delivery-pipe  into  the  suction-tank  below;  this 
operation  will  be  repeated  regularly  during  the  run.  The 
precise  capacity  of  each  compartment  of  the  receiving-tank  will 
he  determined  prior  to  the  experiments  by  filling  each  to  the 
<:rest  of  partition,  and  drawing  off,  weighing,  and  noting  the 
temperature  of  contents. 

(7)  The  duration  of  run  will  be  fixed  at  (5)  five  hours, 
Trevious  to  the  commencement  of  run,  the  steam  will  be  turned 
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on  and  the  pump  will  be  operated  until  al!  parts  have  acquired 
the  working  temperature. 

(8)  The  pressure  of  atmosphere  will  be  taken  from  a  United 
States  standard  mercurial  barometer. 

(9)  Thermometers  will  be  located  as  follows:  No,  i  in 
barometer  case  to  note  the  temperature  of  atmosphere.  Nos. 
2  and  3  in  the  two  compartments  of  measuring-tank.  No.  4  in 
calorimeter. 

(10)  The  time  of  commencement  and  close  of  run  and 
periods  of  observation  will  be  taken  from  a  chronometer  clock 
placed  near  the  pump  under  experiment ;  the  periods  of  obser- 
vation will  be  indicated  by  a  double  stroke  of  the  signal-gong; 
one  minute  previous  to  each  observation  a  single  stroke  of  the 
gong  will  be  made  calling  the  assistants  to  their  stations. 
Every  (15)  fifteen  minutes  a  full  set  of  observations  will  be 
made  and  entered  in  the  log. 

(1 1)  A  revolution  counter  will  be  connected  to  standard  on 
piston-rod. 

(12)  Previous  to  experiments,  each  exhibitor  will  hand  to 
the  Board  of  Experts  a  complete  schedule  of  dimensions  of 
steam  and  water  cylinder,  internal  diameter  of  steam  and  ex- 
haust pipes,  area  of  steam-ports,  internal  diameter  of  suction 
and  delivery-pipes  and  volume  of  clearance  in  steam-cylinder. 

(13)  The  economy  will  be  determined  by  the  water  of  con- 
densation collected  in  the  tank  under  condenser,  corrected  by 
the  average  of  result  obtained  from  calorimeter  observations; 
and  the  cost  of  the  work  in  coal  (Pittsburgh  No.  1)  at  \  this 
upon  assumed  boiler  efficiency  of  {9I  nine  pounds  water  evaf>- 
oratcd  per  pound  of  coal  burned  on  the  grates. 

(r4)  The  duty  will  be  stated  in  gallons  lifted  one  foot  high. 

90.  Standard  Systems  of  Boiler-trial  have  been  already 
discussed  and  described  at  such  length  that  it  is  unnecessary 
to  add  anything  more  here  than  to  remark  that,  in  every 
case  of  real  importance,  the  careful  and  skilful  management  of 
the  boiler-trial  as  a  part  of  the  whole  work,  in  the  measurement 
of  the  eflficiency  of  the  system  of  heat-production  and  utilization, 
becomes  an  essential  element  of  success.     The  best  standard 
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methods,  as  a  whole  and  in  every  detail,  should  be  adopted. 
Unless  the  measurement  of  the  quantity  and  quality  of  the 
steam  supplied  be  accurately  made,  it  is  quite  impossible  to 
obtain  a  correct  measure  of  the  efficiency  of  the  apparatus  in 
which  it  is  utilized  by  conversion  into  work  and  power. 

gi.  The  Heat-energy,  the  Quantity  and  Quality  of 
Steam  used,  and  the  availability  of  the  heat  stored  in  that 
steam  and  transferred  to  the  engine  with  it,  can  only  be  exactly 
known  when  the  weight,  the  wetness  or  dryness,  the  pressure, 
and  the  thermal  properties  of  the  steam  are  precisely  ascer- 
tained. The  weight  of  feed-water  pumped  into  the  boiler  is 
the  weight  of  the  mixture  of  steam  and  water,  if  any  water  15 
entrained  by  the  steam,  which  is  sent  to  the  engine.  The  heat 
so  supplied,  diminished  by  the  usually  simple  waste  from  the 
exterior  of  the  steam-pipe,  is  the  amount  received  by  that 
machine.  The  availability  of  that  heat  for  its  purpose  depends 
upon  the  degree  in  which  the  temperature  and  the  pressure  of 
the  steam  exceed  the  temperature  and  pressure  of  the  atmos- 
phere or  of  the  condenser. 

The  first  point  to  be  attended  to  is  the  testing  of  the  steam 
to  ascertain  whether  it  be  wet,  dry  and  saturated,  or  super- 
heated :  and  if  not  dry  and  saturated,  to  what  extent  it  stores  an 
excess  per  unit  of  weight  by  superheating,  or  a  deficiency  of 
heat  in  consequence  of  its  admixture  with  water.  This  is 
determined  by  the  use  of  the  calorimeter. 

Smoke -preventing  apparatus  is  sometimes  attached  to 
boilers,  and  it  becomes  important  to  determine  the  quality  of 
the  products  of  combustion  in  this  respect.  This  usually  in- 
volves a  boiler-trial  and  a  comparison  with  ordinary  furnaces. 
It  will  often  be  found  that  the  prevention  of  smoke  involves  an 
excessive  air-supply  and  a  consequent  waste  of  fuel  and  loss  of 
efficiency.  This  may  be  partly  compensated,  however,  by  the 
improved  performance  of  the  boiler,  due  to  cleaner  and  more 
effective  heating-surfaces  and  the  absence  of  soot  deposits. 

92.  Special  Methods  of  Eiig:ine-test  are  sometimes 
adopted  in  competitive  trials  of  special  foims,  as  illustrated  by 
the  following  regulations  prepared  by  Messrs,  Hill  and  Holmes. 
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Codt- of  Regulations  for  Tats  of  Automatic  Cut-off  EngineiM 

([)  Steam  will  be  obtained  from  a  pair  of  locomotive  \ 
box  boilers,  furnished  by  the  Commissioners.  These  boilfl 
have  a  combined  evaporative  capacity  of  2250  pounds  of  v 
per  hour ;  a  heating-surface  (combined)  of  983  square  fe< 
.and  a  grate-surface  of  12.7  square  feet.  Each  boiler 
provided  with  a  safety-valve,  loaded  to  blow  off  at  85  poud 
pressure  above  the  atmosphere.  Each  boiler  will  have  attachq 
independently,  an  accurate  test-gauge,  and  if  it  can  be  \ 
cured,  an  Edson  recording-gauge.  The  height  of  the  wall 
will  be  indicated  by  a  glass  water-gauge  on  each  boiler,  in  tl 
tlition  to  the  usual  test-cocks. 

(2)  The  feed-water  will  be  weighed  in  the  receiving-taid 
and  drawn  off  as  occasion  requires  into  the  supplemental  tare 
The  water  will  be  supplied  to  the  boilers  by  an  independei 
steam-pump,  having  the  suction  connected  with  the  sup[^ 
mental  tank,  and  the  discharge  with  check-valves  of  boilei 
The  steam  to  drive  the  boiler- feeders  will  be  obtained  frc 
boilers  independent  of  those  furnishing  steam  for  the  engi 
under  experiment.  The  water  fed  into  the  boilers  will  be  t 
termined  in  weight  whilst  in  the  receiving-tank.  The  recelvi 
tank  will  have  a  capacity  of  2300  pounds  water,  at  175°  Fahr.J 
the  supplemental  tank  will  have  a  capacity  of  looo  poun<i 
water  at  150°  Fahr. 

(3)  The  resistance  will   be   obtained  by  a   100  horse-p 
blower,  having  a  sliding  iron  gate  fitted  to  its  discharge  ori6ct 
The  position  of  the  gate  having  been  determined,  it  will  be* 
fastened  at  this  point  during  the  experiment. 

{4)  A  pair  of  indicators  will  be  attached  to  the  cylinder  of 
■engine,  one  at  each  end.  The  indicators  will  be  moved  in  such 
A  manner  that  the  diagrams  shall  be  coincident  with  the  motion 
of  the  piston. 

(5)  Two  engine-counters  will  be  employed,  one  to  indicate 
the  revolutions  of  the  main  shaft  of  engine,  and  one  to  dcter- 
-mine  the  revolutions  of  the  jack-shaft. 
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thereafter  will  be  weighed  and  charged  to  the  engine.  The 
height  of  water  at  close  of  experiment  will  be  made  to  coincide 
with  the  thread  on  the  glass  tubes. 

{17)  Every  fifteen  minutes  a  full  set  of  observations  will  be 
made  and  entered  in  the  log. 

(18)  During  the  economy  test,  the  engine  will  be  run  with 
full  opening  of  stop-valve, 

(19)  The  economy  o(  the  engine  will  be  determined  upon 
the  consumption  of  water  per  I.  H,  P.  per  hour,  and  the  cost 
o(  the  power  (in  coal)  one-ninth  this  upon  an  assumed  evapo- 
rative efficiency  o(  boilers  of  nine  pounds  of  water  per  pound 
of  coal. 

Code  of  Rtgitlations  for  Ttsts  of  Slide-valve  Engines. 

(1)  Steam  will  be  supplied  from  the  boilers  used  in  the  test 
of  automatic  engines.  The  general  dimensions  are  stated  in 
paragraph  i  of  the  Code  of  Regulations  for  Experiments  upon 
Cut-ofI  Engines. 

(2)  The  economy  will  be  determined  upon  the  consump- 
tion o(  water  per  I.  H,  P.  per  hour.  The  water  will  be  de- 
h'vered  from  the  exhaust-heater  into  the  receiving-tank,  where 
it  will  be  weighed  and  entered  in  the  log  of  the  engine  under 
experiment.  The  water  will  be  drawn  from  the  receiving-tank 
into  the  supplemental  tank  connected  with  the  suction  of  the 
pumps  feeding  the  boilers.  The  steam  to  drive  the  boiler- 
feeders  will  be  obtained  from  boilers  independent  of  those  fur- 
nishing steam  for  the  engine  under  e.vperiment.  The  receiv- 
ing and  supplemental  tanks  will  be  the  same  as  used  in  the 
cut-off  experiments.  The  dimensions  are  enumerated  in  para- 
graph 2  of  the  Regulations  for  the  Test  of  Cut-off  Engines. 

(3)  A  calorimeter-test  of  the  quality  of  steam  furnished  will 
be  made  regularly  every  30  minutes. 

(4)  The  power  will  be  absorbed  by  a  100  H.  P.  pressure 
blower.  This  will  have  an  adjustable  gate  fitted  to  the  dis- 
charge-orifice to  regulate  the  resistance.  The  area  of  opening 
will  be  fixed  during  the  run. 

(5)  Diagrams  from  each  end  of  cylinder  will  be  taken.    The 
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1  DOliun  of  indicutor-drum  uiU  be  such  as  to  produce  a  diagram 
l<oi'ncident  with  the  movemeiit  of  pUton. 

(6)  The  counter  indicating  the  revolutions  of  engine  will  be 
connected  direct.  The  counter  showing  revolutions  of  jack- 
shaft  (carrj'ing  dynamometer)  will  be  driven  by  positive  coiv 
nectors  at  a  reduced  speed, 

(7)  The  dynamometer  ^transmitting)  will  be  keyed  to  jack- 
ihalc  between  the  pulley  receiving  the  belt  from  the  engine, 
and  the  pulley  carrying  the  blower-belt.  The  indications  of  the 
<i>Tiamomcter  will  be  read  from  a  station  in  close  proximity  to 
llii:  instrument. 

(S|  A  test-gauge  of  approved  make  will  be  screwed  into  the 
steam-pipe  as  near  the  stop-valve  as  convenient.  The  initial 
pressure  in  the  cylinder  will  be  compared  with  the  pressure  in 
the  pipe. 

^9)  Thermometers  will  be  used  as  follows :  No.  I  to  shov 
the  temperature  of  atmosphere;  2,  in  the  feed-water  tank; 
3,  in  the  steanvchest  of  cylinder;  4,  in  the  calorimeter.  The 
thermometers  to  be  U.  S.  standard  instruments,  thoroughly 
tested  before  the  experiments,  and  of  uniform  scale.  No.  i 
will  indicate  temperatures  from  32  to  I30  degrees  p'ahr, ;  Nos. 

2  and  4,  from  32  to  250  degrees;  and   No.  3.  from  32  to  600 
degrees  Fahr. 

(10)  The  pressure  of  atmosphere  will  be  read  from  a  U.  S. 
tandard  compensated  aneroid  barometer. 

(11)  The  lime  of  commencement  and  close  of  run,  and  in- 
tervals of  observations  for  the  log  will  be  taken  from  a  chro. 

icier  clock,  placed  near  the  engine  under  experiment.     The 

r  time  of  noting  observations  will  be  indicated  by  a  double  stroke 

of  the  signal-gong.     One  minute  previous  to  each  observation 

a  single  stroke  of  the  gong  will  be  made  calling  the  assistants 

I  to  their  stations, 

(12)  Previous  to  ihe  experiments  all  pipe  connections  with 
oilers  will  be  carefully  closed,  leaving  open  only  the  sieam- 

e  connecting  with  the  engine  and  feed-pipe  connecting  with 
E  pumps.     Great  care  will  be  taken  that  all  steam  generated 
1)  the  boilers  be  delivered  to  the  engine. 
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(13)  The  duration  oE  run  will  be  fixed  at  five  (5)  hours. 
Previous  to  the  beginning  of  experiment,  the  boilers  will  be 
steamed  up  to  the  running-pressure  (75  lbs.  above  atmosphere), 
and  the  height  of  water  brought  to  the  thread  around  the  tube 
in  glass  water-gauge.  All  water  deHvered  to  the  boilers  there- 
after will  be  regularly  entered,  by  weight,  in  the  log.  The 
condition  of  pressure  and  height  of  water  will  be  maintained 
as  nearly  uniform  as  possible  during  the  run,  and  made  to  coin- 
cide with  the  initial  conditions  at  close  of  run. 

(14)  During  the  economy-test  tire  engine  will  be  operated 
with  an  open  stop-valve. 

{15)  At  close  of  economy-run  the  main  belt  will  be  thrown 
off,  and  the  engine  throttled  to  run  at  load  speed  for  the  fric- 
tion-diagrams. 

(16)  Previous  to  the  experiments  each  exhibitor  will  hand 
to  the  Board  of  Experts  a  complete  summary  of  the  dimen- 
sions of  his  engine,  including  volume  of  clearance,  steam,  and 
exhaust-port  area  (least),  weight  of  reciprocating  parts,  and 
estimated  I.  H.  P.,  at  75  pounds  pressure  in  the  pipe. 

(17)  Every  fifteen  minutes  a  full  set  of  observations  will  be 
made  and  entered  in  the  log. 

(iS)  The  cost  of  the  power  in  coal  will  be  taken  at  one  ninth 
the  consumption  of  water  per  I,  H.  P.  per  hour  upon  an  as- 
sumed boiler  efficiency  of  nine  pounds  water  evaporated  per 
pound  of  coal  burned  on  the  grate. 


Code  of  Regulations  for   Tests  of  Mounted  (Portable)  Engines. 

{1)  Steam  will  be  furnished  each  engine  by  its  attached 
boiler.  Each  exhibitor  will  be  required  to  hand  to  the  Board 
of  Experts,  previous  to  the  experiments,  a  schedule  of  the 
length,  width,  and  height  from  grates  to  crown  of  fire-box ; 
total  healing-surface ;  number,  length,  and  externa!  diameter  of 
tubes:  thickness  of  water-leg ;  diameter  and  vertical  and  hori- 
zontal distance  apart  of  stay-bolts,  diameter  and  length  of  bar- 
rel, total  area  of  openings  through  fire-bars,  area  of  openings- 
through  ash-pit  door,  thickness  of  iron  in  shell  and  fire-box^ 
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cubic  feet  of  water  carried  to  the  gauge -line,  cubic  feet  of 
steam  room. 

|_2)  Before  the  commencement  of  experiments  the  boiler 

will  be  steamed  up  to  the  running-pressure,  using   for 

fuel.  Each  exhibitor  will  have  weighed  to  him  a  sufficient 
quantity  for  the  economy-run.  The  management  of  the  fire 
and  the  use  of  the  fuel  will  be  entirely  under  the  control  of  the 
exhibitor.  All  fuel  remaining  in  the  pile  at  close  of  run,  and 
all  unbumt  wood  on  the  grates,  will  be  weighed  back  to  the 
credit  of  the  exhibitor.  The  ashes  under  the  grate  will  be 
weighed  back  dry. 

(3)  A  calorimeter-test  of  the  quality  of  steam  furnished  by 
the  boiler  will  be  made  regularly  every  30  minutes. 

(4)  The  dynamometer  will  be  keyed  to  main  shaft  of  en- 
gine; the  power  will  be  taken  off  from  a  pulley  attached  to 
loose  side  of  dynamometer ;  the  resistance  will  be  created  by  a 
40  H,  P.  pressure  blower,  the  discharge-orifice  of  which  will  be 
fitted  with  an  adjustable  gale :  the  area  of  discharge-opening 
will  be  fixed  constant  during  the  run. 

(5)  One  revolution-counter  will  be  employed,  having  a 
positive  connection  with  the  valve-stem  of  engine. 

(6)  The  feed-water  will  be  weighed  in  the  receiving-tank, 
and  passed  thence  to  the  supplemental  tank,  from  which  it 
will  be  drawn  by  the  boiler-feeder.  The  water  will  be  deliv- 
ered from  the  city  mains  (unhealed)  into  the  receiving-tank. 
Each  engine  will  heat  its  own  feed-water, 

(7)  The  duration  of  run  will  be  fixed  at  five  {5)  hours. 
Previous  to  the  experiment,  the  engine  will  be  run  without 
load  until  all  parts  have  acquired  the  working-temperature 
and  the  water  brought  to  the  thread  tied  around  the  tube  of 
glass  water-gauge.  All  water  fed  to  the  boiler  from  com- 
mencement to  close  of  run  will  be  regularly  weighed  and  en- 
tered in  the  log.  The  pressure  of  steam  and  height  of  water 
at  close  of  experiment  will  be  made  to  coincide  with  the  initial 

I  conditions. 

(8)  Thermometers   will   be   located   as   follows:   No.   i,  in 


H  conditions. 

^k      (8)  Thermometers 
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barometer-case,  to   indicate  the  temperature  of   atmosphere ; 

No.  2,  in  feed-water  tank :  No.  3,  in  calorimeter. 

(9)  The  pressure  of  the  atmosphere  will  be  taken  from  a 
U.  S.  standard  compensated  aneroid  barometer. 

(10)  The  pressure  of  steam  in  the  boiler  will  be  read  from 
a  reliable  steam-gauge,  independent  of  that  belonging  to  the 
engine. 

(ii)  Previous  to  experiment,  all  pipe  connections  with 
boiler  or  engine  will  be  detached,  except  the  pipe  from  steam- 
dome  to  cylinder,  and  the  suction-pipe  from  feed  apparatus  to 
supplemental  tank. 

(13)  The  economy  will  be  determined  upon  the  consump- 
tion of  coal  per  1.  H.  P.  per  hour. 

(r4)  Before  the  experiments  begin,  each  exhibitor  will 
hand  to  the  Board  of  Experts  a  complete  summary  of  the  di- 
mensions of  engine,  including  volume  of  clearance,  area  of 
steam  and  exhaust  ports,  internal  cross-section  of  steam-pipe, 
and  weight  of  reciprocating  parts.  The  valve-motion  will  be 
shown  by  a  single  indicator-diagram  from  each  end  of  the  cyl- 
inder, taken  at  a  uniform  piston-speed. 

(15)  During  the  economy-run  the  engine  will  be  operated 
with  an  open  stop-valve. 

(16)  At  close  of  economy-run  the  main  belt  will  be  thrown 
off,  and  the  engine  throttled  to  run  at  load  speed.  Friction- 
diagrams  will  then  be  taken  from  each  end  of  cylinder. 

(17)  Every  fifteen  minutes  a  full  set  of  observations  will 
be  made  and  entered  in  the  log. 

(18)  The  time  of  commencement  and  close  of  run,  and  peri- 
od of  observation,  will  be  determined  by  a  chronometer  clock 
placed  near  the  engine  under  experiment.  The  time  of  noting 
observation  will  be  indicated  by  a  double  stroke  of  the  gong. 
One  minute  previous  to  each  observation  a  single  stroke  of 
the  gong  will  be  made,  calling  the  assistants  to  their  stations. 


93-  Examples  of  Engine-testing,  as  illustratingcurrent  and 
standard  practice,  will  better  complete  a  treatise  on  this  sub- 
ject than  ajiy  further  extended  descriptions  of  details  and  of 
methods  of  observation,  of  computation,  and  of  preparation  of 
reports.  In  the  following  pages  are  given,  as  fully  as  is  possi- 
ble without  occupying  too  great  space,  illustrations  of  this 
character,  as  obtained  by  reference  to  the  reports  of  the  more 
expert  and  most  experienced  of  contemporary  engineers,  or  to 
reports  of  earlier  work  which  have  been  regarded  by  engineers 
as  best  representing  good  practice  in  special  departments. 

In  all  cases  the  engineer  must  himself  judge  whether  to  err, 
if  at  all,  in  making  such  tests  and  in  preparing  his  report,  in 
the  direction  of  extended  and  complete — and  hence  costly- 
investigation  and  deduction,  or  in  that  of  brevity  and  possible 
incompleteness.  The  general  rule  should  be  to  secure  all  data 
essential  to  the  purposes  of  the  trial,  and,  incidentally,  to 
secure  all  additional  facts  and  data  that  he  may  find  attainable 
without  incurring  objectionable  expense.  If,  in  any  case,  a 
doubt  arises,  it  will  usually  be  wisest  to  err  on  the  side  of  com- 
pleteness and  accuracy.  Thus,  when  called  upon,  as  an  ex- 
pert, to  ascertain  whether  the  terms  of  a  contract  specifying 
simply  the  duty  of  a  pum ping-engine  have  been  fully  complied 
with,  he  need  only  measure,  usually,  the  coal  consumption, 
the  quantity  of  water  pumped  by  the  machine,  and  the  head 
against  which  the  water  is  raised.  To  attempt  more  would 
sometimes  be  unnecessary,  and  might  involve  considerable  un- 
authorized expense.  But  the  expert  engineer  may  often,  with- 
out appreciable  additional  cost,  obtain  valuable  data  relating 
to  the  distribution,  the  utilization,  and  the  wastes  of  heat,  of 
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energy,  and  of  steam  and   fuel :    he  should  in   such  case  en- 
deavor to  obtain  all  such  data  and  make  them  useful. 

The  following  selected  illustrations  cover  the  ground  very 
completely,  and  will  probably  be  quite  sufficient  for  their  purpose. 
94.  Illustrations  of  the  Trial  of  Stationary  Engines 
abound  in  the  current  periodicals,  and  may  be  referred  to  by 
the  engineer  seeking  to  make  comparisons.  As  a  model  of 
brevity  in  reporting  such  a  trial  the  following  is  selected.  It 
is  the  report  of  Mr.  Flower  on  a  trial  of  a  small  Corliss  engine 
designed  by  Mr.  Edwin  Reynolds. 

"  Gentlemen;  I  have  made  aneconomy  test  of  your  engine 
and  boilers  as  directed  by  you,  and  beg  leave  to  report  thereon 
as  follo^vs: 

Dale.  Test  of  engine  made Aug.  3d,  18B3. 

Description  of         Beynoids'  Corliss 

Engine.  Diameter  of  cylinder 14  in. 

Length  of  sirokc 36  " 

Clearance  (assumed) oz; 

Nominal  liorse-power  al  81  Rev 63 

Trial.  Trial   began   al 7.30A.M. 

"     ended    " 4.06  r.M. 

Duration  of  trial S  h.  36  m. 

Revolutions.  Rcvoluiions  of  engine  during  lest 35.3/2 

Temperature  of  engine-room 99" 

Gauge- pressure.       Maximum  pressure  in  boiler 71      pounds. 

Minimum         -                  " tfl 

Average          "                '"     65 

Variable  boiler-pressure 80           "       ^H 

Pressure  per            Average  initial  pressure  on  piston bi.a       "      ^H 

Indicator.                    "         total                                   37.08      "       ^f 

"        gross  effective  pressure  on  piston.  85.58      "            1 
Per   cent,   of  boiler-pressure   appearing   as 

initial 94 

Counter-pressure     Back-pressure  due  10  friction  through  ports  .45  pounds, 

per  Indicator.          "           "           "        cushion 1.05      " 

Indicated  Maximum  gross  effective  horse-power. 66.00 

Horse-poiver.       Minimum       "           "                       "       41.40  ^ 

Average                                                      49. 30  ^^ 

Average  total"                                           5I.30  ^H 
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Friction  Maximum  friction  horse-power S7.21 

Diagrams.  Minimum *      22.88 

Average        "  •*        **      24.32 

Distribution  Average  total  horse-power 52.20 

of  Load.  "         gross  effective  horse-power 49*  30 

net  "  ••        ••     24.98 

Dynamo,  Horse-     Edison's  dynamo  required 4.58  h.  p. 

power  of.  Brush  "  *'      11.54    " 

Water  used.  Temperature  of  feed- water 203* 

actual.  Total  water  pumped  into  boiler 11,520.5  pounds. 

"        "    per  hour....  1,340.0      '* 

Moisture  in  steam 3  per  cent. 

Steam  per  hour.       Dry  saturated  steam  per  hour 1300  pounds. 

actual.  Dry  steam  per  indicated  horse-power,  per 

hour 24.9       " 

Dry  steam   per  gross  effective  horse-power 

per  hour 26.36      " 

Steam  used,  as         Steam  accounted  for  by  indicator  per  hour 

shown  by  In-  per  horse-power,  total 24.37      ** 

dicator.  Efficiency  of  cylinder 97 

Coal  per  hour          Coal  per  hour  per  horse-power,  anthracite.. .       3.03 
pcrH.  P.  Combustible     "        "  "     2.60 

Cost.  Cost  per  day  of  10  hours,  coal  @,  $6.25  ton.     $4.94 

Coal.  Coal      "  "  anthracite 158      pounds. 

Indiana  block  Coal  per  hour  per  horse-power 3.62      " 

coaL  "    per  day  of  10  hours 1.890  '* 

Cost         ••  ••  @  $3-75  ton $3.54 

Maximum  Dia-        Indicated  power  of  heaviest  diagram 66  h.  p. 

gram  No.  31.       Cut-off  in  parts  of  stroke 3.60 

"       from  commencement  of  stroke 10  inches. 

Initial  pressure 64  pounds. 

Possibilities  of        Same  initial  pressure  as  above 

Engine.  Diagram,  i  cut-off,  engine  will  develop. ...        72  h.  p. 

Same  cut-off  as  No.  31,  and   74   lb.  initial 

pressure 70  h.  p. 

Same  cutoff  and  same  initial  pressure  as  No. 

31,  with  82  rev.  per  minute  will  develop. .         77     " 

"When  No.  31  was  taken,  all  the  machinery  that  could  be 
put  on  was  on.  The  average  power  used  was  much  less  than 
No.  31,  being  49.3  horse-power. 
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-    T.x>rt,  the  power  of  the  engine 
.  >;  -^  the   revolutions   to   82    per 
..    »  <peed  as  given  by  the  builder)^ 
•   ?y  a  higher  initial  pressure. 
.  ^5^.-.'  may  be  had  by  increasing  the 
^^-  during  test  was  65  pounds,  and 
..^  .\vthe  inspector. 
.>csaic  and  a  more  uniform  pressure  than 
.    curable, 
viiomy  of  an  engine  is  the  amount  of 
VI   horse-power.     From  that  point  of 
^   ai  above  the  average. 
.«i^inc  increases  cibove   53   to  55  horse- 
\\\]X  decrease,  unless  the  initial  pressure 
^  M  ^pced  of  revolution  is  given  to  engine. 
..  ^»i  otigine  by  coal  is  not  as  good  as  it  should 
:..»tovcd  ;  3.03  lbs.  coal  (anthracite)  per  hour 
.   n^h.  but  the  fault  is  not  with  the  engine, 
K.  :vi   hour  per  horse-power  is  only  24.9,  and 
'.    10  lbs.  actual  would  give  an  indicated  horse- 
V V  vv»al ;   the  boiler   should  evaporate   10  lbs. 
:«;)Kuito  coal.** 
»  Mj;   is  an  example  of  a  very  full  report  by  Mr. 
.1.  v»l  4  Corliss  engine  designed  and  built  by  Mr. 

.^»M^'.  -4"  diameter  of  cylinder  and  60"  stroke  of 

.,.:uU'nsing,  and   fitted  with  the   ordinary  jet-con- 

-v  ^ipnuating  air-pump.      The   injection-water   is 

^^    \  lilt  t>f   15'  from  the  Mississippi  River,  upon  the 

X,  I  Ji   \W  mill  stands;  and  during  the  trial  the  con- 

,x  lu  I  mtrivd  the  injection-pipe  at  a  temperature  near 

n    p«iinl.     The  steam-valves  were  formerly  closed  by 

,;  x\»  w\\\^  ;  but  previous  to  the  trial,  vacuum  dash-pots 

x:k  .>  i»*  m  Miie  a  pn)mpt  closing  of  the'valve  when  libcr- 

.  .ti  \\w  htink.     The  engine  is  furnished  with  a  pulley 

»     !    *,»  ili.iiiMtrr  and  32"  face;  driving  back  to  the  line- 

, .  V  x\»\U  .*  1»» '  il«>"bl^'  leather  belt. 
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**  The  exhaust  of  engine  is  closely  connected  to  a  condenser 
by  a  lo"  pipe,  and  steam  is  conve>'ed  from  the  boiler  by  a  7 

pipe- 

*'  Steam  is  fum ished  by  a  pair  of  tubalar  boilers  set  in  battery. 
and  each  of  the  following  dimensions:  60'^  diameter  of  slu:!. 
\2'  long  fifty  4''  tubes.  E^ch  boiler  is  fitted  with  a  vertical 
steam-dome,  30"  diameter  X  36"  high,  and  over  these  and  joined 
to  them  by  short  legs  is  a  horizontal  steam-druin,  24''  diameter 
and  14"  long. 

*'  The  steam-pipe  is  joined  by  branch  pipes  to  the  side  of  the 
horizontal  drum. 

"The  feed-water  is  taken  from  a  drop-leg  in  the  ovei flow- 
pipe  from  the  condenser,  and  conducted  to  the  suction  of  a 
single-acting  plunger-pump  driven  from  the  engine  by  belt. 
Into  the  breeching  or  front  smoke  connection  has  been  intro- 
duced a  fuel  economizer,  consisting  of  250'  of  2\"  iron  pipe, 
through  which  the  feed-water  is  forced  to  the  boiler. 

"The  furnace  is  arranged  to  bum  slabs  and  hard  wood, 
although  by  the  record  it  would  appear  to  be  well  adapted  for 
coal  (the  fuel  used  during  the  trial  of  engine).  The  lack  of  a 
suitable  bridge  wall,  and  the  very  large  furnace-doors  and  grate- 
surface  are  not  calculated  for  maximum  economy  with  coal  as 
a  fuel,  and  it  is  eminently  probable  that  mth  a  different  con- 
struction of  furnace  the  efficiency  of  the  boilers  during  the  trial 
of  engine  would  have  been  higher. 

"  The  entire  net  power  of  engine  is  expended  in  driving  the 
machinery  of  the  mill,  which  consists  of  twelve  run  of  54" 
buhrs,  and  three  run  of  48''  buhrs ;  two  crushing  rolls,  each  with 
3*12"  X  30"  cyKnders;  five  rolls,  each  ^ith  2-12''  X  30"  cylin- 
ders, and  one  roll  with  2-12"  X  18"  cylinders.  The  bolting 
machinery  consists  of  one  chest  with  two  reels ;  two  chests  with 
three  reels ;  one  chest  with  six  reels,  and  one  chest  with  eight 
reeb;  in  all  twenty-two  bolting  reels  and  forty-eight  con- 
veyors. 

"  The  cleaning  machinery  consists  of  two  *  cockle '  machines ; 
one  *  scouring'  machine;  one  *  separator,'  and  t\i'o  brushing 
machines.     Of  the  purifying  machines  there  are  seventeen; 
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and  one  shaking  machine;  four  Rour-packers ;  four  stand  of 
wheat  elevators;  four  stand  of  flour  elevators,  and  twenty-one 
middlings  elevators ;  one  small  and  two  large  exhaust  fans. 

"To  this  should  be  added  the  machinery  of  the  grain  ele- 
vator, which  is  driven  by  belt  from  the  third  story  of  the  mill ; 
and  the  hneshafting,  connecting  belts,  pulleys,  and  gearing. 
forming  the  general  machinery  of  the  mill. 

"In  the  following  tables  are  given  the  principal  measured 
and  calculated  data  of  engines  and  boilers.  The  clearance  was 
not  measured,  but  estimated  at  three  per  cent,  of  piston-di.s- 
placement,  this  being  the  usual  clearance  in  similar  engines  of 
like  dimensions. 

"The  factor  of  horse-power  due  mean  area,  and  velocity  of 
piston  for  each  mean  effective  pound  pressure,  has  been  calcu- 
lated as  follows :  The  area  of  a  34"  piston  is  452.39  sup.  ins.  and 
the  area  of  the  rod  (3.375")  is  8.9462  sup.  ins. ;  and  the  mean 
area  of  piston  is,  therefore, 


452.39  - 


8.9462 


:  447.9i7sup.ms., 


8,20446. 


and  the  factor  of  horse-power 

447.917  X  596166^ 
33000 


"The  valve  functions  have  been  measured  on  the  diagrams. 
The  volume  of  steam  accounted  for  to  release  is  obtained  by 
taking  the  mean  area  (feet)  of  piston  into  the  piston  travel 
(feel)  per  hour  to  point  of  release,  to  which  is  added  the  hourly 
volume  of  clearance.  The  volume  of  steam  retained  by 
exhaust-closure  is  obtained  by  taking  the  mean  area  of  piston, 
in  feet,  into  the  travel  of  piston,  in  feet  per  hour,  from  exhaust- 
closure  to  end  of  stroke,  to  which  is  added  the  hourly  volume 
of  clearance. 

"The  dimensions  of  boilers  and  fire-grates  are  furnished  by 
your  engineer,  from  which  have  been  deduced  the  heating, 
surface,  grate-surface,  and  calorimeter  of  tubes,  and  ratios  of 
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heating  to  grate-surface,  and  grate-surface  to  cross^section  of 
tubes. 

Dimensions  of  En^'nr. 

Diameter  of  c>'Iinder 24  inches. 

Stroke  of  piston 60 

Revolutions  per  minute  during  trial 59.616. 

Piston  speed  "         "  "         •'     596.166  feet. 

Factor  of  H.  P.  due  area  and  velocity  of 

piston 8.X14. 

Piston  stroke  to  release  in  parts  of  stroke. .  99^370. 
'*         "       exhaust   closure   in   parts   of 

stroke 6.067. 

Clearance  (estimated)  in  parts  of  stroke 3.000 

Volume  of  steam  to  release  per  hour 1 15,038.04  cu.  ft. 

"  "  retained   by  cushion  per 

hour 10,189.02  cu.  ft. 

Diam.  of  air-pump 12  inches. 

Stroke    "  "      15      " 

Diameter  of  driving-pulley 20  feet. 

Face  "        "  "     32  inches. 

Weight      "        "  "     40,000  pounds. 

Dimensions  of  Boilers. 

Number 2. 

Diameter  of  shells 60  inches. 

Length      "       "     12  feet. 

Tubes,  each  boiler 50-4  inches. 

Heating-surface  shells  (2) 250.56 

"         tubes  (100) 1,245.64 

"         heads  (4) 40.72 

total 1,536.92  sup.  ft. 

Grate  "         51.75  sup.  ft. 

Calorimeter  of  flues 1,256.64  sup.  ins. 

Heating  to  grate-surface 29.70 

Grate-surface  to  calorimeter 5.93 


r 
n 
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33S  ENGINE  AND   BOILER    THIALS. 

"The  trial  of  engine  for  economy  of  performance  and  trial 
of  boilers  for  evaporative  efficiency  were  made  simultaneously ; 
all  preparations  having  been  completed,  the  trial  began  at 
9.15  a,in.,  and  terminated  at  7,15  p.m. ;  duration  of  trial,  ten 
hours. 

"The  test  of  boiler  efficiency  was  with  coal. 

"  The  load  was  that  usually  carried  in  the  daily  operation  of 
the  mill,  and  through  the  care  of  the  chief  miller,  was  held 
quite  uniform  during  the  ten-hours*  run.  It  is  possible  that  the 
mean  power  developed  is  slightly  greater  than  usual,  from  the 
fact  that  the  operatives  were  cautioned  to  avoid  breaks  in  the 
load;  and  that  they  obeyed  the  injunction  is  best  attested  by 
the  indicator-diagrams,  which  exhibit  but  slight  variations  in 
the  load  during  the  economy-trial. 

"  The  diagrams  were  taken  by  independent  indicators,  one  to 
each  end  of  cylinder.  Forty  (40)  pound  springs  were  used, 
and  the  drums  were  moved  by  well-constructed  bell-cranks 
and  reciprocating  connections  hung  on  a  stout  gallows  frame. 
The  joints  of  the  levers  and  connections  were  carefully  made, 
and  means  were  provided  to  take  up  wear  and  avoid  lost 
motion. 

'■  The  strings  on  the  indicator-barrels  were  only  long  enough 
to  couple  with  the  pins  on  the  short  stroke-reciprocal ing-bar, 
and  the  recoil-springs  were  adjusted  as  nearly  as  possible  to 
the  same  tension.  The  length  of  diagrams  was  uniformly 
4"-78- 

"  During  the  trial  a  pair  of  diagrams  were  taken  regularly 
every  fifteen  minutes,  making  eighty-two  diagrams  ;  from  which 
have  been  obtained  the  initial  pressure  in  cylinder,  piston-stroke 
to  cut-ofi,  ratios  of  expansion  by  pressure  and  by  volumes, 
terminal  pressure,  counter  pressure  at  mid-stroke,  utilization  of 
vacuum,  and  mean  effective  pressure  on  the  piston,  from  which 
is  obtained  the  mean  power  developed. 

"  The  vacuum  in  the  condenser  and  the  pressure  in  the  boilers 
were  taken  from  gauges  in  the  engine-room  regularly  every 
fifteen  minutes. 
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"The  temperature  of  water  to  the  condenser  was  taken  in 
the  river  at  the  mouth  of  the  injection-pipe.  The  temperature 
of  overflow  from  the  condenser  was  taken  in  the  measuring- 
tank.  The  temperature  of  feed  to  the  boiler  was  taken  in  the 
feed-pipe  near  the  check-valves. 

"  The  water  delivered  to  the  boilers  was  measured  in  the 
following  manner :  Two  oil-barrels  were  carefully  washed  inside 
and  placed  on  the  same  level  in  the  engine-room  ;  to  the  bot- 
toms of  these  was  connected,  by  branch  pipes,  the  suction-pipe 
of  pump,  each  branch  being  provided  with  an  open  way-cock  to- 
shut  off  the  flow  when  the  level  had  been  reduced  to  the  lowest 
gauge-point.  The  pipe  from  the  hot-well  to  the  pump  was  cut 
and  carried  out  over  the  barrels ;  a  connection  made  by 
branches  to  each  barrel,  and  a  stop-valve  in  each  branch  regu- 
lated the  flow  of  water  into  the  tanks.  The  tanks  or  barrels 
were  numbered  i  and  2,  and  were  alternately  filled  to  the  over- 
flow notch  in  the  rim,  and  emptied  to  the  centre  of  the  branch 
pipe  in  the  side  of  barrel,  and  the  contents  discharged  into  the 
pipe  leading  to  the  pump. 

"  Whilst  the  No.  i  barrel  was  running  out,  the  No.  2  barrel 
was  filling  with  water  from  the  hot-well ;  and  directly  the  first 
barrel  was  emptied  to  the  lower  gauge-point,  it  was  turned  off 
and  the  second  barrel  turned  on ;  and  so  on  during  the  entire 
trial,  the  empty  barrel  being  shut  off  before  the  full  one  was 
turned  on,  to  prevent  transfer  of  water  from  the  full  to  the 
empty  barrel.  Directly  each  barrel  of  water  was  turned  on,  the 
time  was  entered  in  the  log,  and  a  tally  made  by  the  assistant 
in  charge  of  the  tanks.  From  time  to  time  my  record  of  tanks 
discharged  was  compared  with  the  assistant's  tally,  to  avoid 
error  in  the  count. 

"After  the  trial,  the  capacity  of  each  tank  was  determined  by 
filling  to  the  overflow  notch,  noting  temperature,  drawing  off 
to  the  lower  gauge-point,  and  weighing.  The  temperatures  of 
the  tanks  of  water  discharged  into  the  suction-pipe  of  feed- 
pump having  been  regularly  noted  during  the  trial,  the  weight 
of  water  delivered  to  the  boiler  was  deduced  from  the  number 
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33^  ,•  rK/ALs, 

*  *  '  ^    -f,  j:  tanks  at  mean  observed 

ofb'.;. 

^'*  j"     -  ^         *J.^vr  entrained  were  made  by 

9-'  r  ^      ;..  rrear  the  pipe  to  the  engine, 

^^^"  :  !vi  condensing  it   in   a  given 

•'^•crature  of  the  water  before 
v..    n,  and  the  pressure  of  evapo- 
^''  ^     -   '  ■-  was  made.     The  thermal  val- 

*i'  ^  .t.uic  and   the  weights  of  steam 

^"  v  :i\crmal  values  of  saturated  steam 

'■  ^      .  "diluted   the   data  from  which  has 

..t-i  resident  in  a  pound  of  evapora- 

.:    /iiich  has  been  deduced  the  water 

X     .\S4  per  cent,  of  the  total  water 

ucntv  calorimeter-observations  were 

V  ^..^  trial. 

,  '.lie  engine  are  nominally  60  per  min- 

KHUs*  continuous  record  by  counter,  the 

lijuuo  were  59.616. 

iiiing  trial  of  engine  was  Wilmington, 
V.  i  iMrt  of  Illinois,  and,  from  the  evapora- 

•fwl.  of  very  fair  quality. 

...X.    'iiv^  were  cleaned  before  the  trial,  and 

,xx.  .ivKinnulatod  during  the  ten  hours'  firing 

I  ho  non-combustible  by  weight  constituted 

lU    total  coal  fired.     Previous  to  commence- 

Nx.iui-level  in  both  boilers  was  marked  on  the 

\\w  tiros  levelled  and  thickness  noted  ;  the 

II res  and  water-level  obtained  at  the  end  of 


..  ^' 


.\ 


xMv^wm^  tables  are  given  the  observed  and  calcu- 

■„  ...aiin^j  the  performance  of  engine  and  boilers. 

,    '  \\\s  vliai'.iams  are  means  of  eighty-two  readings, 

,..\»a  a»\'  u\eans  of  forty-one  readings. 
^,^  V  "Ukx  \>l  enjiine  by  steam  and  by  coal  is  developed 
^,.y\  \\\\w\\\\w^  eharj^ed  per  hour. 
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Data  from  Trial  of  Emgitu. 

Duration  of  trial lO  hours 

Mean  pressure  by  boiler-gauge  above  atm 92.876  lbs. 

initial  pressure  above  atm 89.376    '• 

"      terminal     *'       absolute 12.018    ** 

**      counter       "  *'        2.696    ** 

"      cut-off  in  parts  of  stroke  apparent 1 5.560 

"  "  '•  "       actual 18.019 

"      vacuum  by  gauge 26.40  inches 

"  '*       '*    diagrams 24.05 

"      temperature  of  injection 33-840 

**  **  of  hot-well 92.725 

"      effective  pressure 3--979-  lbs. 

Indicated  horse-power 270.5796 

Ratio  of  expansion  by  volumes 5-549 

pressures 8.643 
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Economy  of  Engine 

Total  water  per  hour  to  boilers 5,037.128  lbs. 

Water  (steam)  per  hour  to  calorimeter lo.ooo  lbs. 

"      entrained  per  hour  in  the  steam 655.583  lbs.  . 

Net  steam  per  hour  to  engine 4,371.545  lbs. 

Steam  per  indicated  horse-power,  actual, 16.156  lbs. 

"       "  "  "  by  the  diagrams  13.035    ** 

Percentage  of  steam  accounted  for 80.682 

Coal  burned  per  hour 535.  lbs. 

Coal  per  indicated  horse-power  per  hour i*9772  lbs. 

"      "        "  "  evaporation  9  to  i   1.7950   " 

Combustible,  per  indicated  horse-power,  per  hour  1.8328   " 

Performance  of  Boilers. 

Duration  of  trial 10  hours 

Pressure  by  gauge 92.876  lbs. 

Temperature  of  feed  to  heater. 92.725 

"  "      "     "    boiler 1 14.324 

Elevation  of  feed  by  heater 21.599 

Percentage  of  gain  by  heater 1723 
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50,371.28  Ib^ 

6,467.70 


.    i.CTS 

.IV  >ttrain(i2.84!t) 

^4VU     43.90358 

5.350 

X  v««igbc<l  back. . . . 


390 
4,960 
8.206  • 
8.852  • 


9.639  " 
.022  •* 
10.300  '* 
7.3 


i  wi  omI 

>;^Mubu^ble 

i:%ul  from  temp,  of  212"  ) 

iiKt  pres.  of  atm,  f 

wv, ,        . '   ^^Juoii:  (ool  of  heating-surface 

"      "   grate-surface 

I  ^uJn  in  coal 

luiiit^'  trial,  Wilmington  (Illinois). 

>    n.'my-Iria!  of  engine,  the  flour  manufactured 
^_,  .  lojiort.  217  barrels  high  grade,  and   2  per 

,^^,  .■^^   jjr.ide,  Of  221.34  barrels  produced   in   ten 

IUMi«,      ll»«,  'iiwAii  indicated  power  of  engine  was  270.56  horse-, 
IkkftUi  W^l  ''^^  bourly  expenditure  of  power  per  barrel  of  1 
^jiyJ*.W  *•»  ^^  =  12.224  H.  P. 

'^  VKv  \''*t^  burned  for  whole  trial  was  5350  pounds,  and 
yu^  t^u^l  •.■!  fl>jur  produced  becomes    ^^^°   =  24.198  pounds. 

"  Wltil-tt  (hi'  experiments  (firing,  slabs  and  hard  wood)  were 
hk.  W^'ii'*'''''  *'"  •^"gin^  ^^s  indicated  for  distribution  of  the 
wtkvl  lu  \Kv  null. 

"  ^tiv  m"t  (•■')  '"^"l  was  with  all  the  machinery  on,  and  op- 
W*^'>m  M"*'*"  *'"'  ordinary  conditions.  The  second  {B)  load 
VIA*  ^iV'^'*  •*"  *'*'"  '"^*^'''"^0'  o"  except  the  machinery  in  eleva- 
Wl^^tViiKllim  I"'""  tliiid  (C)  load  was  with  all  the  machinery 
UU  V^Wt'*  *'*''  flour-packers.  The  fourth  {D)  load  was  with 
uiL  VW  H*>*vhlll<"'y  on  except  the  cleaning  machinery  and  flour- 
kW\vV«'  ^''"'  '^''''  ^^'  '"^'^  ^'^'^  ^^'^^  ^"  ^'^^  machinery  on 
VKV****^  *W  vni«hlliK-'"o"s-  The  sixth  (F)  load  was  with  all  the 
m*vW"*"V  ""  '""^"1'*  ''"^  purifiers.  And  the  seventh  (C)  load 
UUt«  Wt^h  *"  '''•  "">='''"*^''y  o"  except  the  grinding-buhrs. 


^ 
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**  The  changes  of  load  were  made  quickly,  in  order  to  preserve 
the  conditions  of  ordinary  performance  in  the  special  machin- 
ery driven ;  and  the  power  developed  for  each  load  has  been 
estimated  from  six  diagrams,  three  from  each  end  of  cylinder. 

''  The  indicated  loads  were  as  follows : 

First  load  (A) 267.503  H,  P. 

Secondload(^ 262.585       " 

Third  load  (C) 363.706      " 

Fourth  load  (D) 250.726      " 

Fifth  load  (£) 246.740 

Sixth  load  (JF) 242.645 

Seventh  load  (G) 117. 149 


"  Each  of  these  loads  is  made  up  of  the  friction  of  engine  in 
Jl parts;  extra  friction  of  engine  due  to  the  load,  friction  of 
Jl  the  driving  machinery  in  the  mill,  and  power  required  to 
Irive  the  special  machinery,  including  friction  ;  in  like  manner 
he  differences  between  the  maximum  load  and  reduced  loads 
early  represent  the  power  required  to  drive  the  special  ma- 
linery  not  on,  including  its  own  friction. 

"  Hence  the  difference  between  the  maximum  load  and 
sser  loads  represents  slightly  more  than  the  power  actually 
►sorbed  by  the  special  machinery  not  driven. 

"  The  distribution  of  the  power  in  the  mill  is  thus  as  follows : 

)tal  indicated  power  of  engine  load  {A)  267.503 

Friction  of  engine  alone 16.409 

Extra  friction  due  load 12.544 

Grinding-buhrs 1 50-354 

Cleaning  machinery 12.980 

Elevator    4.918 

Crushing-rolls 20.763 

Bolting-reels,    conveyors,     fans,    and   )  gg^ 

general  machinery ) 

Middlings-purifiers 23.868 

Flour-packers 3797 

267.503 


.  »  \  AA  <;A\  A    JXD  BOILER    TRIALS. 

'  I  ha\v.  .lUtKhcU  to  this  report  one  pair  of  diagrams  taken 
Ju.in-  ihv.  trial,  and  numbered  14,  upon  which  have  been 
iluiwn  ilKoiciic  curves  from  the  terminal  pressures  and  points 
oi  uUa.c.  Ihc  lack  of  coincidence  between  the  actual  and 
ihv  i»u  uc  v^urvcs  is  due,  in  my  opinion,  to  a  slight  leak  past  the 
j.i.ion  or  v>ut  of  the  exhaust;  in  all  probability,  the  latter. 
I  lu  ^  n^inc  being  ver>'  new,  and  a  certain  amount  of  wear  be- 
in^  uquisite  to  make  good  joints  between  the  \-alve  faces  and 
u  at..,  it  is  probable  that  this  leak  will  in  time  remedy  itself, 
lloucvcr,  it  does  not  appear  that  the  failure  of  the  diagram  to 
haiisly  the  conditions  of  theory*  has  any  marked  effect  on  the 
ivoiKuuy  of  the  engine,  for  the  actual  consumption  of  steam 
aiul  <.\Kil  per  indicated  horse-power  per  hour  are  the  least  I  have 
csi-r  v»btained  from  a  single-cylinder  engine." 

I  ho    preceding  illustrations  exhibit  the  methods  of  report 

\\\\k\  the  results  of  trial  of  good  examples  of  ordinary-  practice 

w  iih  the  common  simple  engine  of  moderate  size  and  under  usual 

working  conditions. 

As  illustrating  what  can  be  done  with  a  good  compound 

stationary  engine,  the  following  data  are  presented,  as  given 

the  Author  bv  Mr.  Corliss  a  short  time  before  his  death,  as  the 

results  obtained  from  a  compound  condensing-engine  of  about 

500  L  H.  P.,  driving  a  cotton-mill: 

RksvLr  OK  A  St Y E.N  Days'  Tmal  or  thi  Coixiss  Comfocxd  Engine 

AT  SorKsx  Mill. 

CommeQcio^  Oct.  I5ih.  and  endiog  Oct.  2ad,  1SS4. 
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ToUl 
fuel  fed 

to  fur- 
nace 
e^ch 
day. 

Cinders 
found 
at  end 
of  day 

Total 

Fuel 

used. 

Run- 
ning 
Time. 

Fuel 
used 

huur. 

775  76 
S03.13 
795.64 

852.82 
804.98 
862 . 36 

Indi- 
cated 
Horae- 
poHer. 

S 

Fuel 

per      Arer- 
hour      aire 
ucr  1.      Rev. 
H.  P. 

Wed.  Oct.  15  1884... 
Thur.   "      16     '•    ... 
Fri.       "      17     "    ... 
Sat.      *•      18     •*    .    . 
Mon.    "      20     •'    ... 
Tuc.     **      21      "    ... 
Wed.    *•      22     "    ... 

9965 
10068 

IOOI2 

8471 
10720 

IOI08 
10530 

863 

685 
730 
729 
742 
717 
455 

9102 

9383 

9282 

7742 

9978 

9391 
10075 

II  H.44M. 
II  ••  41* 
II  *•  40" 

9  *'  44" 
11    *  42** 

II  •*  40" 

II  *'  41" 

49S.93 
4<>6.37 

495.09 

483. So 

509.46 

504.24 

501  94 

499- 13 

1.55  56.96 
I. 61  57. 10 
1.60  57.08 
1.64  57.46 
1.67  56.84 
1.59  56.9^ 

I    71*57.17 

Totals  and   averages 
for  7  Days 

79H.  52M. 

812.38 

1 
1.62  57.10 

General  Summary  of  7  Days*  Trial  of  Nourse  Mill  Engine, 

Commencing  Oct.  15th,  and  ending  Oct.  22d,  1884. 

Fires  were  started  on  clean  grates  Wed.,  Oct.  1 5th,  1884. 
Wood  2903  lbs.     Equivalent  value  in  Coal  at  40 

percent., 1161  lbs» 

Coal  for  .starting  fires, 20782 

Coal  used  while  running, 43242 

Total  amount  of  fuel  fed  to  furnaces, 65185 

Deduct  cinders  found  at  end  of  run,  455  lbs.:  esti- 
mated at  80  per  cent,  value  of  new  coal,    .  364 

Total  fuel  used  during  the  seven  days,     ....       64821 
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Running  time, 79  H.  52  M. 

Fuel  per  hour, 8 11.62  lbs. 

Average  indicated  horse-power  from  636  cards,     .    499.13 

Fuel  per  hour  per  indicated  H.  P., 1.626  lbs. 

Average  revolutions  per  minute, 57.1 

Per  cent,  of  ash  and  clinker, 1 1.9 

The  results  of  a  series  of  trials  of  a  single-acting  compound 
engine,  as  given  in  the  following  table,  illustrate  well  the  .system 
and  the  conciseness  which  characterize  the  work  of  the  expert 
engineer,  as  well  as  the  efficiency  attainable  with  this  class  of 
engines  when  well  designed,  well  constructed,  and  operated 
under  favorable  conditions : 
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Steam  peu  Indicated  H.  P.  Single-acting  Compound  Engine. 
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The  engine  was  of  14  and  24  inches  diameter  of  cylinder, 
14  inches  stroke  of  piston,  and  unjacketed.  AH  steam  passing 
into  and  through  the  engine  was  weighed  and  measured.  Gauge- 
pressures  arc  given.  This  engine  is  usually  rated  at  150  H.  P. 
The  steam  was  probably  dry,  but  not  superheated. 

95.  Tabulated  Deductions  and  General  Conclusions 
from  engine-trials,  as  above  illustrated,  should  usually  be  pre- 
sented in  as  concise  and  legible  form  as  possible,  and  so  arranged 
as  to  make  it  easy  to  interpret  the  data  and  to  verify  the  results 
both  as  to  facts  and  reasoning.  Thus,  one  of  the  most  complete 
investigations  ever  made  in  this  field  was  that  of  Mr.  Willans 
on  the  efficiency  and  wastes  of  his  triple-expansion  engine.* 
He  describes  in  his  report  a  series  of  economy-trials,  non-con- 
densing, made  with  one  of  his  central-valve  engines,  with  one 
crank,  having  three  cylinders  in  line.  By  removing  one  or  both 
of  the  upper  pistons,  the  engine  could  be  easily  changed  into  a 
compound  or  into  a  simple  engine  at  pleasure. 

Check-trials  were  made  byMr.  MacFarlane  Gray,  Prof.  Ken- 
nedy, Mr.  Druitt  Halpin,  Professor  Unwin,  and  Mr.  Wilson 
Hartnell.  The  work  theoretically  due  from  a  given  quantity 
of  steam  at  given  pressure,  exhausting  into  the  atmosphere, 
was  first  considered. 

By  a  formula  of  Mr,  MacFarlane  Gray,  which  agreed  with 
the  less  simple  formulas  of  Rankine  and  Clausius,  the  weights 
of  steam  required  theoretically  per  indicated  horse-power  were 
ascertained. 

A  description  is  given  of  the  main  series  of  trials,  of  the  ap- 
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pliances  used,  and  of  the  means  taken  to  insure  accuracy.  The 
missing  quantity  of  feed-water  at  cut-off,  which,  in  the  simple 
engine-triais,  rose  from  1 1. 7  per  cent,  at  40  lbs.  absolute  pressure 
to  nearly  30  per  cent,  at  no  lbs.,  and  at  90  lbs.  was  24.8  per 
cent.,  was  at  90  lbs.  only  5  per  cent,  in  the  compound  triali,  In 
the  latter,  at  160  lbs.,  it  increased  to  17  per  cent.,  but  on  repeat- 
ing the  trial  with  triple  expansion,  it  fell  to  5.46  per  cent,  or  to 
+43  per  cent,  in  another  trial  not  included  in  the  table. 

The  compound  engine  must  always  give  a  smaller  diagram, 
considered  with  reference  to  the  steam  present  at  cut-off,  than 
a  simple  engine,  and  a  triple  a  smaller  diagram  than  a  compound 
engine.  But  even  at  80  lbs.  absolute,  the  compound  engine  had 
an  advantage,  not  only  from  reduced  initial  condensation,  but 
from  less  loss  from  clearance,  and  from  reduced  leakage.  These 
gains  became  more  apparent  with  increasing  wear.  The  greater 
surface  in  a  compound  engine  had  not  the  injurious  effect  some- 
times attributed  to  it,  and  the  author  showed  how  much  less  the 
theoretical  diagram  was  reduced  by  the  two  small  areas  taken 
out  of  it  in  a  compound  engine  than  by  the  single  large  area 
abstracted  in  a  simple  engine.  The  trials  completely  confirmed 
:.t:  view  that  the  compound  engine  owed  its  superiority  to  re- 
-i:ced  range  of  temperature.  At  the  unavoidably  low  pressures 
of  the  trial,  the  losses  due  to  the  added  passages,  etc.,  almost 
neutralized  the  saving  in  initial  condensation  ;  but  with  increased 
pressure — say  to  290  lbs.  absolute — there  would  be  considerable 
economy.  The  figures  of  these  trials  showed  that  the  loss  of 
pressure  due  to  passages  was  far  greater  with  high-  than  with 
low-pressure  steam,  and  that  pipes  and  passages  should  be  pro- 
portioned with  reference  to  the  weight  of  steam  passing,  and 
not  for  a  particular  velocity  merely. 

.■\fter  comparing  the  data  of  initial  condensation  in  cases 
where  the  density  of  steam,  the  area  of  exposed  surface,  and 
the  range  of  temperature  were  all  variables,  with  other  cases 
(I)  where  the  density  was  constant  and  (2)  where  the  surface 
was  constant,  the  author  concluded  that,  at  four  hundred  revo- 
lutions  perminute.  the  amount  of  initial  condensation  depended 
chiefly  on  the  range  of  temperature  in  the  cylinder,  and  not 
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upon  the  density  of  the  steam  or  upon  the  extent  of  surface, 
and  that  its  cause  was  probably  the  alternate  heating  and  cool- 
ing of  a  small  body  of  water  retained  in  the  cylinder.  The 
effi;ct  of  water  intentionally  introduced  into  the  air-cushion 
cylinder  showed  how  small  a  quantity  of  water  retained  in  the 
cylinder  would  account  for  the  effects  observed.  At  lower 
speeds,  surface  might  have  more  influence.  The  favorable 
economical  efTect  of  high  rotative  speed  was  very  apparent. 

Starting  with  40  indicated  horse-power,  130  lbs.  absolute 
pressure,  four  expansions,  and  a  consumption  of  20.75  lbs.  of 
water,  the  plan  of  varying  the  expansion,  as  compared  with 
throttling,  showed  a  gain  of  about  7  per  cent,  at  30  indicated 
horse-power,  but  of  a  very  small  percentage  when  below  half- 
power.  If  the  engine  had  an  ordinary  slide-valve,  the  greater 
friction,  added  to  irregular  motion,  would  probably  neutralize 
the  saving ;  while  if  the  engine  were  one  in  which  initial  conden- 
sation assumed  more  usual  proportions,  the  gain  would  be  prob- 
ably on  the  side  of  variable  pressure.  The  diagrams  showed 
that  the  missing  quantity  became  enormously  large  as  the  ex- 
pansion increased.  Judging  only  by  the  feed-water  accounted 
for  by  the  indicator,  the  automatic  engine  appeared  greatly 
the  more  economical,  but  actual  measurement  of  the  feed-walcr 
disproved  this.  The  position  of  the  automatic  engine  was  rela- 
tively more  favorable  when  simple  than  when  compound. 

The  tabulated  figures  are  given  on  page  349. 

M.  Delafond,  testing  a  single-cylinder  Corliss  engine,  built  at 
Creusot,  with  similar  care  and  thoroughness,  comes  to  the  fol- 
lowing conclusions  as  fairly  deducible  from  the  data  so  ob- 
tained :* 

(1)  The  efiective  work  is  equal  to 

T,=  -  a  +  fIT,: 

where  Ti  is  the  indicated  work;  but  the  coefficients  a  and  0  are 
not  absolutely  constant,  varying  with  the  pressure  of  steam. 


*  Esiais  Effectu6es  lur  u 
lSS4i  p.  60. 


;  Paris,  Dunnd,   EdUeur, 
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(2)  The  best  economy  was  measured  under  the  following 
conditions : 

With  condenser; 
"      jacket ; 

"     moderate  pressure ; 
"  "         expansion. 

In  the  best  cases,  the  expenditure  of  steam,  per  effective 
and  per  indicated  horse-power,  per  hour,  was  respectively  9^.50 
and  7^.75  (about  17  and  2i  pounds). 

(3)  The  steam-jacket  is  advantageous  for  high  ratio.s  of  ex- 
pansion and  high  pressures;  its  effect  decreases  with  reduced 
pressure  and  expansions,  and  becomes  insignificant  at  low 
pressures  and  small  ratios  of  expansion. 

(4)  Compression  is  useful  in   non-condensing  engines,  and 
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the  more  so  as  the  final  pressure  is  made  to  approximate  initial 
ste  a  m-pressure. 

(5)  The  best  results  were  obtained  in  these  cases  at  120  to 
170  I.  H.  P.  At  higher  powers  the  cost  in  steam  rapidly  rises. 
Above  175  horse-power,  the  condenser  is  of  no  advantage,  and 
high  compression  and  the  use  of  a  good  feed-water  heater  are 
advisable,* 

(6)  Initial  condensation  increases  with  increase  of  pressure. 
and  lessens  with  diminishing  expansion,  becoming  insignificant 
at  full-stroke.  The  jacket  reduces  this  loss ;  but  the  presence 
or  absence  of  the  condenser  has  no  effect,  this  cylinder  conden- 
sation being  a  result  of  expansion. 

(7)  The  cylinder  condensations  and  re-evaporations  are  of 
complex  character;  the  Jacket  increases  the  re-evaporation  ; 
pressure  of  j^  or  4J  atmospheres  gave  largest  evaporations. 

(8)  Moderate  pressures  are  best  ;t  as  they  give  small  initial 
condensation  and  considerable  re-evaporation. f 

(9)  High  piston-speed  and  the  use  of  steam  in  the  jacket  of 
higher  pressure  than  in  the  engine  are  advisable. 

(10)  Working  non-condensing  at  pressures  of  3Jto5jatmos- 
phercs,  with  small  expansion,  the  permanent  presence  of  water 
in  the  cylinder  could  not  be  detected. 

The  following  tables,  prepared  by  Mr.  Isherwood  from  the 
data  obtained  by  a  committee  of  the  Socidt^  Industrielle  de 
Mulhouse  at  a  scries  of  trials  of  a  condensing  compound 
engine,  illustrate  well  the  fulness  sometimes  considered  desira- 
ble in  such  cases.§  But  it  will  be  observed  that  even  here  such 
important  data  as  the  ratios  of  expansion,  release,  and  com- 
pression, and  the  quantity  of  cylinder  condensation  were  not 
obtained. 


*  This  conclusion  should,  in  Lhe  vienr  n(  ibe  Author,  be  ba<:cd  on  a  lin 
;eam-prc5Burc  {perhaps  lAfWc  75  lbs.  by  gauge). 

t  For  single  cylinder  or  simple  engines. 

t  The  Author  questions  lhe  logic  of  this  deduction. 

g  Bulletin  de  la  Soc.  Ind.  de  Mulhouse,  Jan. -Feb.  iSSo.  Journal  Fra 
niiiiute,  Oct.  1S85. 
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Pressure  on  piston  of  large  cylinder  at  commencement  of 
its  stroke,  in  pounds  per  square  inch  above  zero 

Pressure  on  piston  ot  large  cylinder  at  point  of  cutting 
off  the  steam,  in  pounds  per  square  men  above  zero — 

Pressure  on  piston  of  large  cylinder  at  the  end  of  its 
stroke,  in  pounds  per  square  inch  above  zero 

Mean  back-pressure  against  piston  of  large  cylinder  dur 
ing  Its  stroke,  in  pounds  per  square  incn  above  zero. . 

Back-pressure  against  piston  ot  large  cylinder  at  the 
point  where  the  cushioning  began,  in  pounds  per  square 
inch  above  zero 

Indicated  pressure  on  the  pistcm  of  the  large  cylinder,  in 
pounds  per  square  inch 

Net  pressure  on  the  piston  of  the  large  cylinder,  in 
pounds  per  square  inch 

Total  pressure,  in  pounds  per  square  inch  above  zero,  on 
the  annular  surface  of  the  piston  of  the  lai^  cylinder 
remaining  after  subtracting  from  the  area  of  that  pis- 
ton the  area  of  the  piston  of  the  small  cylinder 


Indicated  horses-power  developed  in  the  small  cylinder.. 

Net  horses-power  developed  in  the  small  cylinder 

Total  horse»-F>ower  developed  in  the  small  cylinder 

Total  horses-power  developed  in  the  small  cylinder  by 
the  expanded  steam  alone 

Indicated  horses-power  developed  in  the  large  cylinder. 

Net  horses-power  developed  in  the  large  cylinder 

Total  horses-power  developed  in  the  lar^e  cylinder  by 
the  annular  surface  of  its  piston  remainmg  after  sub- 
tracting from  the  area  of  that  piston  the  area  of  the 
piston  of  the  small  cylinder 

Total  horses-power  developed  in  the  large  cylinder  by 
the  expanded  steam  alone  

Aggregate  indicated  horses-power  developed  by  the 
engine  

Aggregate  net  horses-power  developed  by  the  engine... 

Aggregate  total  horsrs-power  developed  by  the  engine, 
exclusi\-e  of  cushioning 

Aggre^^ate  total  horses-power  developed  by  the  ex 
panded  steam  alone  in  both  cylinders  inclusive  of  cush 
ioning 

Horsei>-power  developed  by  the  engine  at  the  frictioa 
brake  applied  to  the  wheel  on  the  engine  shaft 

Per  centum  of  the  total  horses-power  developed  by  the 
engine  utilized  as  indicated  horses-power 

Per  centum  of  the  total  horses-power  developed  by  the 
engine  utilized  as  net  horses-power 

Per  centum  of  the  toinl  horses-power  developed  by  the 
engine  utilized  as  horses-power  at  the  friction  brake. . 

f  Number  of  (K>unds  of  fee<i -water  consumed  per  hour  per 

indicated  horse-power 

Number  ot  p«>unds  of  leed- water  consumed  per  hour  per 

net  horse-power     

Number  ot  ^jounds  of  feed-water  consumed  per  hour  per 

f^tal  h- »r>e-p. >wer  devcl«i{«d  by  the  engine 

Number  of  \^  unds  ot  feed-w^.^tcr  consumed  per  hour  per 

horM--p.>wrT  dev'r^ped  bv  the  engine  at  the  brake 

Number  >>f  Fahrenheit  units  of  heat  consumed  per  hour 

per  ini.^jc.irevi  h  •r'!«-p.>wer 

Number  ■  f  F.*hrenh ■■;:  unsts  of  heat  consumed  per  hour 

per  net  h  ^rse-p"Wcr    

Num^^er  v)f  Fahrenheit  units  of  heat  consumed  per  hour 

j^r  •••:.t!  hor%c-pt:>wer  Jevel:ip«»d  by  the  engine 

Numb  -    t  F.ihrenhei:  units  «'f  heat  consumed  per  hour 
l^      per  hor>e-p>jwer  developed  Dy  the  engine  at  the  brake. 
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3.0.. 87670 

66.06,71 
5.0.363s 
8)7.64.1 

S.sSjBjs 

30  4-B6.i 

41.64880. 

Number  of  pounds  ol  steam  condensed  per  hour  in  tbe 
small  cylinder  to  furht.b  the  heal  iransnuied  into  Ihe 

alone  iolhat  oylibder 

Sum  ol  -Jiic  two  immediately  preceding  quanii ties . 

Number  ol  pounds  ol  ileam  pnnKiiL  per  hour  id  the  large 

cylinder  at  tbe  end  of  the  stroke  ol  Iispision,  calculUea 

i 
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3 

i 

Number  ol  pounds  ol  neam  condenied'  per  bour  in  ±e 

oped  u.  tho«  cybDders  by  tbe  espanded  suam  alone 
aiier  the  closing  ot  the  cui-ofl  yatee  on  tbe  small  cylin 

Difference  in  pounds   per  hour,  between  (be  weighl  o 

atcDonieu  lor  by  Ihe  indicator  in  tbe  small  cylinder  a 
the  lKiini,uleuiiin([  off  the  steam  .,   

cylinder  SI  tbe  poini  of  culling  ofl  tbe  aieam 

DiSerenct  in  pounds  per  hour,  between  the  weight  o 

accounted  for  by  tbe  indicalot  in  (he  smalF  cylinder  a 
the  end  of  the  stroke  oliia  piston 

steam  accounted  for  by  the  indicator  In  ibe  small  cyl 

Inderal  the  end  of  tbe  stroke  ol  its  piston .     . 

walet  vaporised  in  the  boiler  'and  the  weigbt  of  siean 
accounted  lor  by  the  indicator  la  the  larjte  cylinder  a 

11 

|l 

1 

1 

Indicated  pressure,  in  pounds  per  square  inch,  that  would 
be  on  Ihe  piston  of  the  large  cylinder   were  the  Indi 

"vtden^tZfr^B'oftSea°^a°it'£es'^ll'to^ih»o 

the  immediately  above 

thai  would  b^  onlh^  p«ion  ol"ihe  lar^e  cylinder,  cor- 

Back-pressure,  in  pounds  per  M|uare  inch  aboTe  lero 
■  hat  would  be  against  tbe  pision  of  the  large  eyiindei 

L     J 
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PruBure  on  pitlon  of  large  cylinder  at  coniaiencenientof 

iiaiirokc.  in  pounds  pet  square  inch  aboTciero 

Pieauie  oo  piBiud  ul  fiirge  cylinder  at  point  ot  cutting 

Mean  bacK-ptetuire  againit  piitoo  of  large  cylinder  dur- 

Bi^£-p™L'?lE''ai^iC!°p'.lM'^S!™g™iyh^der^ibe 
point  where  iliecuabbning  began,  in  pauadt  pet  sqnaie 
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Net   preuute  on  Ihe   piiton  of   the   large  cyliniler.  in 

the  annular  surface  of  the  piston  of  the  large  cylinder 
remaining  alter  lubtracliae  from  the  areaof  i£at  piv 
ton  the  area  of  the  pintoa  of  Ihe  bbibII  cylinder  

Net  hooes-power  developed  in  the  small  cylinder 

Toul  hofiei-powet  .lev t loped  in  Ihe  small  cylinder 

Indicated  bonei-power  developed  in  the  iarge  cylinder. . 

Total  hDrsea-power  dcTcloped  in  the  large  cylinder  by 
Ibe  annular  lurfia  of  ■!>  pislon  remaining  afiersub- 
tracting  from  Ihe  area  of  llial  pislon  the  area  of  the 
piMonoftheaniaUcylinder  .. 

Total  horsei-power  develuped  in  the  large  cylinder  by 
the  expanded  HiMi  alone 

engine . 

AgEregate  total    hnnies-power   developed    by   ibe   « 
panifed  steam  alonelo  both  cylinder.  Inclusive  of  cush- 

brake  applied  In  the  wheel  en  Ihe  engine  diaf I 

Per  centum  of  the  total  horses-power  developed  by  Ihe 
engine  utiliied  as  indicated  horsei-poirer 

Per  centum  of  ihe  total  hoises-powcr  developed  bv  the 
engine  utiliied  ai  horiei-powet  at  tbe  fnction  brake. . 

Number  q(  unundi  of  Iceri-water  coniumed  per  hour  per 

Number  ol  pound!  of  (eedliraier  eonsiimed  per  hour  per 

Number  of  Fahrenheit  units  of  heal  conHimed  per  hour 

per  indicsied  heirtcpottcr , 

Number  of  Fihtvnheit  uniu  of  beat  consumed  per  hour 

N^^Mr  of  Fahn^nheil  units  of  heat  consum^  ^r  hour 

J 

^ 
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accounUd  for  by  the  indicator  in  the  tmair  cylinder  ■ 
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DiSerence  io  per  cnium  of  ibe  wdghi  ol  water  *iporiud 
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water  viporiied  in  tbe  boiler  «.d  the  weight  el  .lean 
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accounted  for  by  the  indicator  La  Ihe  large  cylinder  a 

the  end  of  iheilroke  of  iliptnea.. 
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■lean  accouniEd   lor  by  Ihe  indloitor  io  the  large  cyl 

sas 

c 

iaderailbeend  ol  the  slroke  of  ill  piilDQ  

lo.jntiSs 

fi.rfsis. 
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.  i 
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=6,66,363 
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that  would  be  anainst  the  piiiod  of  the  large  cylinder 
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6.98,05 
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3S4  BNCINE  AND  BOILER    TRIALS. 

This  engine  was  two-cylinder  compound,  the  cylinders  placet 
side  by  side,  an  independent  cut-off  slide  on  the  small  cylinder,* 
adjusted  by  a  loaded  governor,  but  with  no  cut-off  valve  on  the 
low-pressure  cylinder.  The  small  cylinder  was  jacketed  on  its 
sides  and  the  large  cylinder  haif-jacketed.  The  dimensions 
were  112  and  18.9  inches  {30  and  50  cm.),  and  rS.g  inches  (50 
cm.)  stroke  of  piston. 

In  the  table  the  "  indicated  "  power  is  that  shown  by  the 
diagrams;  the  "net"  power  is  the  indicated  power  less  that 
expended  in  overcoming  the  friction  of  the  engine  ;  the  "  total" 
power  is  that  shown  by  the  indicator,  including  that  expended 
in  overcoming  back-pressure  ;  i.e.,  it  is  given  by  the  diagram 
measured  down  to  the  perfect  vacuum  line,  and  is  the  total 
mechanical  effect  produced  by  the  fuel. 

A  trial  of  a  small  compound  engine  made  under  the  direction 
of  the  Council  of  the  Society  of  Arts,  to  determine  its  value  as 
a  motor  for  electric-lighting  purposes,  gave  the  following  data.* 
The  engine  was  of  5". 24  and  S'.gS  diameter  of  cylinder,  and  of 
14"  stroke  of  piston. 

The  data  obtained  from  the  log  of  the  second  trial  being 
plotted,  gave  a  graphical  representation  of  the  whole  c 
the  trial,  thus: 
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Tbst  of  a  Small  Compound  Engine. 
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Date 

Trial 
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Revolutloot  per  minute 

Mean  initial  preMure,  hi^h-preMure  cyl- 
inder   

Mean  ratio  of  expanaion 

Mean  effective  prescure,  higb-prewure 
cylinder      

Mean  effective  pressure,  low-pressure 
cylinder 


Indicated  H.  P.  effective  pressure,  high- 
pressure  cylinder 

Indicated  H.  P.  effective  pressure,  low- 
pressure  cylinder 
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Ai 

6.43  hours 

tull 

140.48 

176.6 


5a -93 
17. 56 


Indicated  H.  P.  Total. 
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Brake  load  net 

Mechanical  efficiency 

Indicated  H.  P.  in  driving  engine 

Boiler. 

Mean  boiler-pressure  (above  atmosphere) 

Atmospheric  pressure  for  the  day  

Boiter-pressure  (absolute) 

Temperature  of  boiler-steam 

Pounds  of  feed  used  per  hour 

indicated  H.  P. 

per  hour 

bralcc  H.  P.  per 

hour 

Mean  temperature  of  feed- water  in  tank. 
•*  **  before 

entering  coil 

Mean  temperature  of  feed>water  before 

entering  exhaust  feed -heater 

Temperature  of  chimney  gases  (Fahr.). . . 

Coal  per  hour 

•*     ••      "    per  indicated  H.  P 

*•     •*      **    per  brake  H.  P 

Pounds  of  water  per  pound  of  coal 
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306.35 
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U48.7] 

[30.38] 

[33.08] 
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115. 7 

355- 4' 

39.66 

X.79 
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11.30 
10.96 


31.56 


388.0 
18.95 
0.879 
9.61 


187.98 

14.8 

903.78 

382.9" 
4471 

90.74 

a3-59 
63.0 
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63.0 

304   4* 

40.70 
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33  as 
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19.33 


147.6 
9.76 
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96.79 

33-73 
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Distribution  of  Heat  Aj. 


Thermal 
Units. 

Percent- 
ages. 

Calorific  valtie  of  40. 7  Dounds  of  coal 

577,900 

100 

Heat  expended  in  heating  and  evaporating  water,  including 
heat  firiven  ud  by  srases  to  coil  in  chimney 

460,300 

40,700 

51.070 

15.450 

570 

9,810 

79.65 
7  OS 
8.85 
2  68 

Heat  expended  in  raising  temperature  of  furnace-gases 

Heat  lost  bv  radiation , 

Heat  lost  bv  imperfect  combustion 

Heat  exDended  in  evaporatine  moisture  in  coal 

n   TO 

Heat  lost  in  ash  and  otherwise  unaccounted  for 

1.67 

577,900 

100.00 
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3S6  ENGINE   AND   BOILER    TRIALS. 

Engine. — The  work  done,  21.55  indicated  h.  p.,  corresponds  I 
to  55,300  thermal  units  per  hour,  or  12.0  per  cent,  of  the  whole  1 
heat  taken  up  by  the  water.  The  efficiency  of  a  perfect  heat- 
engine  working  between  383°  and  2 1 2°  F.  would  be  0.205.  Such 
,  an  engine  receiving  the  same  amount  of  heat  as  the  Paxman 
engine,  namely,  460,300  thermal  units  per  hour,  would  turn  into 
work  93,200  thermal  units  per  hour.  The  actual  efficiency  of 
ihe  engine  therefore,  compared  with  such  a  perfect  engine,  is  59 
per  cent.  The  heat  received  by  the  engine  per  indicated  h.  p.  per 
hourwas  21,350  thermal  units.  The  brake  h.  p.  of  the  engine  was 
1 8.95  ■  its  mechanical  efficiency  was  therefore  87.9  per  cent.,  the 
indicated  h.  p.  expended  in  driving  the  engine  itself  being  2.61. 

Boiler  and  Engine. — The  combined  efficiency  of  the  furnace, 
boiler,  and  engine,  as  represented  by  the  consumption  of  fuel 
per  horse-power,  works  out  to  9.6  per  cent.,  55,300  thermal  units 
being  turned  Into  work  per  hour,  with  an  expenditure  of  fuel 
having  a  value  of  577,900  thermal  units.  The  coal  used  per 
indicated  h.  p.  per  hour  was  1.89  pounds,  and  per  brake  h.  p. 
per  hour  2.15  pounds. 

Steam  per  Indicator-cards. — The  amount  of  steam  shown  by 
the  indicator-diagrams  (Figs.  18  and  ig)  was  as  below : 

wciehed  ^cd-waier. 

Sleam  in  h.  p.  cylinder  at  a  pressure  of  ijo  lbs.  per  square 
inch  hIiovc  the  almospherE,  which  corrrspuiids  lo  a  point 
at  o.3q  of  the  stroke,  a  litlle  after  cut-ofl  in  all  cases 65.0 

Sicam  in  I.  p.  cylinder  ai  a  pressure  of  lo  lbs.  per  square 
inch  above  the  atmosphere,  which  corresponds  10  a  point 
ato.6j  of  the  stroke,  well  before  release  in  all  cases 78. B 

f  96.  Examples  of  Trials  of  Portable  Engrines  are,  perhaps, 
best  found  in  the  annual  reports  of  the  competitive  tests  of 
such  engines  at  the  various  agricultural  exhibitions,  where  they 
.are  most  frequently  seen  and  subjected  to  trial.  These  trials 
are  of  peculiar  interest,  as  exhibiting  the  fact  that  even  the 
smallest  engines  may.  by  skilful  design,  construction,  and  man- 
agement, be  made  to  give  admirable  economy.  The  following 
are  the  data  and  tlie  results  reported  at  Newcastle,  G.  B.,  by 
the  commitlee  of  judges,  aided  by  Messrs,  Sir  Frederick 
Bramwell  and  \V.  Anderson  :  * 

*  Journal  Agricult.  Sac,  of  England,  vol.  xxiii,  16B7, 
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97.  The  General  Conclusions  deducible  from  this  remark- 
ably full  and  accurate  collection  of  data  are  correspondingly 
interesting  and  important.  Classifying  the  data,  computing 
the  quantities  of  heat,  and  constructing  a  balance-sheet,  the 
following  table  was  obtained  as  illustrating  the  operation  of  the 
prize  engine  No.  3125  : 
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phere  for  its  reception,  gives  a  further  amount  of  loss  =  6-34 
per  cent.,  which  is  preventable.  In  the  case  of  this  engine.  No. 
3125,  we  have  an  excess  of  air  weighing  12.31  !bs.  for  each  lb.  of 
fuel  burnt,  being  practically  equal  to  the  air  which  is  theoreti- 
cally needed, — while  in  engine  No.  31 14  the  excess  was  only 
1.67  lbs.,  and  in  engine  No.  3113,  4.02  lbs.  It  is  clear,  there- 
fore, that  if  3125  had  been  worked  with  no  greater  excess  than 
31 14,  the  6.34  per  cent,  of  loss  of  item  6  would  have  been  re- 
duced by  5,49  per  cent.,  leaving  only  .85  per  cent. 

Analysis  by  Messrs.  Pattinson  and  Stead,  Middlesbrough,  of 
Powell-Duffryn' s  Coal  used  at  the  Newcastle  Trials. 
Samples  were  collected  at   intervals  during  the  trials,  ana 
the  coal  analyzed  was  an  average  of  these: 
Carbon,      .     .     .  88.40  available 
Hydrogen,      .     .     3.65  —  0.32      =  3.33H 
Oxygen,     .     .     .     2.55  =  0.32H  =  2.8711,0  (water) 
Nitrogen,  .     .     .     O.64 
Sulphur,     .     .     .     0.76  =  1.36  per  cent,  pyrites 

Ash 3. '7 

Water,  ....     0.83 

100.00 

Sulphur  in  ash,  .     O.04 


Calorific  value  in  British  Thermo!  Units. 
Carbon,     .     .     .884    X  '4.544  units  =  12,856  units 
Hydrogen,     .     .0333x61.200      "     =    2,037       " 
Pyrites  estimated  at 47       " 

Total  per  one  pound  of  coal,  .  .  14.930  units 
Weight  of  air  required  to  burn  one  pound  of  coal,  11.38  lbs. 
98.  Trials  of  Locomotive  Engines  are  more  difficult  of 
prosecution  than  are  those  of  any  other  class  of  steam- 
engine.  The  conditions  of  its  operation  are  such  that  it  is  verj- 
difficult  to  secure  measurements  of  coal  and  of  water  consump- 
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tion,  exceedingly  difficult  to  obtain  a  good  arrangement  for 
taking  indicator-diagrams,  and  next  to  impossible  to  determine 
the  quality  of  steam  made  while  in  regular  work.  It  is  com- 
monly expected  that  the  engineer  conducting  the  trials  will 
report  on  the  following  points: 

(i)  The  dimensions  of  the  engines,  as  to  diameter  of  cylin- 
der, stroke,  diameter  of  boilers,  exhaust-nozzles,  etc. 

(2)  Their  weight  and  the  distribution  upon  driving-wheels. 

(3)  The  weight  of  the  train  hnulcd. 

(4)  The  weight  of  coal  consumed  in  hauling  the  same  train 
o%'er  the  same  route  by  each  engine. 

15)  The  quantity  of  water  evaporated  by  each  engine  in 
doing  the  work. 

(6)  The  relative  amounts  of  smoke  and  cinders  which  es- 
caped from  the  smoke-stacks. 

(7)  The  temperature  of  the  gases  escaping, 

(8)  The  tractive  resistance  of  the  train  at  the  same  places 
as  indicated  by  a  dynamometer  during  the  trips  of  each  engine. 

19)  The  pressure  of  steam  in  the  cylinders  of  the  several 
engines,  as  shown  by  indicator-diagrams,  the  pressure  indicated 
in  the  boilers  being  recorded  at  the  same  time. 

(10)  The  time  occupied  in  making  each  trip  and  between 
points,  which  should  be  as  nearly  uniform  as  possible. 

(I  i)  The  temperature  of  the  air  at  starting,  in  the  middle, 
and  at  the  end  of  each  trip. 

(12)  The  temperature  of  the  water  in  the  tenders. 

Such  trials  should  usually  be  made  as  nearly  as  possible 
under  the  ordinary  conditions  of  evcry-day  work. 

The  engines  are  weighed  in  working  trim,  with  steam  up 
and  ready  to  start,  and  also  with  steam  off  and  water  blown  out, 
Ttie  coal  is  weighed  by  taking  the  weight  of  tender  empty  and 
loaded,  and  noting  the  difference  in  weight  as  that  of  coal  con- 
sumed on  the  run,  returning  the  balance  at  its  end.  The  water 
is  commonly  measured  by  using  a  float  in  the  tank,  the  rise 
and  fall  of  which,  and  the  area  of  water-surface,  being  known, 
the  volume  and  weight  of  water  become  easily  determinable. 
The  water  may  also  be  weighed,  as  well  as  the  coal.     The  rela- 
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live  quantities  of  smoke  and  cinder  ejected  can  only  be  esti- 
mated from  observation.  The  engine  should  be  given  a  pre- 
liminary provisional  trial  to  see  that  everything  is  in  working 
order. 

The  following  Is  an  abstract  of  a  good  example  of  a  report 
describing  work  of  this  kind  under  the  direction  of  Mr.  Leavitt, 
the  trial  being  conducted  by  Professor  Coon : 

The  object  of  these  tests  was  to  determine  the  relative 
efficiency  of  Strong's  locomotive  boiler  and  cylinder  and  valve 
gear,  and  their  ease  of  working  and  liability  to  derangement, 
as  compared  with  the  best  type  of  American  locomotive  in 
common  practice  at  the  present  time.  To  this  end  three 
locomotives  were  tested,  viz. :  Engine  No.  444,  fitted  with 
Strong's  twin-furnace  boiler  and  a  four-valve  cylinder  and  valve 
gear;  engine  No,  383,  having  an  ordinary  straight-top  boiler, 
with  fire-box  over  instead  of  between  the  frames,  anthracite- 
coal  grates,  and  fitted  with  cylinder  and  valve  gear  similar  to 
No,  444  ;  engine  No.  357,  having  an  ordinary  boiler  similar  to 
that  on  engine  No.  383,  save  that  it  has  a  "wagon  top"  of 
eight  inches,  and  the  link-motion  common  in  American  prac- 
tice, with  plain  slide-valves  having  a  good  balancing  device. 

The  leading  particulars  of  the  three  locomotives  are  as  fol- 
lows : 
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All  the  locomotives  were  subjected  to  exactly  the  same  work, 
under  similar  conditions.  The  route  was  a  continuous  succes 
sion  of  curves  as  sharp  as  14  degrees,  and  grades  as  steep  as  96 
feet  per  mile. 

The  water  supplied  to  the  tender  on  each  trip  was  gauged 
as  follows:  On  each  side  of  the  tender,  and  at  the  centre  of 
gravity  of  the  water  space,  long  glass  gauges,  the  height  of  the 
tender,  were  attached,  with  a  blank  wooden  scale  behind.  The 
tender  was  filled  nearly  full  of  water  and  placed  on  the  track 
scales,  the  height  of  water  in  the  glass  gauges  being  marked  on 
the  scale.  These  were  the  o  marks.  The  water  was  then 
drawn  off  five  cwt.  at  a  time  {560  pounds),  and  corresponding 
marks  made  on  the  scale,  each  division  thus  representing  560 
pounds  of  water.  The  readings  of  both  scales  were  taken 
immediately  before  and  after  taking  water,  and  at  the  end  of 
the  run.  The  same  tender  (tiiat  of  engine  No.  444)  was  used 
on  all  the  trials,  without  alteration. 

All  the  coal  for  each  run  was  weighed  in  barrows  on  a  plat- 
form scale,  and  any  coal  remaining  in  the  tender  at  the  end  of 
the  run  was  deducted  from  the  original  amount,  it  also  being 
weighed.  At  the  beginning  of  each  run,  before  any  coal  was 
chained  to  the  experiment,  the  engine  was  allowed  to  start 
with  a  uniformly  good  fire.  It  was  not  practicable  to  get  the 
weight  of  the  ashes. 

The  boiler-pressure  was  taken  at   five-minute  intervals  on 


The  temperature  of  the  feed-water  at  the  three  tanks  where 
water  was  taken  did  not  vary  half  a  degree  from  64.3°  F. 
throughout  the  trials. 

Engine  No.  357  has  a  boiler  feed-pump  attached  to  one 
cross-head,  any  deficiency  of  water  being  supplied  by  an  injector. 
Engines  Nos.  444  and  3*83  were  supplied  with  water  solely  by 
injectors. 

All  indicator-cards  were  taken  on  up-grade.  Two  observers 
took  simultaneous  cards  from  each  end  of  both  cylinders,  while 
a  third,  in  the  cab,  noted  the  st;:am -pressure,  position  of  throttle- 
lever  and  reverse-lever,  the  exact   time  the  cards  were  taken. 
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and  the  exact  time  of  passing  the  mile-posts,  and  the  time  of 
stopping  and  starting  at  stations. 

The  indicator-rig,  for  reducing  the  piston-motion  for  the 
indicator-barrel,  was  a  modified  true  pantagraph  motion.  The 
■Strings  used  were  hard-braided  linen,  about  8  inches  long. 
Cards  taken  at  60  miles  per  hour  are  not  more  than  .03  inch 
longer  than  those  taken  at  one  mile  per  hour.  No  wind-shields 
were  used,  and  not  the  slightest  difficulty  was  experienced  in 
taking  accurate  cards  at  over  60  miles  per  hour.    • 

Through  the  courtesy  of  the  Pennsylvania  Railroad,  their 
dynamometer  car  was  used. 

Attention  is  invited  to  the  tables  of  coal  consumed  and 
-water  evaporated.  On  the  first  four  trips  with  Engine  444 
some  journals  on  the  front  truck  heated,  and  on  the  third  trip  a 
main  crank-pin  heated,  so  that  a  helper  was  considered  desir- 
able. Subsequently  no  parts  warmed  at  all  on  any  of  the 
engines. 

If  the  consumption  of  coal  of  the  three  locomotives  be  com- 
pared, each  on  two  trips  when  they  were  using  the  same  grade 
of  coal,  to  wit :  Locomotive  No.  444,  on  trips  No.  4  and  No. 
10 ;  locomotive  No.  383,  on  trips  No.  8  and  No.  14 ;  and  loco- 
motive No.  357,  on  trips  No.  12  and  No.  13, — it  gives  the  average 
for  the  three  respectively,  as  follows : 

Average  for  engine  No.  444,  .     .     6,537  pounds  coal 

"     383,  .     .     7,441 
"     357,  •     .     8,087 

— which  is  a  difference  of  646  pounds  between  Nos.  383  and  357, 
or  an  advantage  of  8.7  per  cent,  in  favor  of  engine  No.  383, 
and  a  difference  of  1550  pounds  between  Nos.  444  and  357,  or 
an  advantage  of  23.7  per  cent,  in  favor  of  No.  444.  It  is  also 
to  be  borne  in  mind  that  engine  No.  357  has  2  square  feet 
more  grate  area  and  nearly  200  square  feet  more  heating-sur- 
face and  much  better  steam  room  than  No.  383.  With  equal 
boilers  there  would  be  still  greater  difference  in  the  coal.  In 
support  of  this,  compare  the  two  runs  of  engme  No.  383  on 
May  2  and  May  10,  and  engine  No.  357  on  May  7  and  May  9, 
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In  the  following  table,  column  i  gives  the  per  cent,  which 
the  weight  of  engine  and  tender  is  of  the  weight  of  the  train, 
while  column  2  gives  the  per  cent,  which  traction  due  to  engine 
and  tender  is  of  traction  due  to  train  : 

Sugar  Notch  to  Fairview,  May  I9, 69.6         80.0 

"20 50.0         54.0 

Mauch  Chunk  to  Penn  Haven  Junction,  May  19,  42.5  63.0 
Penn  Haven  Junction  to  White  Haven,  May  I9,  42.5  62.9 
White  Haven  to  Glen  Summit,  May  19,     .     .     .     42,5         45.1 

Strain-diagram  A  fairly  represents  the  action  of  this  loco- 
motive. The  portion  shown  was  taken  on  a  96-foot  grade  and 
on  a  icwJcgree  curve,  and  at  a  speed  of  13.1  miles  per  hour, 
when  the  locomotive  was  working  at  its  best.  Strain-diagram 
B  is  a  portion  of  that  taken  on  May  20,  with  engine  No.  444. 
the  portion  shown  being  taken  at  precisely  the  same  portion  of 
tlie  road  as  diagram  A.  viz.:  on  g6-foot  grade  and  10-degree 
curve,  but  at  a  speed  of  27.2  miles  per  hour.  The  revolutions 
of  the  drivers  of  engine  No.  82  can  be  accurately  taken  from 
the  strain-diagram,  every  cusp  on  either  side  of  the  curve  repre- 
senting a  revolution. 

It  is  obvious  from  this  diagram  (A)  that  one  end  of  one 
cylinder  was  doing  more  work  than  the  other  end  of  the  other 
cylinder.  Hence  the  great  oscillations  in  the  diagram.  It  is 
also  to  be  noted  that  the  train,  as  a  whole,  had  its  rate  of  oscil- 
lation about  every  six  or  seven  revolutions  of  the  drivers. 

Speed  of  trains: 
*^  Miles  per  Hour. 

Engine  No.  82, 13.1 

Engine  No.  444 27.2 

Net  tractive  force  at  time  diagrams  A  and  B  were  taken : 

Pounds. 

For  engine  No.  82, 'S-097 

For  engine  No.  444, 8,718 

Resistance  or  tractive  force,  in  pounds,  per  long  ton  : 

For  engine  No.  82  {diagram  A) ^3.5 

For  engine  No.  444  (^diagram  Bj, jo.i 
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Cylinders,  20  in.  x  26  in.;  drivers,  50  in.  diameter;  weight 
of  train,  281.7  long  tons;  96-foot  grade;  lodegree  curve; 
speed,  1 3. 1  miles  per  hour;  net  horse-power,  5274 ;  net  tractive 
force,  15,097  pounds;  tractive  force  per  ton,  53.5  pounds. 
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Skwed  of  trmin  13.1  mflee  per  hour. 

Fig.  12a. — Strain-diagram  **A/^  Locomotive  No.  82. 

Weight  of  train,  147  long  tons ;  96-foot  grade ;  lo-degree 
curve ;  speed,  27.2  miles  per  hour ;  indicated  horse-power,  952.4 ; 
net  horse-power,  632.3;  net  tractive  force,  8718  pounds;  trac- 
tive force  per  ton,  50.1  pounds. 
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BjpeeA.  of  train  27.2  miles  per  hoar. 
Fig.  123. — Strain-diagram  **  B,"  Locomotive  No.  44^. 

For  the  above  strain-diagrams,  A  and  B,  the  net  horse-power^ 
due  to  tractive  force  of  15,097  pounds  and  8718  pounds  for  the 
respective  speeds  are :  For  engine  No.  82,  net  horse-power, 
5274.;  for  engine  No.  444,  net  horse-power,  632.3 ;  or  the  net 
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horse-power  of  engine  No.  82  was  834  per  cent,  of  net  horse- 
power  of  engine  No.  444. 

The  indicated  horse-power  at  the  time  diagram  B  was  taken 
is  as  follows : 

Mean  effective  pressures,  in  pounds,  per  square  inch : 

P.  R.  End.     From  End. 

Right-hand  cylinder 88.64  85.84 

Left-hand  "  . 90.21  824S 

Total, 178.85  168.32 

Indicated  horse-power,  P.  R.  end, 484.3 

front    " 468.1 


<(  « 


Total  indicated  horse-power, 9524 

Horse-power  due  to  traction  of  No.  444  engine  and  tender, 
952.4  —  632.3  =  320.1.  Per  cent,  which  traction  of  No.  444 
•engine  and  tender  was  of  traction  of  train,  50.6  per  cent.  Per 
•cent,  which  weight  of  No.  444  engine  and  tender  was  of  weight 
of  train,  50.0  per  cent. 

As  the  weight  of  train  drawn  by  engine  No.  444  was  in  part 
estimated,  it  is  probably  not  correct  within  0.6  per  cent.  The 
weight  of  train  drawn  by  engine  No.  82  was  obtained  exactly. 

The  following  is  a  r^sum^  of  experiments  on  locomotives, 
made  by  M.  Mari^,  engineer  of  the  Paris  and  Lyons  Railroad, 
on  the  heavy  grades  leading  to  the  Mont  Cenis  Tunnel,  which 
may  be  compared  with  the  preceding : 

Water  evaporated  by  pound  of  coal,     ....  8.88 

Consumption  of  coal  per  indicated  horse-power,  2.88 

*'    effective            "           .  3.27 

Average  speed  per  hour  during  trials,  ....  17.04 

Efficiency  of  boiler, 65  per  cent. 

Efficiency  of  engine,  as  compared  to 
"  perfect"  engine  working  under  the 

same  range  of  temperatures,     •     •     .      53  '* 


Dimensions  of  Locomotive, 
Cylinders,  2iJ-x  26  in.  stroke.     Drivers,  495  in.  diani. 

Healing-surfacc^firc-box, 104  sq.  ft. 

— tubes 2,045      " 

Total 2,149  sq,  ft. 

Grate  area 23.4      " 

Weight  of  engine  and  train 366,474  lbs. 

The  coal  was  of  good  quality,  yielding  14,600  British  thermal 
units  when  burnt  in  oxygen.  The  amount  of  ash  was  6.5  per 
cent.,  and  the  coal  contained  1  per  cent,  of  moisture.  The 
average  point  of  cut-oil  during  the  experiments  was  at  ig  per 
cent,  of  the  stroke. 

99.  The  Several  Results  and  Conclusions  to  be  derived 
from  these,  as  fiom  locomotive-trials  generally,  arc  very  obvi- 
ous. The  comparatively  small  quantity  evaporated  by  the  fuel 
is  evidence  that  the  necessarily  large  amount  of  work  demanded 
of  the  locomotive  boiler  is  obtained  at  great  sacrifice  of  effi- 
ciency.  Much  larger  figures  than  those  above  given  are  often 
<}uoled,  as,  for  example,  in  the  French  report  referred  to  above  ; 
but  it  is  probably  generally  the  fact  that  some  priming  has 
produced  a  misleading  result.*  The  second  important  matter 
is  the  consumption  of  water,  an  especially  serious  item  in  the 
performance  of  locomotives.  In  the  trials  above  detailed,  the 
weight  of  water  used  ranged  from  34  1040  pounds  per  I.  H.  P. 
per  hour.  The  latter  is  a  fair  result ;  the  former  is  remarkably 
good.  The  coal  account  gives  from  3  to  5  pounds  per  I.  H.  V. 
per  hour.  Four  pounds  seems  to  be  a  good  average  amount. 
Little  need  be  added  to  what  has  already  been  said  in  reference 
to  the  data  and  the  deductions  from  the  dynamometer  records. 
The  traction  ranged,  in  the  case  given,  in  the  neighborhood  of  50 
pounds  per  ton,  or  about  2.3  per  cent. ;  and  the  power  exerted 
was  from  600  to  nearly  looo  horse-power. 

The  results  reported  from  the  French  trials  quoted  are  re- 

*See  Clarke's  Manual,  p.  799. 
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miirkablyand  exceptionally  excellent.  Later  constructions  of 
compound  locomotives,  only,  have  rivalled  them.  It  will  be 
noted  that  tlie  boiler  had  very  high  efficiency,  65  per  cent.,  and 
that  the  engine  had  a  total  efficiency  above  one-half  that  of 
the  ideal,  perfect,  engine  operating  under  similar  external  con- 
ditions. 

The  general  results  of  comparisons  of  performance  of  simple 
and  compound  locomotive  engines  show  an  evident  gain  by  the 
latter,  to  the  extent  of  from  15  to  20  percent.,  in  fuel  and 
steam  consumption  ;  which  gain  is  often  partly  compensated  by 
a  iiomewhat  greater  consumption  of  oil.  The  saving  in  coal  con- 
sumed is  often  less  than  thai  of  steam  used  ;  the  two  quantities 
being,  in  some  reported  cases,  15  and  20  per  cent,  respectively. 
The  pressure  of  steam  adopted  in  these  comparisons  is  com- 
monly 10  to  13  atmospheres. 

100.  Trials  of  Marine  Engines  are  conducted  under  some- 
what more  favorable  conditions  than  attend  trials  of  locomo- 
tives, but  they  are  also  to  some  extent  embarrassed  by  the 
peculiai-  surroundings  of  the  motor  apparatus.  Some  of  the 
most  interesting  and  fruitful  investigations  ever  made  have,  not- 
withstanding these  difficulties,  been  made  in  this  direction. 
The  now  well-known  trial.'!  of  the  U.  S.  R.  M.  steamers,  designed 
by  Mr.  Emery,  are  examples  of  such,  and  their  reported  per- 
formance is  here  presented.* 

The  "  Rush,"  the  "  Dexter,"  and  the  "Dallas"  are  similar 
as  respects  the  hulls,  the  screws,  and  the  boilers;  but  the 
engines  are  different :  that  of  the  "  Rush"  being  compound  ; 
that  of  the  "  Dexter,"  high-pressure  conden.sing;  and  that  of 
the  "Dallas."  low-pressure  condensing,  The  vessels  are  each 
129^  feet  between  perpendiculars  at  water-line,  23  feet  extreme 
breadth  of  beam,  and  10  feet  depth  of  hold.  The  draught  of 
water  aft  is  about  8  feet  10  inches.  The  hulls  are  of  wood. 
One  of  the  vessels  averaged  upward  of  eleven  nautical  miles 
per  hour  for  six  consecutive  hours  on  her  trial  trip,  and  neither 
of  them  averaged  less  than  ten  knots. 

Each  vessel  has  one  boiler  1 1   feet  wide  on  base  and  g  feet 
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high,  three  furnaces  in  each  boiler,  located  between  water-legs. 
The  products  of  combustion  return  through  tubes  within  the 
shell.  The  boiler  of  the  "  Dallas,"  designed  for  low-pressure 
steam,  is  13  feel  9  inches  long.  The  boilers  of  the  two  other 
vessels  were  designed  for  high-pressure  steam,  and  are  each  12 
feet  long.  The  steam-chimney  is  connected  to  tlje  boiler  by  a 
large  lube.  The  boiler  of  the  "  Dallas"  has  160  tubes,  3  j  inches 
in  diameter  and  9  feet  3  inches  long.  The  boilers  of  the  two 
other  vessels  have  each  158  tubes,  3^  inches  in  diameter  and  9 
feet  8  inches  long. 

The  "  Rush"  is  propelled  by  a  compound  engine,  with  ver- 
tical cylinders  and  intermediate  receiver,  the  pistons  being 
separately  connected  to  cranks  at  right  angles.  The  cylinders 
are  steam-jacketed,  felted,  and  lagged,  and  are,  respectively,  24 
and  38  inches  in  diameter,  with  27  inches  stroke  of  piston.  The 
sttam  is  distributed  to  the  high-pressure  cylinder  by  a  short 
slide-valve  with  cut-off  plates  sliding  on  the  back.  The  distribu- 
tion of  steam  to  the  low-pressure  cylinder  is  effected  by  means 
of  a  double-ported  slide-valve  with  lap  proportioned  to  cut  off 
ihe  steam  at  about  half-stroke.  The  surface  condenser  contains 
900  square  feet  of  condensing-surface.  The  air-pump  is  oper- 
ated from  the  cross-head  of  the  low-pressure  engine.  The  cir- 
culating-pump is  of  the  centrifugal  type,  operated  by  a  small 
I  engine,  directly  connected.  The  screw  is  8  feet  9  inches  in  di- 
ameter, with  mean  pitch  of  14J  feet.  The  engine  was  intended 
to  be  operated  regularly  with  a  steam-pressure  of  80  pounds, 
but  during  the  trials,  hereafter  referred  to,  it  was  reduced  to 
correspond  to  the  pressure  carried  on  the  trial  of  the 
"  Dexter." 

The  "  Dexter"  is  of  the  inverted  type,  with  a  single  cylin- 
der 26  inches  in  diameter  and  36  inches  stroke  of  piston.  The 
cylinder  is  not  jacketed.  Steam  is  distributed  by  a  short  slide- 
valve,  with  adjustable  cut-off  plates.  The  condenser  is  located 
outside  the  frame,  but  it  and  the  pumps  are  duplicatesof  those 
in  the  "  Rush."  The  engine  and  boiler  are  designed  to  be  op- 
erated with  a  maximum  steam-pressure  of  70  pounds. 

The  ■'  Dallas"  is  of  the  inverted  type,  with  a  single  cylinder 
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36  inches  in  diameter,  with  30  inches  stroke  of  piston.  The 
cylinder  is  not  steam-jacketed,  but  is  covered  with  non-conduct- 
ing composition  and  lagged.  Steam  is  distributed  by  a  short 
slide-valve,  with  adjustable  cut-off  plates.  The  surface  condens- 
er is  located  under  starboard  frames,  and  has  the  same  con- 
densing surface  as  those  in  the  other  vessels.  The  air-  and  cir- 
culating-pumps are  also  substantially  the  same.  The  engine 
and  boiler  are  designed  to  be  operated  with  a  maximum  steam- 
pressure  of  40  pounds. 

The  experiments  were  made  with  the  vessel  secured  to  the 
wharf. 

The  coal  was  broken  on  the  wharf  to  proper  size  (the  vessel's 
bunkers  liaving  been  closed  and  sealed)  and  tilled  into  bags  to 
a  certain  weiglit 

The  bags  were  sent  on  board,  as  ordered  by  the  engineer 
on  watch,  he  making  record  of  the  number  of  bags  and  the 
time  of  receipt ;  a  similar  record  being  made  by  one  of  the 
men  on  the  wharf.  At  the  end  of  the  hour  the  number  of 
bags  on  the  fire  was  reported  and  entered  in  the  appropriate 
column.  The  asiics  were  measured  into  buckets,  of  whicli  the 
mean  weight  was  ascertained  and  tallied  as  they  were  hoisted 
out. 

The  feed-water  was  measured  before  its  return  to  the  boiler ; 
for  this  purpose  a  tank  of  boiler-plate  was  constructed,  having 
a  plate  dividing  it  vertically  into  two  equal  parts.  In  the  upper 
edge  of  the  plate  was  cut  a  notch  eight  inches  long,  by  which 
the  height  to  which  each  half  of  the  tank  could  be  filled  was 
determined.  The  mean  of  the  weight  of  water  in  the  half- 
tanks  was  1 129J  pounds,  at  a  temperature  of  72°  Fahrenheit. 
In  the  computations  for  each  experiment,  the  weight  of  water 
is  reduced  to  correspond  with  mean  temperature. 

One  of  the  feed-pumps  was  disconnected  from  the  check-feed 
valve,  and  its  discharge-pipe  led  to  a  receiving-tank  placed  over 
the  two  halves  of  the  measuring-tank,  into  which  this  pump 
forced  the  water  from  the  hot-well.  The  receiving-tank  had 
two  cocks,  one  over  each  half-tank,  so  that  either  could  be  filled 
from  it  at  will. 
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The  Other  feed-pump  had  its  suction-pipe  detached  from  ihe 
hot-well  and  connected  with  the  bottoms  of  the  two  half-tanks, 
through  a  cock  on  each,  so  that  the  contents  of  either  could  be 
drawn  out  and  discharged. 

The  method  of  measiiringthewaterwasas  follows:  One  side 
having  been  filled,  the  cock  above  it  on  the  receiving-tank  was 
closed  and  the  other  over  the  empty  half  opened.  When  the 
water  in  the  full  one  had  settled  to  the  edge  of  the  notch,  its 
cock  in  the  feed-pipe  was  opened  and  the  contents  pumped  into 
the  boiler  (care  being  taken  to  empty  one  in  less  time  than  it 
required  to  fill  the  other) ;  when  empty,  its  feed-cock  was  closed. 
When  the  water  in  the  tank  reached  within  a  few  inches  of  the 
notch,  a  gong  in  the  engine-room  was  sounded  to  call  attention, 
and  when  it  reached  the  notch  the  gong  was  struck  twice;  at 
this  instant  the  assistant  engineer  in  the  engint-room  noted 
the  reading  of  the  counter,  and  an  attendant  in  the  fire-room 
noted  and  reported  the  height  of  water  in  the  glass  gauge  on 
the  boiler,  as  shown  by  a  scale  secured  to  it.  The  attendant 
at  the  tank  also  noted  the  time  of  filling,  and  the  temperature 
when  half  emptied. 

By  this  system  of  checks  all  errors  of  record  could  be  de- 
tected, and  it  was  possible  to  preserve  and  utilize  any  continu- 
ous run  which  came  to  an  end  through  derangement  of  the 
engine.  All  parts  of  the  tanks,  pipes,  and  cocks  were  plainly 
visible  to  the  eye,  and  had  any  leaks  occurred  therein  they  must 
have  been  detected. 

A  number  of  indicators  were  tested  with  steam  before  the 
trials,  and  a  pair  selected  correct  by  a  standard  gauge.  Indi- 
cator-diagrams were  taken  every  twenty  minutes,  and  the  data 
for  the  columns  of  the  log,  except  coal  and  ashes,  every  half 
hour. 

It  was  ascertained  that  the  pistons  were  tight  by  removing 
the  cylinder-covers  and  letting  on  full  steam-pressure. 

During  the  first  and  principal  experiments  with  each  vessel 
the  boilers  were  worked  at  their  maximum  power  with  natural 
draught  at  the  dock,  the  fires  cleaned  regularly,  and  the  cut-offs 
adjusted  to  carry  a  steam-pressure  of  about  70  pounds  during 
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trial  of  the  "  Rush"  and  "  Dexter,"  and  about  35  pounds  dur- 
ing that  of  the  "  Dallas." 

At  the  conclusion  of  the  principal  experiments  on  each  ves- 
sel, shorter  experiments  were  made  to  determine  the  effect  of 
varying  the  degree  of  expansion  at  the  approximate  steam- 
pressures  of  70  and  40  pounds.  In  the  case  of  the  "  Dexter" 
the  cut-off  was  shortened  for  one  experiment  as  much  as  the 
gear  provided  would  permit :  and  for  this  vessel,  as  well  as  (or 
the  "  Dallas,"  the  cut-off  was  gradually  lengthened,  during  other 
experiments,  as  far  as  the  boiler  would  supply  steam. 

The  long  runs  having  demonstrated  the  evaporative  quali- 
ties  of  the  boilers,  record  was  made,  during  the  short  runs,  of 
the  water  used  only.  While  these  runs  were  in  progress  an 
officer  was  stationed  at  the  tanks  and  one  in  the  fire-room,  in 
addition  to  the  usual  number  on  watch,  to  avoid  the  possibility 
of  error. 

The  data  obtained  from  these  engines  have  been  carefully 
classified  and  arranged  by  Prof.  Cotterill.*  They  will  be  given 
presently. 

Another  good  illustration  of  a  marine-engine  trial  is  the 
following,  the  report  quoted  being  that  of  Sir  F.  J.  Bramwell  on 
the  "Anthracite."  As  ful!  an  abstract  is  given  as  is  needed  to 
bring  out  the  most  salient  parts  and  essential  methods.  In 
studying  these  results,  it  may  be  borne  in  mind  that  the  effi- 
ciency of  an  ideal  engine  of  similar  working  conditions,  but 
free  from  wastes  other  than  thermodynamic,  would  be  about 
0.26,  and  the  weight  of  steam  and  fuel  required,  allowing  an 
evaporation  of  9  to  i,  would  be  about  8  pounds  and  0.9  pounds 
respectively.f  The  difference,  9  pounds  of  feed-water  and  0,9 
pounds  of  fuel,  between  the  ideal  and  the  real  engine  measures 
the  wastes  of  the  latter. 

The  engines  are  of  the  "direct-acting  inverted"  type,  with 
surface  condensation.  Two  cylinders  are  used  ;  the  after  cylin. 
der  has  two  diameters  of  bore  ;  the  upper  (the  smaller  one)  is 


*  CotLGTill's  5t«am-enginc.  p.  192  n 
f  For  details  of  computaiion  see  Re 
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the  higb-prcssure,  and  receives  the  steam  from  the  boiler  dur- 
ing the  first  half  of  the  down  stroke;  the  lower  (the  larycr 
diameter)  is  the  medium,  or  "  intermediate,"  and  is  supplied  at 
ihe  up  stroke  with  the  steam  which  in  the  high.pressurc  did 
the  work  of  the  preceding  down  stroke.  The  exhaust  from  llic 
bottom  of  the  after  cylinder  passes  into  a  chamber,  from  which 
is  afforded  the  supply  to  the  low-pressure  {the  forward)  cylin- 
der. Thus  there  is  obtained  in  two  cylinders  an  expansion  of 
thirty-two  times. 

The  surface  condenser  is  composed  of  a  number  of  close- 
topped,  galvanized,  wrought-iron  tubes,  standing  vertically  from 
a  tube-plate,  and  having  within  them  smaller  tubes  open  at  both 
ends,  and  proceeding  upward  from  a  lower  tube-plate,  so  that 
the  water  from  the  sea  passes  up  through  the  central  tubes  and 
doivn  the  annular  spaces  to  the  inlet  of  the  circulating-pump. 

The  exhaust  steam  comes  into  contact  with  the  exterior  of 
\\k  tubes,  the  condensed  steam  being  drawn  off  by  the  air- 
pump,  and  returned  to  the  hot-well,  which  surrounds  the  upper 
part  of  the  condenser. 

The  space  between  the  high-pressure  piston  and  the  upper 
side  of  the  intermediate  piston  is  in  connection  with  the  cham- 
ber which  supplies  the  low-pressure  cylinder. 

The  cylinders  and  their  covers  are  heated  by  steam  circu- 
laling  through  wroughtiron  pipes  cast  into  the  thickness  of 
the  metal,  and  are  very  efficiently  cleated,  so  as  to  prevent  loss 
of  heat. 

The  boiler  is  the  Perkins  boiler,  formed  of  successive  hori- 
iontal  rows  of  wrought  tubes  (3  inches  external  diameter),  con- 
nected at  frequent  intervals  by  vertical  thimbjes,  the  whole 
writs  being  contained  in  a  wrought-iron  double  casing,  having 
the  space  filled  in  with  vegetable  black. 

The  boiler  is  supplied  with  distilled  fresh  water. 
The  drawings  show  the  high-pressure  cylinder  to  be  8  in, 
bore,  the  "  intermediate"  16  in.  bore,  and  the  low-pressure 
23  in.  bore,  but  the  cylinders  were  all  somewhat  smaller  than 
the  foregoing  dimensions :  the  high.pressure  cylinder  is  7J  in. 
diameter,  the  intermediate  Is  ijfj  in.,  and  the  low-pre 
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Z2\^  in.  The  stroke  in  both  cylinders  is  i  ft.  3  in.  The  diam- 
eter of  the  piston-rods  (the  areas  of  which  have  to  be  deducted 
from  the  area  of  the  intermediate  piston,  and  from  that  of  the 
underside  of  the  low-pressure  piston)  is  2J  in. 

Preparations  for  the  trial  had  been  made  by  weighing  out 
50  cwt.  of  "  Nixon's  navigation  hand-picked  lumps,"  into  50 
one-hundredweight  sacks.  These  were  ranged  on  deck.  The 
bunkers,  which  were  full,  were  sealed  up  both  above  and  below. 
A  spring-balance  was  hung  up  on  deck,  close  to  the  stoke- 
hold  hatch,  and  an  assistant  caused  each  sack  of  coal  to  be  re- 
weighed  just  before  it  was  lowered  for  use.  The  sacks  were 
afterwards  separately  weighed  to  obtain  the  net  weight  of  the 
coal. 

Fifty  pounds  of  dry  wood  were  served  out,  and  two  sacks  of 
coal;  and  with  these  the  fire  was  laid  (the  grate  has  an  area  of 
about  15  square  feet). 

The  fire  was  ht at  6.28  A.M. 

Steam  was  up  and  the  engines  were  turned  round  at  7-I 
The  height  of  water  in  the  boiler-gauge  was  noted, 
and  also  the  height  in  the  hot-well;  the  still- 
cock  being  shut,  was  sealed  in  that  position. 
The  steam  stop-valve  was  sealed  in  its  wide- 
open  position. 
The  engines  were  started  and  the  vessel  got  un- 
der weigh at  7.20  \.VM 

The  throttle-valve  was  put  into  the  position  which 
the  engineer  knew,  from  experience,  would 
cause  the  engines  to  run  at  about  130  revolu- 
tions per  minute  after  they  became  thoroughly 
heated  up,  and  the  handle  was  sealed  into  this 
position,  the  link  motion  being  in  full  gear 
ahead. 
The  engines  were  provided  with  a  Harding's 
counter,  such  as  is  used  in  the  Navy,  and  there 
were  pressure-gauges  to  show  the  boiler-pressure 
and  the  pressure  in  the  chamber  supplying  the 
low-pressure  cylinder,  and  the  condenser  was 
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provided  with  a  vacoum-gange.  Four  Richards 
indicators  were  fitted,  viz.:  one  to  the  high- 
pressure  end  of  the  after  c\*linder,  one  to  the 
intermediate  end  of  that  c>dinder,  <Mie  to  the 
top  and  one  to  the  bottom  of  the  forward,  the 
low-pressure,  cylinder. 

The  first  set  of  diagrams  was  taken at  8.22  A.M. 

The  first  reading  of  the  counter. at  8.30  A.M. 

From  this  time  until 545  P.M. 

the  counter  was  read  at  the  hours  and  half- 
hours,  and  sets  of  diagrams  were  taken  at  the 
quarter  past  the  hour  and  at  the  quarter  to  the 
hour.  The  time  when  each  sack  of  coals  was 
lowered  into  the  stokehold  was  noted,  and  also 
the  time  when  the  stoker  commenced  to  use 
the  contents  of  each  sack. 

The  last  shovelful  of  the  15th  sack  was  put  on...     at  5.18  P.M. 
and  it  was  decided  to  stop  the  trial  as  soon  as 
the  coal  then  in  the  fire  was  exhausted. 

The  engines  ran  on  until  they  stopped  of  them- 
selves, and  indicator-diagrams  were  taken,  first 
at  each  quarter  of  an  hour  and  then  at  each 
five  minutes  during  the  time  they  were  gradu- 
ally stopping. 

The  quarter-hour  diagrams  were  taken  until ....  6.30  P.M. 

when  the  engines  were  making  124  revolutions, 
and  the  five-minute  diagrams  were  taken  until 

the  engines  came  to  a  stand at  7.23  P.M. 

or  12  hours  3  minutes  after  their  start  in  the 
morning. 

The  water  in  the  boiler  was  pumped  to  the  same 
level  in  the  gauge  as  that  at  which  it  had  stood 
in  the  morning,  and  the  height  of  water  in  the 
hot-well  was  noted. 

The  mean  revolutions  from  8.30  A.M.  to  6.30  P.M., 
10  hours,  were  130.77  per  minute,  and  from  the 
first  start  to  the  same  time  being  1 1  hours  10 
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minutes,  the  i 


I  revolutions  were  130.4  per 


From  the  start  at  7.20  a.m.  to  6.30  p.m.,  ii  hours  and  16 
minutes,  the  engines  developed  an  average  gross  indicated 
horse-power  of  80.55,  but  from  6.30  to  the  time  {7.23  P.M.)  that 
the  engines  stopped  of  themselves,  from  the  fire  having  burnt 
itself  out,  the  power  was  gradually  diminishing. 

We  estimate  the  50  lbs.  of  wood  as  of  about  one-third  the 

value  of  coal  as  fuel,  say 17  lbs. 

The  coal,  iScwt 1680    '■ 

1697  lbs. 

The  loss  of  water  for  the  whole  12  hours  was  33J  gallons. 

The  amount  of  lubrication  was  small,  involving  an  expendi- 
ture of  about  one  gallon  of  lard-oil.  while  cylinder  and  slide 
lubrications  are  in  the  Perkins  system  inadmissible  and,  with 
the  metal  used,  unnecessary. 

At  the  conclusion  of  the  trial  the  assistants  took  away  the 
four  indicators,  and  the  spring-balance  with  which  the  coals 
were  weighed.  All  these  were  tested,  with  the  result  that  the 
balance  and  the  lOO-lb.  spring  {used  in  the  high-pressure  cylin- 
di-T-indicator)  and  some  of  the  lighter  springs  were  absolutely 
accurate,  and  that  the  variation  in  the  others  is  too  trifling  to 
call  for  any  allowance  in  calculating  the  mean  pressures. 

The  mean  pressures  of  the  various  diagrams  were  ascertained 
by  dividing  the  areas  of  the  diagrams  obtained  with  the  planim- 
eter  by  the  lengths  of  the  diagrams. 

The  data  obtained  were  as  follows,  as  subsequently  recom- 
puted and  arranged  by  the  board  appointed  by  the  U.  S.  Navy 
Department  to  examine  the  vessel,  the  extraordinary  pressures 
and  ratios  of  expansion  adopted  attracting  attention  and  mak- 
ing  this  work  important : 

Data  and  Results  from  the  Experiment  by  Mr.  Bramtvcll  on  the 

"  Anthrnntc." 
Economic  results: 

Pounds  of  coal  consumed  per  hour  per  indicated 

horse-power   \.J\\^ 
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Pounds  of  coal  consumed   per  hour  per  net 

horse-power 1*9634 

Pounds  of  coal  consumed  per  hour  per  total 

horse-power I.4291 

Pounds  of  combustible  consumed  per  hour  per 

indicated  horse-power 1.6259 

Pounds  of  combustible  consumed  per  hour  per 

net  horse-power. I.8653 

Pounds  of  combustible  consumed  per  hour  per 

total  horse-power i«3577 

Pounds  of  feed-water  consumed  per  hour  per 

indicated  horse-power 17.8304 

Pounds  of  feed-water  consumed  per  hour  per 

net  horse-power 20.4560 

Pounds  of  feed-water  consumed  per  hour  per 

total  horse-power 14.8893 

Fahrenheit   units  of  heat  consumed  per  hour 

per  indicated  horse-power 20,021.7027 

Fahrenheit  units  of  heat  consumed  per  hour 

per  net  horse-power 22,969.9810 

Fahrenheit  units  of  heat  consumed  per  hour 

per  total  horse-power 16,719. 1 503 

Weight  of  steam  accounted  for  by  the  indicator: 

Pounds  of  steam  present  per  hour  in  the  first 
cylinder  at  the  point  of  cutting  off  the  steam, 
calculated  from  the  pressure  there 989.3756 

Pounds  of  steam  present  per  hour  in  the  first 
cylinder  at  the  end  of  the  stroke  of  its  pis- 
ton, calculated  from  the  pressure  there 890.6505 

Pounds  of  steam  condensed  per  hour  in  the 
first  cylinder  to  furnish  the  heat  transmuted 
into  the  total  horse-power  developed  in  that 
cylinder  by  the  expanded  steam  alone 45.1639 

Sum  of  the  two  immediately  preceding  quan- 
tities          935.8144 

Pounds  of  steam  present  perhourin  the  second 
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\^  lUklcii  *l  tht  ciiil  of  the  stroke  of  its  piston, 
^■ucu!4(t:\I  iroui  thv  pressure  there j 

I'wwixJs  'A  -AKAm  condensed  per  hour  in  the 
iiiU  -liij  s(;<oiiii  cylinders  to  furnish  the  heat 
tii4ii.<iuutv<j  into  the  total  horsepower  de- 
\k[v^>i.Al  in  those  cylinders  by  the  expanded 
■u-uu  oJone. 124.875; 

Atiiii  --'i  the  two  immediately  preceding  quanti- 

hn 1,129.6086 

^'vuiul:>  of  tfeam  present  per  hour  jn  the  third 
k>hii>Jcr  at  the  end  of  the  stroke  of  its  pis- 
\VK\,  calculated  from  the  mean  of  the  pres- 
VMK*  there  (or  the  down-stroke  and  up-stroke 
ul  the  pi.«on 1,118.3780 

t\mnds  of  steam  condensed  per  hour  in  the 
lirat,  second,  and  third   cylinders  to   furnish  ■ 

the  heat   transmuted   into  the    total   horse-  " 

piiwer  developed  in  those  cylinders  by  the 
cxvwnded  steam  alone '99-II54. 

Sunt  o(  the  two  immediately  preceding  quantt- 

^ICA. 1.317-4934 

y/^ht  of  water  vaporized  in  the  boiler  from  the 
feed  temperature: 

|\miul»  of  steam  evaporated  per  hour  in  the 
tHiiU-r  on  the  supposition  that  this  weight  was 
«(]lial  to  the  weight  of  steam  accounted  for 
by  the  indicator  at  the  end  of  the  stroke  of 
the  piston  of  the  third  cylinder  plus  121,9992 
jHiunds  condensed  in  that  cylinder  by  other 
tauvcH  Ihan  the  development  of  the  power; 
thi»  1^1.9992  pounds  is  calculated  from  the 
wcinht  of  147.2538  pounds  condensed  per 
hiMir  in  the  third  cylinder  during  the  experi- 
mi'lll  made  iit  the  New  York  Navy-yard  on 
the  machinery  of  the  "  Anthracite,"  divided 
l»y  the  ratio  1.207,  of  the  difference  between 


V. 


iht  triiqiriJTUJg*^  of  xht  initUL  iceuc  in  dutt 
cynn3t:i  ac  ii5  piscm.  sdc  cc  zht  hmck-prcs^ 
soTcsicMm  agains:  n  ai  tbe  cannDencrxDCK  of 
the  stroke  XL  that  fvjK*iiiua3i  asd  in  tbc 
presem  out.  Ir  ibt  naiy-yard  esq^ernnent 
tl)e  tengiCTatuJt:  of  ibc  inrria'i  siearo  on  the 
poston  oa  the  iMid  c^'liDoer  m-as  ^5.76  de- 
grees Fahrmhri:.  asd  iht  icmpera:urc  o:  the 
minisDam  back  pressure  agaiiisi  the  piston 
was  15O-25  degnecs  Fahrenheit:  difference 
95.51  dtgrees  Fahrenheit.  In  Mr.  Bnunmell  s 
experiment  the  texn|>ciature  of  steam  of  the 
initial  pressure  on  the  piston  of  the  thiid  cyl- 
inder was  2yx6o  degrees  Fahrenheit,  and  the 
temperature  of  the  minimum  back  pressune 
against  it  was   131.4.7  degrees   Fahrenheit; 

difference,  ro".  1 3  Fahr.    And  ^^^    =  i.X>r, 

the  ratio  used  above 1*439*49^ 

Difference  between  the  weight  of  lA^ter  vaporized 
in  the  boiler  and  the  weight  of  steam  ac- 
counted for  bv  the  indicator : 

Difference  in  pounds  per  hour  between  the 
weight  of  water  vaporized  (1455.9126  pounds) 
in  the  boiler  and  the  weight  of  steam  ac- 
counted for  by  the  indicator  in  the  first  cyl- 
inder at  the  point  of  cutting  off  the  steam .  •        45a  1 1 70  * 

Difference  in  per  centum  of  the  weight  of  water 
vaporized  in  the  boiler  between  that  weight 
and  the  weight  of  steam  accounted  for  by  the 
indicator  in  the  first  cylinder  at  the  point  of 
cutting  off  the  steam S'^^/ 

Difference  in  pounds  per  hour  between  the 
weight  of  water  vaporized  in  the  boiler  and 
the  weight  of  steam  accounted  for  by  the  in- 
dicator  in  the  first  cylinder  at  the  end  of  the 
stroke  of  its  piston 503.6782 
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Difference  in  per  centum  of  the  weight  of  water 
vaporized  in  the  boiler  between  that  weight 
and  the  weight  of  steam  accounted  for  by  the 
indicator  in   the   first   cyhnder  at  the  end  of 

the  stroke  of  its  piston 34-39^1 

Difference  in  pounds  per  hour  between  the 
weight  of  water  vaporized  in  the  boiler  and 
the  weight  of  steam  accounted  for  by  the  in- 
dicator in  t!ie  second  cylinder  at  the  end  of 

the  stroke  of  its  piston 309.8S. 

"Difference  in  per  centum  of  the  weight  of  water 
vaporized  in  the  boiler  between  that  weight 
and  the  weight  of  steam  accounted  for  by  the 
indicator  in  the  second  cylinder  at  the  end  of 

the  stroke  of  its  piston 21.53 

Difference  in  pounds  per  hour  between  the 
weight  of  water  vaporized  in  the  boiler  and 
the  weight  of  steam  accounted  for  by  the  in- 
dicator in  the  third  cylinder  at  the  end  of  the 

stroke  of  its  piston 12 1.9992    V 

Difference  in  per  centum  of  the  weight  of  water 
vaporized  in  the  boiler  between  that  weight 
and  the  weight  of  steam  accounted  for  by  the 
indicator  in  the  third  cylinder  at  the  end  of 

the  stroke  of  its  piston 8.47 

The  results  of  the  trials  of  the  "  City  of  Fall  River,"  which 
follow,  exhibit  the  effect  of  varying  conditions  of  operation  as 
a  simple  and  as  a  compound  engine*  This  steamer  was  a 
side-wheel  freight-boat  of  the  Old  Colony  Steamboat  Co.,  ply- 
ing between  New  York,  Newport,  R.  I.,  and  Fall  River,  Mass., 
having  a  compound  vertical-beam  engine,  H.  P.  cylinder 
,44"X8',  L.  P.  cyhnder  68"xi2',  built  by  W.  &  A.  Fletcher. 
North  River  Iron  Works.  New  York.  1883.  and  so  constructed 
that  the  high-pressure  cylinder  could  be  entirely  disconnected, 
zing  a  simple  beam  engine,  having  a  steam-cylinder  68"  X  12'. 
I  Tri»l  o(  the  "City  ot  Fall  River."  Jour.  Frinklin  In«.;  July, 
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In  all  cases  the  fires  were  well  burnt  down  at  the  end  of  each 
trip,  and,  when  the  boat  arrived  at  dock,  fires  were  banked  and 
coal  put  on  to  keep  them  alive  while  steam  is  blown  off.  Dur- 
ing the  day,  about  noon,  more  coal  was  put  on  the  fires.  An 
hour  previous  to  departure  fires  were  hauled  down,  and  spread 
with  fresh  coal,  to  make  steam,  and  ordinarily  110  further  firing 
is  necessary  until  half  an  hour  after  starting.  On  each  trip 
indicator-cards  were  taken  every  half-hour.  Water  was  meas- 
ured by  meters,  readings  taken  every  hour.  The  meters  were 
tested  by  measuring  water,  under  the  same  pressure  as  when 
feeding  boilers,  into  a  barrel,  and  weighing  four  cubic  feet  at 
a  time  ;  variations  of  such  tests  being  from  61.4  to  61,5  lbs.  per 
cubic  feet.  On  June  10,  the  cut-off  on  the  simple  engine  was 
shortened,  making  it  easier  to  keep  steam  and  to  run  with  wide 
throttle.  All  water-measurements,  power-calculations,  and 
coal-measurements  of  trips  Nos.  1,  2,  3,  4,  ;  were  reported  to 
the  Author  by  Messrs.  Adger  and  Sague,  the  observers.  The 
power  and  coal  measurements  of  trips  Nos.  6  and  7  were  made 
by  the  W,  &  A.  Fletcher  Company. 

Final  Results. 

Compound  engine,  14  trips  between  New  York  and  Fall 
River,  May  15  to  June  2.  Average  time,  11  hours  12^  min- 
utes; coal,  20.65  tons.  ' 

Simple  engine,  12  trips  between  New  York  and  Fall  River, 
June  4  to  10,  Average  time,  1 1  hours  57^  minutes ;  coal 
27.42  tons. 

Deducting  3  tons  per  trip  for  banking,  spreading  fires,  don- 
key boiler,  and  kitchen  (all  of  which  is  included  in  the  amount 
of  coal  given),  makes  the  actual  consumption  of  coal  per  trip 
while  the  engine  was  running:  for  compound  engine,  17.65 
tons;  and  for  simple  engine,  24,42  tons. 

The  hull  of  this  steamer  was  of  the  following  dimensions: 

Length  on  the  load  water-line 260  ft. 

Length  over  all 273  " 

Breadth  of  beam  on  load  water-line 43  " 
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Breadth  of  beam  over  guards 73  ^t,  ^^H 

Depth  of  hold  moulded 18  "  ^^| 

Draught  of  water,  light 9  "  3  in.  ^^| 

Draught  of  water,  loaded  600  tons 12"  ^| 

Depth  between-deck,  from  top  of  plank-  ^| 

shear  to  top  of  upper  frame it  "  ^| 

The  paddle-wheels  were  of  the  feathering  variety,  and  of  ^| 

the  following  proportions:  ^| 

Diameter  outside  of  buckets 25  ft,  6  in,  ^H 

Number  of  buckets t2  ^H 

Width  of  each  bucket 40  in.  ^H 

Length  of  each  bucket 10  ft.  ^H 

Distance   from   centre   of  wheel-shaft  to  ^^^ 
centre   of   eccentric   actuating   paddle-                         ^^^^^^| 

levers ^^^^^^H 

Length  of  arm  on  bucket  from  axle  to  ^^^^^^| 

lever-pin 2i  in,  ^^^^^H 

The  engine  was  found  to  have  an  efficiency  of  mechanism  ^| 

of  about  83,  and  the  paddles  about  80  per  cent.;  their  total  ^M 

efficiency  being  thus  66  per  cent.,  or  two-thirds.     It  was  of  the  ^| 

McNaught  type.     The  boilers  were  tubular  and  contained —  ^M 

Area  of  grate-surface  in  each  boiler 115  sq.  ft,  ^H 

Area  of  water-heating  surface  in  each  boiler  3.345      "  ^H 

Area ofsteam-heating  surface  in  each  boiler  205         "  ^H 

Ratio  of  water-heating  to  grate  surface. ..  29  ^H 

Ratio  of  total  heating  to  grate  surface. . .   30.87  ^m 

Weight  of  each  boiler S '  4  ^0"^  (net)  H 

Weight  of  water  in  each  boiler 27       "        "  ^H 

The  figures  in  the  table  are  deduced  from  their  performance  :  ^| 

The  thermodynamic  efficiency  of  the  steam  as  used  in  the  H 
compound  engine  on  May  lo  was  computed  according  to  the 
method  given  by  Rankine.*     The  pressures  of  admission  and 
of  release  and  the  mean  back-pressure  were  obtained  from  the 

-cards  and  the  corresponding  temperatures,  densities,  and  latent  ■ 

heats  arrived  at  by  using  the  formulas  given, f  ^| 

Steam-engine,  g  384.                                          +  Hid..  g§  1106.  ass-  ^| 
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Results  of  Boiler-triaj.. 


Po,iLioo  Of  Boiler. 

Fo,-d. 

Aft.     1  For-d. 

Att 

For-d. 

Aft. 

D^Tl  Of  Tt,-T. 

May, 

May, 

May, 

May, 

May« 

'it 
■Si 

■9.W 
■  i.iU 

May,.* 

•ifc 

.as* 

■a 

M77fi 
W.70 
4SS* 

■<..7>e 

1 

r 

Toia  (Oil  buined  (lb«.) 

.^4 

77° 
8..S6. 

Avenige  itcam.piuf  e  preMure 

Annoe  heivht  of  baroioeter 

Numb^  of  p^uDdVofwii'^'hour^; 

iq  fl.offtrale 

Number  of  pouoda  of  water  eviparaied 

from  the  lempemare  of  feed  per  lb.  o) 

Number  of  pound*  of  waler  evaporaled 
from  ud  11  ,i,«  F-  per  lb,  of  comhu.H- 

The  following  are  the  data  and  results: 

p^  =:  absolute  pressure  of  admission  =  1 1808  lbs.  per,  sq.  ft. 
/,  =  absolute  pressure  of  release        =  1363.68     "  " 

/,  =  mean  absolute  back-pressure      =  704.16       "  "' 

/.  —  absolute  temperature  of  feed-water  ~  SS8°.36  Fahr. 

The  corresponding  temperatures,  densities,  and  latent  heats-  J 
are  designated  by  the  same  subscripts. 


-  774''-5o  Fahr. 


.1909 


/.  =  6s2°.33 
L,  =  19000.39 
D,  =  .02606. 


From  these  data  the  following  results  were  arrived  at  1 
considering  the  cylinders  as  non-conducting  and  the  engim 
perfect :  * 

The  ratio  of  expansion  r  =  6.7167. 

Energy  per  cubic  foot  of  steam  admitted  WJ,  =  27183.4s 
foot-lbs. 
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Heat  expended  per  cubic  foot  of  steam  admitted  HJ)^ 
=  163716.507  foot-lbs. 

Mean  effective  pressure,  or  energy  per  cubic  foot  swept 
through  by  piston, 

?  =  4047.5  lbs.  per  sq.  ft. 

T 

Heat  expended  per  cubic  foot  swept  through  by  the  piston, 

H  D 

— ! — .*  =  24377  lbs.  on  square   foot  =  pressure   equivalent  to 

heat  expended. 

Efficiency  of  steam  =  ttts"  ^^'zF'^  •^^• 

Net  feed-water  per  cubic  foot  swept  through  by  piston 

=  — ^  =  .0284. 

Cubic  feet  to  be  swept  through  by  piston  for  each  indicated 

horse-power  per  hour  =  ,_  ^  r; =  480.2  cubic  feet. 

^  ^  M,E.P.,  =  4047.5  ^ 

Feed-water  per  I.  H.  P.  per  hour  =  489.2  X  .0284  =  13.89  lbs. 

Actual  feed-water  =  17.00  lbs.,  nearly. 

13.89 


Difference,  3.1 1  lbs.  =  22  per  cent. 

due  to  cylinder  condensation  and  leakage  waste  and  other 
wastes  not  taken  into  account.  This  is  an  exceptionally  excel- 
lent result.     These  wastes  are  usually  much  greater. 

loi.  Results  and  Deductions  and  Graphical  Records  of 
these  trials  are  rich  in  matters  of  interest  to  the  engineer.  The 
data  obtained  in  the  trials  of  the  engines  designed  by  Mr.  Emery 
are  as  follows :  * 

*  Cotterill,  pp.  294-296. 
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The  expenditure  of  heat  in  the  last  column  is  reckoned  from 
the  temperature  of  the  feed-water.  The  number  obtained  by 
dividing  42.75  by  the  expenditure  of  heat  thus  reckoned  is  the 
true  efficiency  of  the  engine.  Experiments  42-45  are  excep- 
tions, made  without  vacuum.  In  calculating  the  expenditure 
of  heat,  the  boiler  has  been  supposed  to  supply  diy  steam  ;  the 
results  obtained  are  too  large,  though  not  much  too  large,  as 
there  is  no  reason  to  believe  the  amount  of  priming  consider- 
able. 

The  columns  headed  "  Useful  Heat  Expended"  show  the 
useful  work  done,  together  with  the  corresponding  necessary 
loss,  expressed  as  a  percentage  of  the  total  heat  expended. 
The  first  of  these  columns  is  the  absolute  efficiency  of  the  en- 
gine, and  the  third  the  efficiency  relatively  to  a  perfect  engine 
■working  between  the  same  limits  of  temperature. 

The  five  remaining  columns  show  heat  unnecessarily  lost — 

(1)  By  the  exhaust  waste,  by  transmission  of  heat  to  the 
exhaust  steam,  and  by  external  radiation  less  the  heat  given 
out  by  piston  friction  and  the  effects  of  compression. 

(2)  By  incomplete  expansion,  by  the  amount  of  work  which 
the  steam  discharged  from  the  cylinder  might  do  by  expand- 
ing down  to  the  pressure  of  the  condenser. 

(3)  By  misapplication  of  heat  in  heating  the  feed,  raising 
the  temperature  of  the  water  by  direct  heat  instead  of  by  com- 
pression of  the  exhaust  steam. 

{4)  By  excess  back-pressure,  the  difference  between  the 
actual  back-pressure  and  the  pressure  corresponding  to  the 
temperature  of  the  condenser. 

(5)  By  other  losses,  by  clearance  and  wire-drawing  and  by 
misapplication  of  heat  during  expansion. 

All  the  results  are  given  as  percentages  of  the  total  expen- 
diture; but  by  multiplying  by  that  expenditure,  and  dividing 
by  100,  they  may  be  expressed  in  thermal  units  per  I.  H.  P.  per 
minute:  or,  by  multiplying  by  the  consumption  of  steam  and 
dividing  by  1 00.  they  may  be  expressed  in  pounds  of  steam 
per  I.  H.  P.  per  hour. 

These  computations  have  been  made  very  carefully  by  Pro- 
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f essor  Cotterill,  and  interesting  conclusions  are  reached  by  their 
study :  The  large  losses  by  exhaust  waste,  27  per  cent,  when 
in  the  first  set  of  these  trials  the  steam-jacket  was  dispensed 
with,  and  the  exaggeration  of  that  loss  by  increased  ratios  of 
expansion ;  the  reduction  of  this  loss  in  the  next  set  of  four 
trials,  by  the  use  of  the  jacket ;  the  increase  of  waste  invariably, 
with  increase  of  surface  exposed ;  the  great  gain  in  this  direc- 
tion  by  compounding,  as  seen  in  the  final  set  of  five  **  Bache " 
trials ;  while  the  reduction  of  exhaust  waste  is  partially  com. 
pensated  by  increased  liquefaction  in  the  high-pressure  cylinder. 
The  net  final  advantage  of  compounding  all  these  effects  and 
variations  of  condition  are  well  shown  by  these  data.  The 
work  may  be  studied  in  detail  in  the  treatise  from  which  the 
figures  are  quoted.  The  trials  of  the  "  Dexter"  developed  the 
gain  by  increased  piston-speed  which  might  have  been  antici- 
pated ;  and  those  of  the  "  Rush**  exhibited,  again,  the  gain  due 
to  compounding. 

The  cylinders  of  the  compound  engine  of  the  **  Rush"  were 
steam-jacketed,  and  those  of  the  non-compound  engines  were 
not  steam-jacketed.  A  new  non-compound  engine  with  steam- 
jacketed  cylinder  and  a  boiler  designed  for  high-pressure  steam 
having  been  completed  for  the  revenue-steamer  **  Gallatin/  a 
series  of  trials  of  the  machinery  of  that  vessel,  with  and  w  ith- 
out  steam-jacket  in  use,  for  comparison  with  the  trials  detailed 
in  the  report,  were  made,  and  the  data  are  similarly  arranged 
for  comparison  in  Nos.  25  to  45  of  the  table.  The  first  twelve 
or  fifteen  trials  illustrate  again  the  good  effect  of  steam-jacket- 
ing  in  reducing  wastes  and  permitting  a  great  increase  in  the 
best  ratios  of  expansion  at  any  one  pressure  in  the  compound 
engine.  The  "  Gallatin"  trials  show  similar  effects  in  the  non- 
compound  engine.  This  latter  engine  consisted  of  a  pair  oi 
single  cylinders  34  inches  in  diameter  and  30  inches  stroke; 
and  the  trials  were  conducted  substantially  as  were  those  of  the 
other  ships.  Examining  the  table,  it  is  seen  that  all  theearlier 
of  this  set  of  trials  exhibit  in  a  very  decided  manner  the  good 
effect  of  the  jackets,  reducing  waste  by  cylinder  condensation, 
and  increasing  the  ratios  of  expansion  at  maximum  efficiency. 
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and  also  the  gain  due  to  increasing  pressures.  A  gain  is  ob- 
served in  the  experiments  m  which  the  jacket  is  filled  with 
steam  of  pressure  exceeding  that  within  the  cylinder,  but  It  is 
not  great.  The  final  set  of  three  trials  as  a  non-condensing  en- 
gine, in  effect,  and  both  with  and  without  jacket,  exhibit  con- 
siderable reduction  of  cylinder  condensation  ;  while  the  good 
work  of  the  steam-jacket  is  very  observable. 

The  work  uf  the  engintrtrs  on  the  trial  of  the  "  Anthracite," 
as  given  in  the  preceding  article,  having  been  challenged,  a 
second  trial  was  made,  March  igth,  1881,  obtaining  very  simi- 
lar results,  the  coal  amounting  to  1.795  pounds  per  indicated 
horse-power  per  hour,  including  the  fuei  used  in  starting  fires. 
These  results  are  beautifully  exhibited  in  the  accompanying 
chart  (Fig   124). 

Graphical  Records,  such  as  these,  are  peculiarly  valuable, 
both  as  exhibiting  the  progress  of  the  trial  and  as  a  check  upon 
the  written  log.  As  is  seen  in  the  chart,  the  several  curves, 
each  made  to  an  exact  scale  laid  down  on  the  margin,  show 
the  principal  data,  in  their  absolute  v-alues  at  any  given  time, 
and  also  their  variations  with  the  progress  of  the  trial.  Com- 
paring this  set  of  curves  with  the  figures  given  in  the  log  and 
tabulated  in  the  preceding  article,  it  is  easy  to  trace  out  any 
desired  set  of  relations  and  to  check  the  one  by  the  other.  The 
accuracy  of  the  observations  is  also  to  a  certain  extent  indicated 
by  the  smoothness  of  the  line.  Any  seriously  incorrect  value 
would  be  immediately  detected  by  its  location  outside  the  gen- 
eral trend  of  the  curve  of  which  it  should  locate  a  point.  The 
lines  showing  revolutions,  ft'ork,  and  coal-consumption  are  al- 
most perfectly  straight  from  end  to  end  ;  those  showing  speed 
and  power  exhibit  more  strikingly  the  stowing  down  at  the  end 
of  the  trial.  The  whole  is  a  good  model  of  this  kind  of 
record. 

Another  set  of  illustrations  of  the  beauty,  convenience,  and 
value  of  graphical  records  is  found  in  those  representing  there- 
suits  of  trials  of  the  Italian  ironclad  "  Lepanto,"  which  follow 
(Fig.  125).     The  "  Lepanto"  is  a  steel  ship  of  upwards  of  18000 
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I.  H.  P.  of  400  feet  icngth,72j feet  beam, 2%\  feet  draught,  46 feet 
depth,  and  of  about  14000  tons  displacement.* 

The  vessel  has  eight   "drum"  marine  boilers  and  sixteen 
of  the  locomotive  type  ;  and  blast  is  supplied   by  twenty  fans 
to  the  24  furnaces  of  the  one  set  and  the  32   furnaces  of   the 
other.     There  are  four  sets  of  compound  engines.     The  foUomfrl 
ing  are  the  principal  data ;  ^H 

Marine.  Locoinoiivt^^ 

Grate  area  in  boilers, 478.4  sq.  ft.     675.2  sq.  ft. 

Heating-surface, iSijSo     "       26,720    " 

Ratio 33.1  39.6 

3    steam-cylinders  (each  engine),  diam 54 'n.  ^^ 

Stroke  of  pistons, 39  ^| 

Revolutions  per  min., 96  ^^ 

Maximum  I.  H.  P 18,000 

Condenser  surface 3l,300sq.ft. 

3  scries  of  diam 2oi  ft. 

Blades,  in  number, 3  ^^ 

Pitch, 20^  ft.        ^1 

Surface  of  blade,  each  screw, So  sq.  ft.         I 

The  condensed  and  tabulated  data  of  two  of  these  trials  are 
given  in  the  table  opposite. 

These  trials  were  made  in  the  Gulf  of  Genoa,  under  the 
usual  external  conditions  of  work  at  sea.  All  the  engines  and 
boilers  worked  well.  The  blast  was  introduced  into  the  fire- 
rooms,  which  were  sealed  to  retain  the  air,  under  pressures 
varying  up  to  2^  and  3^  inches  of  water;  while  the  consump- 
tion of  fuel  was  from  45  to  70  pounds  per  square  foot  of  grate 
per  hour.  The  curves.  Fig.  125,  exhibit  the  performance  of 
this  great  ship  mo.st  admirably. 

The  E.  H.  P.  (effective  horse-power)  curve,  aa,  corresponds 
to  a  displacement  of  14,784  tons,  the  mean  displacement  of  the 
"  Lepanto"  at  the  various  trials. 

Wis  the  I.  H.  P.  curve. 

dd  is  the  "  indicated  thrust  curve,"  from  the  I.  H.  P.  curve. 

*  Major  Sotlam  :  Trans.  In<!l.  Naval  Archils,.  18B8. 
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Stkah  Trials  of  the  Italian  Ikonclad  *'  LtPANTo. 


n 


Sea 

Wind 

Mean  draught ft. 

Area  of  iiliidship  seclioA sq.  ft. 

Displacement tons 

Wetted  surface sq.  ft. 

Mean  speed  of  ship knot» 

Indicated  horse-power 

Number  of  boilers  used 

Number  of  engines  used 

Mode  of  action  of  engines 

Area  of  fire-grate  used sq.  ft. 

Heating  surface  used \  J^!^' 

Mean  steam-pressure  in  lbs.  per  i  Locim!"'- " 

***•  '"•  (  Engine-room 

Mean  air-pressure  in  j  Oval  boiler  stokeholes 
inches  of  water.     (  Locom.  '*  *' 

cat*ff  ) };;  D;  l'  •=y".^''*" 

Ratio  of  expansion 

Mean  pressure  in   Ib^.   per  j  H.  P.  cylinders 
sq.  in.  (  L.  P. 

Mean  vacuum  in  condensers ins. 

Revolutions  per  minute 

Apparent  mean  slip per  cent. 

Mean  speed  of  piston  per  minute ft. 

I.  H.  P.  per  sq.  ft.  of  grate 

Heating  surface  per  I.  H.  P.  in  sq.  ft.  -j  ^^ 

Coal  used  pi^r  hour,  in  tons  

Coal  used  per  I.  H.  P.  per  hour,  in  lbs 

Coal  burnt  per  sq.  f(.  of  jifrate  j  Oval  boiler  lbs. 

per  hoar.  ^  Locom.  ** 

Steadn  vstfA  per  I.  H.  P.  per  hour  as  shown^  by 

indicator-cards 


Trials. 


A. 

B. 

Calm 

Rather  rough 

Light  J^.  0. 

Fresfc  Nf.  O. 

30  4 

30   3 

1.999 
14,860 

1.993 
14.810 

36.500 

36,430 

725 

13.3 

1.004 

5,714 

2  Oval 

8  Oval 

2 

4 

Compound 

Direct 

94.1 

478.4 

3.488 

13.95* 

3*840 

15.360 

50 

37 

.... 

48 

. . .  ■ 

34 

Natural 

o".94 

•      •      •      • 

O.I 

.... 

O.I 

0.6 

•  •  •  . 

II. I 

5.56 

15.3 

15.4 

6.8 

•   •   •    • 

a8.6 

28.6 

38.8 

68.73 

6.4 

4.6 

252.2 

445.25 

10.7 

II. 9 

3  48 

2.45 

3.82 

2.69 

0.9 

6.9 

2.02 

2.75 

21.3 

32.3 

16. 1 


18.2 


The  dotted  line  at  the  bottom  of  curve  dd  shows  the  increasie 
of  thrust  due' to  the  friction  of  the  forward  engines,  acting  at 
low  power  with  the  after  engines.  According  to  this  the  initial 
load  friction  of  the  engine  would  be  about  7.5  per  cent,  of  the 
load  at  full  power. 

ff  is  the  **  curve  of  the   net  resistance  of  the  ship,"  from 
the  E.  H.  P.  curve. 
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The  undulation  characteristic  of  the  E.  H.  P.  curve,  a, 
of  the  net-resistance  curve, _//,  at  about  l6-5  knots,  is  reproductd 
on  the  I.  H.  P.  curve,  bb,  and  on  the  indicated-thrust  cun 


i.H. 

--■  =/,  viz.,  the  propukii 

.H. 

\~ 

V  ~ 

^ 

. 

■ 

- 

P 

, 

f 

t 

V 

\  f 

a  1 « 

fiL 

\    \ 

^' 

T~  t 

i,  \ 

/ 

>' 

J^j^l- 

-I 

»- 

J 

-J 

^^ 

^1 

7I/*- 

BO— 

_ 

_ 

i: 

_ 

-,_  L 

/>^7 

/  -'- 

i~: 

1- 

- 

^ 

= 

33 

=r? 

!!?^^fes3^^:'  r 

i^ 

^^ 

J^— ' 

1     - 

1 

L- 

_ 



'^ 

^ 

IS 

^^.•i-'^'lp 

1  1    ^ 

■If 

L- 

— 

— 

53?fTTT 

^ 

- 

- 

'"F 

'] 

" 

^ 

J 

= 

C 

^ 

55 

^ 

-J 

J 

_ii 

JJ_ 

1 

,J 

\3 

coefficient  or  the  "net  total  efficiency  of  propulsion,"  which 
slightly  increases  at  the  higher  speeds  when  it  approaches  to 
the  standard  value  0.50. 

Cur\'es  mm  and  »ti  give  the  "coefficient  of  performance" 
for  displacement  and  midship  section. 

Curve  g-j{  gives  the  ratio  between  the  net  resistance  of  ihe 
ship  and  the  indicated  thrust. 
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Curve  kk   gives  a  similar  ratio  when  the  initial  friction  of 

the  engines  is  taken  from  the  Indicated  thrust. 

Curve  rrin   Fig.  3  gives  the  I.  H.  P.  in  function  of  rcvolu- 

uons. 

Some  of  the  most  remarkable  work  done  by  marine  engines 

has  been  seen  in   the  performance  of  torpedo-boats,  at  high 
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speed,  with  high  steam-pressure,  forced  draught,  and  high 
evaporation*  Thus,  in  the  case  of  a  Thorneycroft  boat  in 
which  the  water-tubular  boik-r  is  used,  with  engines  develop- 
ing 89  indicated  horse-power,  the  evaporation  duty  was  13,4  (?) 
of  water  per  pound  of   coal,  and  the   fuel-consumption  was 
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2.22  lbs.  of  coal  per  indicated  horse-power  per  hour.  In 
another  experiment,  with  an  air-pressure  of  0.27"  m.  and  the 
engines  developing  282  indicated  horse-po^^'er,  the  evaporative 
duty  was  12.48  lbs.  of  water  per  pound  of  coal,  and  the  coal- 
consumption  1.98  lb.  of  coal  per  indicated  horse-power  per  hour. 
On  another  occasion,  with  an  air-pressure  of  0.49  in.  and  the 
engines  developing  449  indicated  horse-power,  the  evaporative 
duty  was  12  lbs.  of  water  per  pound  of  coal,  and  the  coal-con- 
sumption i.gg  lb.  per  indicated  horse-power  per  hour.  On  a 
fourth  trial,  with  2  in.  of  air-pressure  and  the  engines  working 
with  one  boiler,  namely,  775  indicated  horse-power,  the  evapo- 
rative duty  was  found  to  be  10.29  lbs.  of  water  per  pound  of 
coal,  and  the  coal-consumption  2.26  lbs.  of  coal  per  indicated 
horse-power  per  hour. 

On  the  natural-draught  trials  the  temperature  of  the  chimney 
gases  was  421  deg.  Fahr. ;  and  on  the  full-speed  trial,  when  the 
boiler  was  supplying  steam  for  775  indicated  horse-powcr,  the 
temperature  was  777  deg.  Fahr. 

The  evaporative  value  of  the  coal  was  found  by  calculation 
from  its  chemical  constituents  to  be  equal  to  1541  lbs.  of  water 
per  pound  of  coal  from  and  at  212  deg.  Fahr.  The  efficiency 
of  the  boiler  on  the  natural-draught  trial  was  therefore  87  per 
cent.  The  efficiencies  of  nearly  78  per  cent,  with  an  air-pressure 
of  0.49  in.,  and  over  60  per  cent,  with  a  2-in,  air-pressure,  arc 
also  reported.     The  priming  is  uncertain,  however. 

The  weight  of  the  boiler,  with  all  its  fittings  and  mountings 
and  water,  was  9.84  tons,  77.8  indicated  horse-power  per  ton 
of  boiler  at  full  power — a  result  which  compares  favorably  with 
that  obtained  with  the  locomotive  boiler. 

102.  Pumping-engine  Trials  offer,  perhaps,  the  best  op- 
portunities  to  secure  thoroughly  complete  records,  and  to  effect 
satisfactory  solutions  of  the  problems  arising  in  this  branch  of 
engineering.  The  following,  which  are  presented  purely  as 
illustrative  examples,  are  good  illustrations  both  of  method  and 
result : 

A  trial  of  a  small  pumpiiig-enginc  built  by  the  late  George 
U.  Corliss  and  supplied  to  the  city  of  Providence,  R.  I.,  in  1S82 
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was  made.  The  results  were  exceptionally  good  and  the  report 
is  concise  and  a  model  in  its  viz.y.  It  is  as  follows,  and  is  sub- 
mitted by  the  city  engineer;* 

Three  days  previous  to  the  trial,  a  test  was  made  to  ascer- 
tain the  actual  quantity  of  water  delivered  into  Sockanosset 
Reservoir,  which  is  situated  about  one  mile  from  the  engine- 
hou»e,  as  compared  with  the  theoretical  displacement  of  the 
plungers  of  the  pump.  This  was  determined  by  means  of  a 
weir  located  at  the  gate-chamber  of  the  reservoir.  Observa- 
tions were  taken  at  this  weir  in  a  thorough  and  careful  manner 
while  the  engine  was  pumping  at  the  rate  of  9o65(XO  gallons 
per  34  hours ;  and  it  was  found  that,  for  every  100  gallons  dis- 
placed by  the  plungers  of  the  pumps,  fjf^^^  gallons  were  de- 
livered into  the  reservoir.  This  is  the  most  favorable  result 
that  has  been  brought  to  our  knowledge.  At  different  times, 
May  19th  and  20th,  the  engine  pumped  at  the  rate  of  upwards 
of  12000000  per  24  hours. 

The  trial  was  commenced  Monday  morning.  May  22d,  and 
ceased  Saturday  evening,  May  27th. 

At  6.50  A.M.,  May  22d,  clean  fires  were  started  under  the 
three  boilers  used  during  the  trial.  There  was  no  steam  up  at 
the  time,  as  the  fires  had  been  allowed  to  run  down  on  the 
previous  Saturday  afternoon.  During  the  trial,  the  fires  were 
banked  each  night  at  the  end  of  the  day's  run,  with  the  excep- 
tion of  the  last  day,  when  they  were  run  down,  as  was  done  the 
previous  Saturday. 

The  average  time  run  per  day  for  the  six  days  was  12  hours 
27  minutes  and  30  seconds.  The  coal  used  was  "Cumber- 
land," or  bituminous,  coal,  and  the  wood  used  was  estimated  to 
be  equal  to  40  per  cent,  of  its  weight  in  coal.  In  calculating  the 
duty,  no  allowance  was  made  for  the  ashes,  clinkers,  etc.,  taken 
from  the  grates  and  ash-pits  during  the  trial  or  at  its  comple- 
tion. During  the  trial  the  engine  pumped  28360162  gallons, 
or  at  the  rate  of  9105604  gallons  per  24  hour.';,  and  developed 
duty  of  113271000  foot-pounds  for  every  100  pounds  of 
)al.  considering  the   total   amount  of   coal  consumed,  or  up- 

o(  Chid  Engineer;  Ciiy  o(  Pravidencc,  iSSa. 
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wards  of  13  per  cent,  in  excess  of  the  duty  guaranteed  in 
the  contract ;  or  if  the  coal  used  in  kindling  the  fires  and  bank- 
ing is  deducted  from  the  total  coal  consumed  during  the  trial, 
leaving  only  the  amount  used  while  the  engine  was  in  opera- 
tion, the  duty  onihat  amount  would  be  138035000  foot-pounds 
per  ioo  pounds  of  coal.  .  .  . 

During  all  the  tests  that  had  been  made,  the  machinery 
had  worked  with  ease,  without  interruption  from  any  cause, 
and  so  smoothly  as  to  inspire  entire  confidence  in  its  reliability. 

The  table  opposite  shows  the  daily  and  aggregate  duty,  and 
a  summary  of  the  principal  records  of  the  trial: 

The  following  are  the  essential  facts  and  data  of  the  trial 
of  a  pumping-engine  designed  by  Mr.  H.  F.  Gaskill  for  the  city 
of  Saratoga  Springs,  N.  Y.,  as  reported  by  Mr.  Chas.  T.  Por- 
ter  in  June,  1883,  and  are  abstracted  from  his  report  of  July, 
1883.  The  boilers  were  of  the  cylindrical  fire-tube  type,  the 
engines  compound.  The  methods  of  test  were  substantially 
those  described  as  standard.  A  steam-jet  gave  a  mild  forced 
draught. 

Dimensions  and  Performance  of  Boilers. 

Type  of  boiler,  cylindrical  tubular. 

Number  of  boilers 2 

Diameter  of  boilers 66  in. 

Length  of  boilers 18  ft. 

Number  of  tubes  in  each  boiler. 87 

External  diameter  of  tubes 3  in. 

Arrangement  of  tubes  :  horizontal  and  vertical 

rows. 

Least  distance  between  tubesand  shell  of  boiler  4,5  ir 

Height  of  crown  of  boiler  above  tubes 24  in- 
Heating  surface  in  both  boilers,  as  follows: 

Onehalf  theshells,3ii ; tubes,2,46o.  Total  2,771  sq.  ft. 

Furnace,  width 6  ft. 

"        depth   5.75  ft.  j 

"         length  of  opening  between  grate-bars  5  ft. 

"            "        "  these  openings  uncovered. .  4.25  ft. 
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Furnace,  width  of  each  grate-bar 

"  ■'       "  air.spaces 

"         square  feet  of  grate-area,  under  both 

boilers 

"         of  which  the  proportion  in  air-space 

is  only 

Horizontal  flues,  as  follows: 

Three  timesthe  length  of  each  boiler.  .54  ft. 
From  wall  between  boilers  to  chimney.  34" 

Total 

Internal   diameter   of   common    flue  and 

chimney 

Height  of  chimney  above  flue.- 

Square  feet  of  heating  surface  for  each  square 

foot  of  grate-area 

Square  feet  of  healing  surface  for  each  Indi- 
cated  horse-power 


3  ft. 

75" 


54-3 

14.9 


Performance  of  Boilers,  on  the  Test  for  Duty,  48  Honrs. 

Coal  burned 16.860  lbs. 

"        per  hour,  on  each  square  foot  of 

grate 6,9  ibs. 

Water  evaporated ISS'96'       " 

"  "  by  combustion  of  I  pound 

of  coal ... 

Average  temperature  of  feed-water 

"  pressure  of  steam,  by  gauge 

Number  of  thermal  units  contained  in  1  pound 

of  steam 

Equivalent  evaporation  from  212°,  under  one 

atmosphere 

Evaporation  per  hour  from  each  square  foot 
of  heating  surface 


9.25  lbs. 
71.5  deg. 
;3-66  lbs. 


1 0.9 1 6  Ibs. 


175 


Ttic  engines  had  a  detachable  valve-gear ;  the  valves  between 
the  high-  and  low-pressure  cylinders  and  the  exhaust -valves  are 
gridiron  slides. 
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All  the  cylinders  and  their  heads  are  steam-jacketed*  The 
waier  formed  by  condensation  in  the  jackets  is  returned  to  the 
boilers. 

Cylinder  Dimensions. 

Distance  between  centres  of  cylinders 45.5  in. 

Length  of  stroke  in  all  cylinders '.....  36  in. 

Number  of  h{gh-pressure  cylinders 2 

Diameter  of  **          '*              "        21  in. 

•'         "  "          "        piston-rods 3  *' 

Area  of  each  piston,  average  of  both  faces.. .  342.83  sq.  in. 

Piston  displacement 12,342  cu.  in. 

Waste-room,  in  clearance  and  passages 494     '' 

Proportion  which  this  adds  to  piston-displace- 
ment   .04 

Addition  to  length  swept  through  by  piston.  144  in. 

Total  amount  of  displacement  and  waste- 
room 7428  cu.  ft. 

Number  of  low-pressure  cylinders 2 

Diameter      '*  "  "         42  in. 

Number  of  rods  in  each  piston 2 

Diameter       •*  **  **      3-5  in. 

Area  of  each  piston,  average  of  both  faces.. .  1,375*8  sq.  in. 

Piston-displacement 49,528.8  cu.  in. 

Waste-room  in  clearance  and  passages l»347        '' 

Proportion  which  this  adds  to  piston-displace- 
ment    X)272 

Addition  to  length  swept  through  by  piston.  .979  in. 

Total  amount  of  displacement  and  waste- 
room  29442  cu.  ft. 

Proportion  which  is  added  by  this  waste-room 
to  the  total  capacity  of  high-pressure  cylin- 
der   .105 

Performance  of  Engines  on  Forty-eigktJtour  Test  for  Duty. 

Average  number  of  revolutions  made  per  minute.. . .        19-37 
"        piston  speed,  in  feet,        **        **        "       ....      116.22 


410  E.VG/A'E  AND   BOII^R    TK/ALS.  ^H 

Pressure  of  the  atmosphere,  in  pounds  on  the  square  H 

inch 14.5     ^1 

Average  horse-powers  exerted  in  high-pressure  cyHn-  ^H 

ders !Og.2     H 

Average  horse-powers  exerted  in  low-pressure  cyHn-  ^H 

ders 76-55  1^1 

Average  horse-powers  exerted,  total 185,75  -^| 

Pounds  of  coal  burned  per  hour '..,..  351        ^H 

"                          "          "    horse-power  per  hour ... .  1.9    ^H 

"         "  water  evaporated  per  hour 3i25o        ^| 

"                                "             "  horse-powerperhour  17.5    ^H 

"   hour  for  each  horse-  ^^| 

.    power  exerted  in  the  ^H 

high-pressure   cylin-  ^H 

ders 30       ^1 

Total  average  back-pressure  in  high-pressure  cylin-  ^| 

ders,  pounds 12.5     ^| 

Pounds  of  water  per  hour  accounted  for  by  indicator  :  ^| 

1,  At  point  of  cut-oft  in  high-pressure  cylinders,  2,061        Hi 
Proportion  of  the  quantity  evaporated ,634^^ 

2.  At  point  of  release  in  low-pressure  cylinders.  2,880 
Proportion  of  the  quantity  evaporated .886 

Temperature  of  the  steam  in  all  jackets,  degrees . , . .      318.7       ^ 

"  "   high-pressure  exhaust  (^average) 204       ^H 

"   lo'*'  153       ■ 

The  boilers  were  large,  and  the  high  duty  was  obtained  from 
them  at  a  slow  rate  of  combustion  and  of  evaporation. 

The  coal  was  hand-picked  and  left  only  4.73  per  cent,  of 
ashes  and  cinders.  The  whole  quantity  burned,  assuming  the 
fires  to  have  been  in  the  same  condition  at  the  close  as  at  the 
commencement  of  the  trial,  was  20330  pounds,  which  shows  a 
duty  of  106838000  foot-pounds  for  each  lOO  pounds  of  coal 
consumed.  The  above  assumption,  however,  was  not  fully 
warranted,  since  by  omitting  the  first  twelve  hours  the  remain- 
ing forty-eight  hours  show  a  duty  of  102340000  foot-pounds 
for  each  100  pounds  of  coal  consumed,  and  this  may  be  taken 

1^  ^ 
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as  the  real  duty.  It  exceeded  the  stipulated  duty  by  nearly 
twenty-eight  per  cent. 

Studying  the  indicator-diagrams,  it  was  found  that  0.366  of 
the  steam  was  condensed  in  the  high-pressure  cylinders,  and 
exists  in  the  state  of  water  at  the  point  of  cut-off. 

During  the  expansion  in  the  high-pressure  cylinders,  in  ad- 
dition to  the  re-evaporation  of  water  formed  by  the  conversion 
of  heat  into  work,  about  one  half  was  re-evaporated. 

At  the  end  of  stroke  in  the  large  cylinder  88.6  per  cent,  of 
the  steam  from  the  boilers  is  found  in  the  state  of  vapor. 

As  a  general  rule,  the  higher  the  terminal  pressure  in  the 
first  cylinder  the  greater  is  the  fall  in  passing  into  the  second 
cylinder.  While  this  fall  affords  a  measure  of  the  heat  lost  at 
that  point,  it  suggests  what  the  condensation  of  the  entering 
steam  must  be  in  cylinders  in  which,  although  their  surfaces 
have  just  been  exposed  to  the  same  cool  vapor,  the  pressure 
does  not  fall,  because  the  supply  of  steam  is  unlimited. 

The  economy  attained,  although  excellent,  is  far  short  of 
that  which  such,  engines  are  capable  of ;  the  economy  in  the 
high-pressure  cylinders,  taken  alone,  is  inferior  to  that  obtained 
in  first-class  non-condensing  engines;  and  further  economy  is 
to  be  obtained  by  preventing,  in  a  greater  degree,  the  transfer 
of  heat  from  the  steam  in  the  steam-pipe  to  the  condenser  with- 
out doing  work.  This  can  be  done  either  by  employing  a  higher 
piston  speed  or  by  moderate  superheating  of  the  steam.  A 
combination  of  these  would,  doubtless,  according  to  Mr.  Porter, 
effect  a  further  increase  of  from  twenty  to  twenty-five  per  cent, 
in  the  duty  obtained. 

Dimensions  and  Performance  of  Pump^. 

Number  of  pumps  2 

Aggregate  length  of  the  two  chambers  in 

each  pump 7  ft.  6  in. 

Width  of  the  two  chambers  in  each  pump  .  2  ft.  3  in. 

Height  of  the  two  chambers  in  each  pump.  2  ft.  1 1  in. 
Capacity  of  each  pump-chamber,  in  cubic 

feet 25 
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Uiameter  of  plunger,  inches 

■'  "  rod 

Area  of  plunger,  mean  of  two  faces,  square 

inches 

Strokt  of  plunger,  inches 

Displacement  of  plunger,  in  cubic  feet 

"  "         "  "  gallons 

Number  of  double  strokes  of  each  plunger 

per  minute 

Mean  velocity  of  plunger,  in  feet,  per  minute 

Number  of  valves  acting  together 

Diameter  of  each  valve-opening,  inches 

Total  area  opened  by  valves,  square  inches. 

Lift  of  each  valve,  inches 

Mean  velocity  of  water  through  valves,  in 

feet,  per  second 

Weight  of  each  valve,  pounds 

Weight  of  eacli  valve  for  each  square  inch 

of  opening,  pounds 

Resistance  to  current  on  each  square  inch 

of  opening,  pounds 

Totol  loss  of  efficiency  in  pounds  on  square 

inch Ui6  +  .26)X 

Mean   excess  of   pressure  in  the  delivery- 
main,  pounds  on  square  inch 

Proportion  of  power  lost  in  passage  through 

valves 

Time  occupied  by  valves  in  closing,  seconds 
Motion  of  plunger  while  valves  are  closing, 

inches 

Proportion  of  stroke  lost  in  closing  of  both 

admission-  and  delivery-valves 

Net  delivery  from  both  pumps  per  double 

stroke,  gallons 

Net  delivery  from  both  pumps  per  double 

stroke,  pounds 


307.88 
36 

6.4141  r 


19-37 
1 16.22 
84 

1.312s 
1 1 3-6 
.3125 

S.25 
-5625 

416 

.26 

2=  1.352 

84-57 

^i& 

.04 

.07 
.004 
190 
1,584 
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Delirery  per  iacf  st  eigfateen  le^olutiomi 

per  minute,  gaUons 4,924,800 

Number  of  double  strokes  made  in  48-liour 

test 55-779 

Net  foot-poimds  of  work  done  on  each 

double  stroke 309.338 

Net  foot-poimds  of  work  done  by  consump- 
tion of  100  Ibsu  of  coal 102,340.000 

In  contrast  with  the  results  of  trial  of  more  modem  t\'pes 
of  pumping<engine,  the  following  are  data  obtained  from  test 
of  a  well-dedgned  and  well-constructed  engine  of  the  Cornish 
type,  as  given  the  Author  by  the  Qty  Engineer  of  Providence, 
R.  L,  the  official  having  charge  of  the  engine : 


or  A  Wekk*s  Run  or  the  Cokxish  Escgixs, 
PioriDETccc,  R.  I..  i85i. 


Dai 


I   If 

O  9  K 


2^» 

ii 

21    i 


m 


.  m 
w 


2        «• 


fc  5  at  .    -•£.     -^ 

■  geoiiv'SS      o» 


Mbmtey,  Feb.  aib..  . 

Toeadajr,  Feb.  7th 

Wcdmwtij.  Feb.  8ib 
ThoradaT,  Feb.  och . 
Friday.  Feb.  vMM... 
Satordajr,  Feb.  xxth 


b.  m. 

»3  »  55*5  ' 

"  SD  545* 

la  5»  54*6  i 

»  5)6  546S 

»J  «  5433  ' 

"  5«  5459 


Totahaad 


77    5» 


J*7*9 


1- 

6.164  ' 
7.068  \ 
7.060  ! 
7  <h6  : 
6.956 
7 


I 


i1 

3 


7.0x8 


■0.79 

K>8i 

10.91 

XO.90 

XO.95 


Feel. 

I   »*3  57 

i  ^^i} 
'   i««.83 

,   «68.74 
170.23 


XO.88 


lbs. 

>4*  '^..jyt 

34  C:.53« 

3*  6«.3»» 

37  6«.38i 

37  6,.3fa 

37  6a.38x 


Iba.      lbs. 


X67.93  {      36*       63580       866       SS9 


DSA 


II 

IS 


lbs. 


!  I 


Moodajr.  Feb.  6cb 

Tucsdajr.  Feb  7tb..  . 
Wedneiday.  Feb.  8tb 
Thuniday.  Feb.  9tb.. 

Friday.  Feb.  locn 

Saturday,  Feb.  iiib.. 


474 
I     500 


a 

HI 

islJ 

lbs. 

8747 

7^79 
7681 

7818 

7749 
7600 


^^ 

"o 

^£S 

^ 

323 

< 

1- 

\ 

Ibt. 

lbs 

1 

9036 
8499 
8167 

8393 
8261 
8153 


^ 


395 
569 

5>6  6Hk 

6«7  7i* 

6»o  7A& 

748*  9«Vi 


3,383.944. 

30*^<>3« 
3.396.335 

3,394^3- 

3.357.»64 

3.404.431 


Gallons. 

6,074.114'  51  065,000 

6.324.851  5^^wOia.M3 

6.335.1  *»•  5t.  548^000 

6.309.004  5-,6c»3.8s3 

6.igixogo  57.3*4.500 

6.35*.45»  5<>'»*^-.65T 


Totals  and  arerairea.. ..  I  3733     47374       50338       3475     6,\      30.317.465 


56.533.364 


Area  of  pluos:cr  8.319  sq.  ft.    This  area  1^  utted  by  tbe  Water  Depanaent. 
L.OSB  of  action  determined  by  weir.  h'fJit.     ()ui\  calculated  on  actual  quantity  delircraL 
*  Included  in  this  amount  wa*  found  53  ibs.  nnconsamed  coaL 
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The  duty  oi  small  steam-pumps  has  been  found  to  range  very  ] 
low. 

A  vacuum-pump  tested  b 
on   the  above   basis  of  4-^  millions;  one  tested  by  Mr.  J.  F. 
Fiagg  at   the   Cincinnati  Exhibition   in   1875,  reduced  to  the 
same  basis,  gave  a  maximum  duty  of  3-1^^  millions.*     Several 
vacuum  and  steam  pumps  gave  duties  reported  as  high  as  lo.cxx),- 
000  to   ii,o(X),cxx3,  small  steam-pumps  doing   no    better   than 
vacuum-pumps.     Experiments  made  at  the  American  Institute  I 
Exhibition  of  1867  showed  that  medium  steam-pumps  do  not,  \ 
on  the  average,  utilize  more  than  50  per  cent,  of  the  indicated 
power  in  the  steam-cyiinders,  the  remainder  being  absorbed  i 
the  friction  of  the  machine,  but  more  particularly  in  the  passage  \ 
of  the  water  through  the  pump.*     All  steam-pumps,  nearly, 
require  that  the  steam-cylinder  shall  have  3  to  4  times  the  area  1 
of  the  water-cylinder  to  give  sufficient  power  when  the  steam 
is  accidentally  low  ;  hence,  the  net,  or  effective,  pressure  forms  a  ' 
small  percentage  of  the  total  pressure ;  and  this,  with  the  large   ■ 
extent  of  surface  exposed  internally  and  externally,  and  the  j 
total  absence  of  expansion,  makes  the  waste  very  great.     A  I 
pump  tested  by  Mr.  Emery  required   I30  pounds   weight    of  I 
steam  per  indicated  horsc-power  per  hour,  and   it  is  believed  f 
that  the  cost  will  rarely  fall  below  60  pounds.     As  only  50  per  j 
cent,  of  the  indicated  power  is  utilized,  ordinary  steam-pumps  J 
rarely  require  less  than  120  pounds  of  steam  per  hour  for  each  ' 
horse-power  utilized  in  raising  water;  which  is  equivalent  to  a  J 
duty  of  but  15,000,000  foot-pounds  per  100  pounds  of  coal,  as-  1 
suming  to,ooo  thermal  units  per  pound,  as  in  the  following. 

The  following  examples  of  pumping-engine  data  illustrate  I 
a  very  accurate  systemf  proposed  by  Mr.  Barrus  : 

This  duty  of  engines  is  expressed  by  the  following  formula: 

L_,                     Foot-pounds  work  done 
Duty  =  =^ j— ^  .^      ■  . —.  X    1000000  = 
Thermal  units  of  heat  consumed 


^]  X  {H  -\-s-\-h]  loooooo 
Thermal  units  of  heat  consumed. 


[CVivN 


•Am.  Machinist.  Sepi,  1878,  p,  a, 

t  Lond.  Engineering.  Feb.  15,  iS8g,  p.  1 
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in  which 

K=  volume  of  piston-displacement,  one  stroke,  cubic  feet. 

zt'  =  weight  of  one  cubic  foot  of  water. 

N  =  number  of  strokes  during  trial. 

H  =  head  in  feet  corresponding  to  indication  of  pressure- 
gauge  on  force-main. 

k  =  heat  in  feet  corresponding  to  indication  of   \'acuum> 

gauge  on  suction-main. 

(This  b  a  minus  quantity  where  there  is  a   head  of 

water  on  the  suction-main  and  pressure-gauge  is  used. » 

s  =  vertical  distance  in  feet  between  the  centres  of  two 

gauges. 

L  =  total  leakage  of  plungers  during  trial,  estimated  from 
results  of  leakage  test  with  pump  at  rest. 

C  =  correction  for  air  admitted  into  the  pump  ==  propor- 
tion of  the  stroke  during  which  the  pump  is  sub- 
jected to  the  full  discharge  pressure,  measured  from 
the  indicator-diagram. 

Thermal  units  of  heat  consumed  =  weight  of  water  supplied 
to  boiler  by  main  feed-pump  X  total  heat  of  steam 
of  boiler-pressure  above  temperature  of  main  fecvi- 
water,  plus  weight  of  water  supplied  by  jacket-pump 
X  total  heat  of  steam  of  boiler-pressure  above  tem- 
perature of  jacket-water,  plus  weight  of  any  other 
water  supplied  by  total  heat  above  its  temperature 
of  supply.  The  total  heat  of  the  steam  is  corrected 
for  the  moisture  or  superheat  which  the  steam  may 
contain.  For  moisture,  the  correction  is  subtract evi. 
and  is  found  by  multiplying  the  latent  heat  of  the 
steam  by  the  percentage  of  moisture,  and  di\iding 
the  product  by  lOO.  For  superheat,  the  correction 
is  added,  and  is  found  by  multipKnng  the  number  of 
degrees  of  superheating  •/.«'.,  the  excess  of  the  tem- 
perature of  the  steam  above  the  normal  temperature 
of  saturated  steam)  by  O-1.8.  Xo  allowance  is  mace 
for  heat  added  to  the  feed-water  which  is  denve^i 
from  any  source  except  the  engine  or  some  acces- 
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loo  lbs. 


soryof  the  engine.    Heat  added  to  the  water  by  the 
use  of  a  flue  heater  at  the  boiler  is  not  to  be  deduct- 
ed.    Should  heat  be  abstracted  from  the  flue   by 
means  of  a  reheaterconnected  with  the  intermediate 
receiver  of  the  engine,  this  heat  must  be  included 
in  the  total  quantity  supplied  by  the  boiler. 
The  following  examples  are  given  to  illustrate  the  method 
of  computation.     The  figures  are  not  obtained  from   tests  ac- 
tually made,  but  they  correspond  in  round  numbere  with  those 
which  were  so  obtained. 

First  Case. — Jacketed  compound  fly-wheel  engine.  Jacket- 
water  returned  to  the  boiler  by  gravity.  Jet  condenser  with 
air-pump,  operated  by  main  engine.  Feed-pump  driven  by 
main  engine  supplied  with  water  from  hot-well,  which  receives 
drip  from  intermediate  receiver.     No  heaters. 

1.  Boiler-pressure  by  gauge,      .... 

2.  Capacity  of  pump-displacement    one 

stroke  ((^) 

3.  Number  of  strokes  during  trial  (A'),  . 

4.  Pressure  by  gauge  on  force-main, 

5.  Vacuum  by  gauge  on  suction-main,    . 

6.  Vertical  distance  between  gauges  (s\ 

7.  Temperature  of  water  in  pump-well, 

8.  Leakage  of  pump  determined  by  trial 

at  rest  {L) 

9.  Kind  of  pump-diagram,     .     Rectanguk 

10.  Weight  of   water  supplied  by   feed- 

pump,            r88,ooo  lbs. 

11.  Weight  of  watersupplied  from  jackets,  9,000    " 

12.  Temperature  of  main  feed-water,       .         100  deg, 

13.  "  jacket-water,     .     .     ,  290     " 

14.  Percentage  of  moisture  in  steam,  .     .  2.5 

Additional  Data  based  on  the  Above. 

15.  Weight  of  one  cubic  foot  of  water  at 

60  deg.  (if), 62.4  lbs. 


546,000  lbs. 

(or  C  =  unity)! 
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16.  Head   corresponding  to  pressure  in 

force-main  [^  X  ^44]  ^  ^^      .    .        18^6  ft. 

62.4 

17.  Head  corresponding  to  vacuum  in  suc- 

tion-main  [4.8  X  1.13]  =  A,  .     .     .  54  *• 

18.  Total  heat  of  i  lb.  of  dry  steam  at  100 

lbs.  gauge-pressure,  reckoned  from 

o  deg.  Fahr., 1,216.5  th.  un. 

19.  Total  heat  of  i  lb.  of  steam  at  100  lbs. 

gauge-pressure   containing  2.5  per 

cent,  moisture, 1,194.6      " 

20.  Total  heat  of  i  lb.  of  steam  at  100  lbs. 

gauge-pressure,  containing  2^  per 
cent,  of  moisture,  reckoned  from 
temperature  of  main  feed-water 
(100  deg.  Fahr.), 1,094.6      " 

21.  Total  heat  of  i  lb.  of  steam  at  100  lbs. 

gauge-pressure,  containing  2^  per 
cent,  of  moisture,  reckoned  from 
temperature  of  jacket-water  (290 
deg.  Fahr.), 902.2      " 

22.  Heat  consumed  by  engine,  188000  X 

1094.6  +  9000X902.2      .     .     .  =213,904,600    " 
Applying  these  quantities  in  accordance  with  the  duty  for- 
mula we  have : 

Duty  = 

r       N     ,    V        w  L    ^      (  H       h       s\ 

J_('4OO0OXi2-5X62.4)-546oooJ  X  ^184.6+5.4+iojxioooooo 

2 1 3904600 

21730800000  X  loooooo         ,^  . 

= — ^— =  100593268  foot-pounds. 

2 1 39^4^^^^ 

Seconi  Case. — Jacketed  compound  direct-acting  duplex 
•engine.  Jet  condenser.  Independent  air-pump,  which  exhausts 
through   a   heater.     Feed-water  supplied  by  an    independent 


^'i  U'l^'^I.  A-TZ   l^l~,-Ji    ZIZ±. 


J' 5. •J  no.  fr. 

^  ?r*:«iir*  br  gang*  -jl  fins-TTSrnr,  .     .  53C  is. 

^.  V*ncil  cararrirr  bery^ya  ^zag^sj  -r^  f  fi. 


P"— ? 

'  '         »•»  **fT*"*     ^^     IB  i**"^"  xr— ^«^«  -.*«(•   "v-   -s.--,i-j 


Addiiumal  Data  baud  en  tki  J.\-r^. 


f ;,  Weight  f/f  I  cjbfc  foot  of  water  at  Sc 

o^,  'Xt'/ 62.2 

!</.  Hta/i    corrt*por.ding    to   pressure    ia 

t  \r/J  /    144"  rr  r 

forotr-mair;,  — ^___±L-  =  .//^,,       .  23X.5  ft. 

rj2.2 

17,  H':ad   corr^rrponding   to   vacuum    in 

suctioinTiain,  <9,3  x  1.131  =  •*»,     •  io^5  ** 

18*  T'>tal  heat  of  i  lb.  of  dr\' steam  at  120 
lbs.  gauge-pressure,  reckoned  from 
O  dcg.  Fahr., i,220l2  th.  un» 

19,  Total  heat  of  i  lb.  of  steam  at  120  lbs. 

gauge-pressure,   containing    3    per 

cent,  of  moisture, if  194-2      " 

20.  Total  heat  of  i  lb.  of  steam  at  120  lbs. 

gauge-pressure,   containing     3    per 


•• 


«% 


cent,  of  moisture,  reckoned  from 
temperature  of  main  feed>water 
{2 1 5  d^-  Fafar.), 9/8.3  th.  un. 

21.  Total  heat  of  i  lb.  of  steam  at  I20lbs. 

gauge-pressure,  containing  3  per 
cent,  of  moisture,  reckoned  from 
temperature  jacket-H-ater  ^280  deg. 
Fahr.*, 912.2 

22.  Heat  consumed  by  engine,  56000  X 

978-3  +  6400  X  912.2  .     .     .     .  =  6a622«8So 
Appl>'ing  these  quantities  to  the  formula,  we  have : 

Duty  = 

[(76000x375x62.2-)— 354540]  x( 23 1.5  +  8  + ia5)x  1000000 

60623880 

4343**5000  X   lOOOOOO  ^  r     .  J 

=  60622880 =  7'64.374    foot-pounds. 

Third  Case. — Jacketed  fly-wheel  compound  engine.  Inter- 
mediate receiver  fitted  with  reheater  supplied  with  live  steam. 
Main  steam-pipe  provided  with  separator.  Water  drained  from 
jackets,  reheater,  and  separator,  into  a  closed  tank  under  boiler- 
pressure,  from  which  the  water  is  supplied  to  the  boiler  by  a 
small  steam-pump.  Jet  condenser  fitted  with  independent  air, 
pump  with  exhausts  through  a  heater  to  the  atmosphere.  Main 
supply  of  feed  water  drawn  from  hot-well  and  fed  to  boiler  by 
injector,  discharging  through  the  heater.  The  main  feed-water 
and  the  auxiliary  supply  enter  the  same  feed-pipe  just  before 
its  connection  to  the  boiler.  The  auxiliary  pump  exhausts 
through  the  heater.  Number  of  plungers,  two:  diameter  of 
each  plunger,  19  in. ;  length  of  each  stroke,  36  in. ;  diameter  of 
each  piston-rod,  3^  in. 

1.  Boiler-pressure  by  gauge,      ....  120  lbs. 

2.  Capacity  of  pump-displacement,  one 

» 

stroke. 

Each  plunger  =  area  10  —  i  area  3*         .j^.       -  o  -^      .    r. 

~ — — —  X  3  (F)  =  5.806  cub.  ft. 

144 
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3.  Number  of   strokes  of  one   plunger 

during  trial  (A'') 280,000 

4.  Pressure  by  gauge  on  force-main,  .     .  80  lbs. 

5.  Vacuum  by  gauge  on  return-main,     .  4.8  in. 

6.  Vertical   distance  between  centres  of 

gauges  (j) 10  ft. 

7.  Temperature  of  water  in  pump-well, .  60  deg, 

8.  Leakage   of   plunger  determined  by 

trial  at  rest  (Z.) 546,000  lbs, 

9.  Correction  for  admission  of  air  into 

the  pump  (t) ,95 

10.  Weight   of   water  supplied  by  main 

feed-pump 188,000  lbs. 

11,  Weight  of  water  supplied  by  auxiliary 

pump   from   the    jacket,   reheater, 

and  separator-tank 12,000  lbs. 

13,  Weight   of    water    discharged    from 

jackets 7,000   " 

13.  Weight  of  water  discharged  from  re- 

heater 3,000   " 

14.  Weight  of  water  discharged  from  sep- 

arator   3,000   " 

15.  Temperature  of  water  supplied  from 

hot-well  to  injector 1 10  deg. 

16.  Temperatureof  water  dischai^ed  from 

injector  and  entering  heater.     ,     .  180    " 

17.  Temperature   of    (eed-waler    leaving 

heater, 215" 

18.  Temperature  of  jacket-water  previous 

to  entrance  to  tank 290    " 

19.  Temperature  of   reheater-water   pre- 

vious to  entrance  to  tank.     ,     .     ,  300    " 

aa  Temperature  of  separator-water  pre- 
vious to  entrance  to  tank,      ,     .     .         340    " 

31.  Percent^eof  moisture  in  the  ^cam 
leaving  scparator,accordiiigtocak>, 
rimeter-tcsts. 0.5  per  cent 
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22.  Weight  of  I  cubic  foot  of  water  at 

60  deg.  (w\ 624  lbs. 

23.  Head  corresponding   to   pressure  in 

force-main,  ?^^-?i^  =  (//), .    .     .  164.6  ft. 

24.  Head   corresponding  to  vacuum   in 

suction-main,  4.8  X  1. 13  =  (A),   .     •  81. 1  " 

25.  Total  heat  of   i  lb.  of  dry  steam  at 

120  lbs.   gauge-pressure,  reckoned 

from  o  deg.  Fahr., 1,220.2  th.  un. 

26.  Total  heat  of  i  lb.  of  steam  at  100  lbs. 

gauge-pressure,  containing  ai  per 
cent,  of  moisture,  =  1220.2  —  [.005 
X  867.5  (latent  heat)],  ....  1,215.9  " 
27*  Total  heat  of  i  lb.  of  steam  at  120  lbs, 
gauge-pressure,  containing  0.5  per 
cent,  of  moisture,  reckoned  from 
temperature  of  main  feed-water  cor- 
rected for  heat  derived  from  injector 
=  121 5.9  —  [no +  (21 5.9—  180.6)] 
=  1215.9—145.3, 1,070.6      ** 

28.  Total  heat  of  i  lb.  of  steam  at  120  lbs. 

gauge-pressure,  containing  0.5  per 
cent,  of  moisture,  reckoned  from 
temperature  of  jacket-water  (290 
deg.),  =  12 1 5. 9  — 292,       ....  923.9      " 

29.  Total  heat  of  i  lb.  of  steam  at  120  lbs. 

gauge-pressure,  containing  0.5  per 
cent,  of  moisture,  reckoned  from 
temperature  of  reheater-water  (300 
deg.),  =  12 1 5.9— 302.1,     ....  913.8      ** 

3a  Heat  lost  by  cooling  of  i  lb.  of  the 
separator-water  from  its  tempera- 
ture in  the  boiler  (3499 deg.),  to  its 
temperature  of  discharge  to  tank 
(340  deg.),  =  352.6  -  342.7,      .     .  9.9      " 
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.  Heat  consumed  by  engine  =  (188000 
X  i070.6)  +  {7ooo  X  923.9)  4- {2000 


209,597400  th.  un. 


Applying  these  quantities  in  accordance  with  the  duty  for- 
mula, we  have :  j 


■6+5-44- 


'ojj  X 


lOOOOOOOO 


209597400 

9274062080  X    1000000 

209597400 


Where  the  lift  is  small,  and  especially  if  the  quantity  to  be 
raised  is  large,  the  centrifugal  pump,  driven  at  high  speed  by 
fast-running  engines,  is  generally  employed.  Such  arrange- 
ments are  also  customary  in  steam-vessels.  Centrifugal  pumps 
are  not  economical  under  heavy  lifts  or  where  the  cost  of 
power  is  serious.  Mr.  Hansen  gives  the  following,  probably 
low,  estimate  for  the  power  demanded  by  the  best-known  J 
pumps  of  this  type ; 


1.  n.r.  —  2j^^^QQQ—    ggoQ  • 

where  K  is  the  number  of  gallons  raised  per  minute  through  I 
the  height.  //  feet.* 

The  following  table  represents  the  results  of  trials  of  Ger*'l 
man  naval  ship-pumps  of  the  centrifugal  typef,  as  translated  Iqrf 
Mr.  Hansen : 


•  Engineering,  February  33.  18! 
t  Busley  :   "  Die  Schiffamaschim 
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Work  or  Cbntkipucal  Pumps. 
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... .,.  ..aU  IA>akin  System  of  trial  has  alreadjr 

-       I    iK  ^ncccding  chapter.     The  measure- 

.  luifc^cU  trom  the  condenser  has  been  seen 

..   «ik1  uu)st  convenient  and  exact  method 

,^    I  ihcrniodynamic  study  of  the  efficiency 

ivsv>sv»i'   Unwin,  as  just  stated,  has  applied 

...^  .1   I  Hluily  of  a  pumping-engine  of  the  Worth- 

,.\  '.lu' "viiualizers*' attached,  forming  what  has 

,     ;)»i;h-iUity  *'  type  of  that  machine.     The  foU 

jKUlcil  results:* 

It  was  arranged  that  there  should 
be  an  eight-hours*  trial  of  the  en- 
gines only,  and  a  twenty-four-hours" 
trial  of  engines  and  boilers  conjointly. 
The  jacket  drains  were  rearranged  so 
that   the  jacket  condensation   could 


■  \ 
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.    «:i  \ 


si. 


iHis\.       The    engines  are 


1  \ 


w 


auuLift. 


s^v  nxl.  pumping  a  large  volume  of 
,  .Ml  4  Uk\\  hft  The  high-pressure 
^,  ,».,.  On  >.'  i»».  in  diameter,  and  the 
.,.vxiKH».uu     pisti>ns    54    in.      The    stroke    is    variable,   the 


Fig.  127. — Diagrams. 
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maximum    from  cylinder- 
head  to  cylinder-head  be- 
ing   44    in.     During    the 
trials  the  stroke  remained 
ver\-  constant  and    about 
43    inches.     The  engines 
work  rams  40  in.  in  diam- 
eter, and  the  same  stroke 
as  the  steam-pistons.  Com- 
pensating cylinders  absorb 
work  during  the  first  half 
v»i  vSn  '.t^N*K%\  .uul  i^ivo  it  K\ok  during  the  second  half.     There 
Ox  iWs^  l^^  v.uh  engine,  1 1    in,  in  viiamoter,  loaded  by  air-pres- 
^^\ix    Vn^  x^Uv^ut    t.N^  pounvis  jxT  square  inch.     The  pumps  lift 
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water  from  a  well  communicating  with  the  river  and  deliver  it 
through  two  5-ft.  mains  to  the  reservoirs,  nine  miles  distant. 
The  head  during  the  trials  measured  by  the  difference  of  pres> 
sure  in  the  suction  and  dis-     «& 
charge  pipes,  was  from  50 
ft«  to  65  ft.    The  head  was 
measured  by  mercury  col- 
umns fixed   in   the  engine- 1 
house,  communicating  with 
the    suction    and    delivery 
mains  in  accordance   with 
the  provision  of  the  contract. 
The  suction-gauge  com* 


rum 


Pic.  1*9 — Pkkssuks  Cuktbs. 


Bor.tth. 


Fig   ijo. — Chart  of  Trial. 
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municated  with  the  suction-pipe  just  below  the  floor,  and  the 
pressure-gauge  was  set  to  give  pressures  reckoned  from  the 
floor-level.  The  sum  of  the  mercury-gauge  readings  is  taken 
as  the  effective  lift.  The  pressure-gauge  communicates  with 
the  delivery-main  at  a  point  beyond  the  stop-back  valve.  Con- 
sequently the  resistance  of  that  valve  is  reckoned  as  part  of  the 
engine  friction,  and  is  not  credited  to  the  useful  work  done  by 
the  pumps. 

The  engine-cylinders  are  jacketed,  and  the  steam  is  also 
taken  through  a  jacketed  reservoir  between  the  cylinders.  The 
jacket-water  was  weighed.  The  condensers  are  injection  con- 
densers with  horizontal  air-pumps. 

The  pumps  were  very  carefully  measured,  with  the  follow 
ing  results; 
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L grate  ' 
was  6( 
safety- 


The  Boilers. — The  boilers  were  single-flued  Cornish  boilers. 
Three  were  used  in  the  trial  on  October  29,  and  four  in  the 
trial  on  November  5  and  6.  The  boilers  were  28  ft.  in 
length  and  6  ft.  in  diameter,  with  a  single  flue  3  ft.  6  in.  in 
diameter  for  the  greater  part  of  the  length. 

During  the  trials  of  November  5  and  6  the  length  of  the 
grate  was  4  ft.  6  in.  Hence  the  grate-area  of  the  four  boilers 
was  60  square  feet.  The  feed-pipe  was  disconnected,  and  the 
safety-valves  open  on  the  idle  boilers. 
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The  coal  was  weighed  under  supervision  on  platform-scales, 
which  had  been  tested,  and  the  weights  of  coal  brought  into 
the  house  were  from  time  to  time  again  tested  on  a  DenJson 
balance. 

Measurement  of  the  Feed. — The  feed  was  supplied  from  the 
delivery-main  at  a  nearly  constant  temperature  of  31  deg.,  the 
ordinary  feed  arrangements  which  supply  the  boilers  with  hot 
water  from  the  jackets  and  hot-well  bt-ing  disconnected.  The 
feed  was  delivered  into  a  small  gauge-tank  with  overflow-pipe 
provided  with  a  float  and  counter.  The  capacity  of  this  gauge- 
tank  was  determined  three  times  by  weigliing  the  water  ;  and 
the  closely  accordant  measurements  gave  a  mean  value  of  394 
pounds  for  the  capacity.  No  corrections  are  necessary  for  tem- 
perature, and  no  error  is  introduced  by  any  possible  difference 
of  level  or  condition. 

The  feed-tank  delivered  by  a  stop-valve  into  another  tank, 
from  which  a  small  Worthington  feed-pump  delivered  the 
water  into  boilers. 

The  Worthington  pump  took  its  steam  from  the  boilers  in 
use,  and  exhausted  into  the  tank,  from  which  it  pumped.  The 
whole  of  the  steam  used  was  therefore  recondensed  and  re- 
turned to  the  boilers. 

Of  the  heat  supplied  by  the  boilers  to  work  the  feed-pump, 
nearly  all  was  returned  to  the  boilers.  A  small  portion,  viz., 
that  due  to  the  useful  work  of  pumping  and  that  lost  by  radi- 
ation from  the  tank,  was  no  doubt  lost.  So  far  a  small  error 
telling  gainst  the  main  engines  is  introduced. 

The  water-level  at  the  commencement  of  each  trial  in  the 
boiler  gauge-glasses  was  carefully  observed,  and  the  water-level 
was  brought  to  exactly  the  same  marks  at  the  end  of  the  trials. 
The  time  at  which  each  tankful  was  supplied  to  the  boilers  was 
noted,  and  also  the  feed-water  temperature.  Pyrometer  ob- 
servations were  made  in  the  flues.  Anemometer  observations 
■of  the  air  supplied  to  each  boiler  were  taken  every  half-hour 
•during  the  twenty-four  hours'  trial,  the  anemometer  having 
been  previously  tested. 

Aleasuremenl   of  the   Air-pump  Discharge. — The  air-pump 
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discharge  was  led  into  a  wooden  tank  with  stilling-screens. 
From  this  it  was  dischafged  through  a  sharp-edged  circular 
orifice  freely  into  the  air.  The  diameter  of  the  orifice  was 
carefully  tested  after  the  trials,  and  the  coefficient  of  discharge 
from  similar  orifices  is  known  to  be  0.599.  "^^^  temperature 
and  head  over  the  orifice  was  noted  every  5  minutes  in  the  first 
trial  and  every  7J  minutes  in  the  second.  The  temperatures 
relied  on  in  this  report  were  taken  by  a  fixed  zero  thermometer, 
with  open  scales,  recently  verified  at  Kew. 

M€asur€ment  of  Length  pf  Stroke. — As  the  stroke  is  variable, 
an  arrangement  of  indicatitig-fingers  was  attached  to  each 
engine,  and  the  length  of  stroke  on  each  engine  was  noted 
cverj'  quarter  of  an  hour. 

Indicated  Power. — The  indicated  power  was  taken  by  four 
Richards  indicators,  chosen  because  they  give  fairly  large  dia- 
grams. These  indicators  were  sent  to  Kensington  after  the 
trials  and  tested  under  steam,  against  a  steel-tube  pressure- 
gauge  recently  made,  and  specially  tested  by  Messrs. 
Schafier  and  Budenburg.  No  important  error  was  found  at 
any  part  of  the  scale  with  any  of  the  springs.  But  with  the 
light  springs  of  the  low.pressure<ylinder  indicators  there  was 
a  little  frictional  sticking  or  else  a  little  slackness  of  the  paral- 
lel-motion joints,  which  under  a  steady  pressure  introduced  a 
small  uncertainty  of  indication  at  one  or  two  points  in  the 
range.  Probably  this  would  be  less  still  when  the  indicator- 
piston  was  in  motion,  as  when  drawing  a  diagram.  The  indi. 
cator-pipes  were  large  and  were  clothed.  Diagrams  were  tal 
every  half-hour  from  all  the  cylinders. 

Trial  of  Engines. 
This  was  a  twenty-four-hours'  trial,  the  coal-consumption 
being  measured,  as  well  as  the  efficiency  of  the  engine.  The 
engines  had  been  started  in  the  morning,  but,  before  beginning, 
the  fires  were  cleaned  and  all  ashes  removed  ;  also  all  coal  was 
swept  from  the  boiler-house  floor.  Four  boilers  were  used,  and 
the  fires  were  not  drawn  :  but  the  condition  of  the  fi-es  was 
nearly  identical  at  the  beginning  and  end  of  the  experiment. 
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The  trial  commenced  at  10.22  a.m.  on  the  5th  and  ended  ex- 
actly at  10.22  A.M.  on  the  6th. 

The  barometer  varied  a  little  during  the  twenty-four  hours, 
the  mean  being  29.78  in.  (corrected),  corresponding  to  14.627 
lbs.  per  square  inch.  The  temperature  of  the  injection  varied 
from  48.6  deg.  Fahr.  to  49.5  deg.  Fahr.,  the  mean  being  49.2 
deg.  Fahr.  The  mean  boiler-pressure  was  60.29  lbs.  per  square 
inch  (74.92  lbs.  per  square  inch  absolute).  The  mean  vacuum 
shown  by  the  mercury-gauge  on  the  engine  was  27.76  in.,  or 
13.63  lbs.  per  square  inch.  The  total  head  of  water  on  the 
pumps  was  about  55  ft.  at  starting  and  53.5  ft.  at  the  end  of  the 
trial ;  the  mean  head  was  53.68  ft.  The  air-pressure  in  the 
compensating  air-vessel  varied  from  118  lbs.  to  122  lbs.  per 
square  inch  (above  atmosphere). 

Speed  and  Length  of  Stroke. — The  speed  was  remarkably 
constant,  the  mean  speed  being  17.282  double  strokes  per 
minute.  The  engines  made  24,886  double  strokes  in  the 
twenty-four  hours.  The  length  of  stroke  was  even  more  con- 
stant than  in  the  previous  trials.  The  mean  length  of  stroke 
was  43.06  in.  for  engine  A  and  43.05  for  engine  B. 

Indicated  Horse-power. — The  reduction  of  diagrams  taken 
every  half-hour  during  the  first  eight  hours,  and  every  hour 
afterwards,  gave  the  following  results.  The  variation  of  the 
diagrams  was  very  small : 

Indicated  Horse-power. 

Engine  A. — H.  P.  back       31.662 

L.P.     "  31.145    62.807 


u 


H.  P.  front 
L.P. 


(( 


34-176 
31.685 


65.861 


128.668 


Engine  B. — H.  P.  back 

L.  P.    " 


35.856 
28.073 


63.929  ^ 


H.  P.  front      35.236 

L.  P.     **  27.684     62.920 


1 26.849 


Total  indicated  horse-power  of  both  en- 
gines,       


255-517 
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The  Pump.— The  mean  lift  was  53.68  ft. ;  mean  length  of 
stroke,  3.5879  ft. :  number  of  strokes  per  minute,  17.282.  Hence 
the  pumps  lifted  13407  gallons  per  minute,  or  804.,396  gallons 
per  hour,  or  19,305,504  gallons  in  the  twenty-four  hours.  The 
pump  horse-power  is  317,06.  Consequently  the  mechanical 
efficiency  of  the  engines  and  pumps  Is  0.8495,  slightly  greater  ■ 
than  in  previous  fnais.  ^M 

The  Feed  and  Jacket  Water. — The  feed-watcrhad  a  mean-^ 
temperature  of  51.07  deg.  The  total  feed-water  used  was 
108,537.4  lbs.,  or  4522.39  lbs.  per  hour.  The  jacket-water  was 
measured  for  six  hours  on  the  5th  and  for  one  hour  on  the 
morning  of  the  6th,  The  rate  of  discharge  appeared  to  be  the 
same.  The  amount  of  drainage  from  the  jackets  was  706  lbs. 
per  hour.  Consequently,  reckoned  per  indicated  horse-power 
per  hour,  the  quantities  were:  ^M 

Total  feed  (at  51-07  deg.)  per  indicated  horse-  ^H 

power  per  hour 17.700        ^H 

Jacket  condensation, 2.763        ^H 

Used  in  cylinders, '4-937  ^ 

Air-pump  Discharge. — The  mean  head  over  the  orifice  was 
1.7033  ft.,  and  the  mean  temperature  74.965  deg.*  The  total 
air-pump  discharge  was  2586  lbs.  per  minute,  or  2522.4  lbs.  of 
injection-water  and  63.6  lbs.  of  condensed  steam. 

Heat  Rejected  by  the  Engine  per  Indicated  Horse-power  per 
Minute. — The  heat  required  to  raise  the  whoie  air-pump  dis- 
charge from  49-2  deg.  to  74.965  deg.  We  get  for  the  heat  re- 
jected 26o.7thermal  units  periiidtcated  horse-power  per  minute. 
This  is  Donkin's  coefficient.  The  more  accurate  estimate  of 
the  heat  rejected  is  as  follows : 

Thtrenal  Uniti. 

Heat  due  to  2522,4  lbs.  of  injection-water  per  min- 
ute raised  from  49.3  deg.  Fahr.  to  74.965  deg. 
Fahr., 64,990 

*  Another  set  o(  readings,  wiih  anoLher  thermomFlET,  gave  ihis  icmperautPI^H 
75.13  deg.  Fahr.  ^H 
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Heat  due  to  63.6  lbs.  of  feed-water  raised  from  51.07 

d^.  Fahr.  to  74.965  deg.  Fahr., I>5I9 

Heat  due  to  11.78  lbs.  of  jacket-water  raised  256.3  deg. 

Fahr., 3,020 

69,529 
Heat  rejected  per  indicated  horse-power  per  minute,  .  272.1 
Add  converted  into  work, 42.7 

3H.S 
Which  neglects  the  loss  by  radiation. 

Heat  used,  reckoned  from  the  Boiler-pressure, — The  total 
heat  of  the  steam,  considered  dry,  reckoned  from  the  feed-tem- 
perature at  the  mean  boiler-pressure  is  1 156.5  thermal  units 
per  pound.  Consequently  the  heat  delivered  from  the  boiler 
to  the  engine  was  341.  i  thermal  units  per  indicated  horse  power 
per  minute.  The  difference  between  this  and  the  previous  esti- 
mate, of  314.8,  represents  loss  by  radiation,  error  due  to  the 
presence  of  priming-water  in  the  steam,  and  errors  of  observa- 
tion. 

If  we  suppose  the  jacket-water  pumped  into  the  boiler  at 
the  temperature  of  the  steam  (as  it  returns  to  boilers  in  a  closed 
circuit),  and  the  rest  of  the  feed  taken  from  the  hot-well,  thus 
removing  the  abnormal  conditions  which  were  present  in  the 
trial,  17.8  thermal  units,  or  5.2  per  cent,  of  the  heat  used  per 
indicated  horse-power  per  minute,  would  be  saved.  Then  the 
heat  required  by  the  engine  would  be,  in  normal  conditions  of 
working,  323.3  thermal  units  .  per  indicated  horse-power  per 
minute. 

The  following  table  gives  the  results : 

Double  strokes  per  minute,   .....  17.282 

Boiler-pressure, 60.29  lbs.  per  sq.  in. 

Feed-water  per  minute, 75.37  lbs. 

Jacket-drains  per  minute, i  r.77  " 

Temperature  of  steam,      .    .    :.     .     .     .  307.36  deg.  F. 

Pressure  on  pump, 23.26  lbs.  per  sq.  in. 

"        in  compensators,      .....  120         "          ** 
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Mean  pressure  in  high-pressure  cylinders,    32.92  lbs.  per  sq.  in. 
Mean  pressure  in  low-pressure  cylinders,       6.905    "  " 

Temperature  of  injection, 49.2      deg.  J 

"  air-pump  discharge,  .     ,     74.965    "  ^| 

Head  over  orifice 1.7033  ft.  ^^ 

Air-pump  discharge  per  minute,    .     .     2586  lbs. 

Injection-water  per  minute 2522.4         " 

Heat  passing  through  engine  per  indicated  horse-power  per 
minute: 
Thermal  units  from  boiler  in  saturated  steam  through 

cylinders  from  feed-temperature,      .     287.8 
Latent  heat  of  jacket  steam 4>'45 

329.25 
Heat  rejected  in  air-pump  discharge,   .     260.24 

Converted  into  work, 42.75 

Radiation  and  error, 36.26 

329.25 

Indicated  horse-power 255.51^ 

Pump,               " 217.06 

Mechanical  efficiency, -8495 

Feed    per   indicated    horse-power   per 

hour  through  cylinders, 14-937  ll's. 

Feed  per  indicated  horse-power  through 

jackets, 2.763 

Piston  speed  per  minute, 124           ft. 

Measurement  of  Coal  used. — The  floor  having  been  swept 
clean,  tlie  coal  was  brought  in  in  quantities  of  about  8  cwt.,  and 
the  time  of  finishing  each  lot  was  noted.  The  ash-pits  were 
cleaned  before  the  trial,  and  afterwards  nothing  was  removed 
till  the  end.  Tiie  fires  were  cleaned  before  the  trial  began,  and 
again  at  4  A.M.  on  Tuesday  morning.  The  fires  were  not 
touched  at  the  end  of  the  trial,  but  the  ash-pits  were  immedi- 
ately cleaned,  and  the  whole  of  the  ashes  were  treated  thus : 

First  the  clinkers  were  separated  and  weighed.  The  rest  of 
the  ashes  were  sifted  through  a  sieve  with  Jin.  mesh.     All  that 
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passed  through  the  sieve  is  treated  as  incombustible  ash,  although 
probably  one-third  of  it  is  unburned  carbon.  What  did  not 
pass  through  the  sieve  is  treated  as  unburned  fuel.  Analysis 
in  similar  cases  has  shown  that  the  cinders  retained  by  the  sieve 
are  almost  entirely  carbon. 

The  coal  account,  then,  stands  thus : 

Pounds.  Pounds. 

Gross  weight  of  coal  brought  into  boiler-house,  ii,i8o 

Left  on  floor  at  end  of  trial, 99 

Cinde];s  sifted  out  of  ashes, 132  231 

Total  coal  used, 10,949 

=  456.2  lbs.  per  hour. 

Pounds. 

The  residue  consisted  of  clinkers, 66 

Incombustible  ashes, 366 

432 

The  clinkers  and  s^hes  amount  to  3.9  per  cent,  of  the  coal 
used. 

The  rate  of  combustion  was  7.24  lbs.  of  coal  per  square  foot 
of  grate,  or  0.19  lbs.  per  square  foot  of  heating-surface,  per  hour. 
The  coal  used  per  indicated  horse-power  per  hour  was  1.785 
lbs.,  a  very  good  result,  as  the  feed  was  supplied  at  5 1  deg. 
Fahn,  and  the  rejected  heat  from  the  jacket-drains  wasted. 
The  evaporation  was  9.914  lbs.  of  water  from  51.07  deg.  at 
307.36  deg.  per  pound  of  coal  including  clinkers  and  ashes. 
This  corresponds  to  an  evaporation  of  11.867  lbs.  per  pound  of 
•coal  from  and  at  2 1 2  deg. 

Calorimetric  Value  of  the  CoaL — ^The  heating  power  of  the 
•coal  has  not  been  directly  determined,  but  good  Welsh  coal  is 
Icnown  to  contain  about  89  per  cent,  of  carbon  and  4  per  cent. 
of  hydrogen,  the  rest  being  oxygen,- nitrogen,  and  ash.  The 
•calorimetric  value  of  such  a  fuel  is 

14500J0.89  +  4.28  X  .04} 
—  I  "5387  thermal  units  per  pound. 
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But  this  is  reckoned  for  a  dried  sample  of  coal,  and  makes  no 
allowance  for  the  latent  heat  of  the  steam  produced  in  conw 
bustion.  There  would  be  produced  by  combustion  0.36  lbs.  of 
water  per  pound  of  coal ;  and  the  latent  heat  of  this  would  be 
348  thermal  units:  so  that  the  available  heat  of  a  pound  of  dr)- 
coal  would  be  1 5,039  thermal  units.  The  coal  as  taken  from 
the  yard  would  contain  at  least  i  per  cent,  of  moisture,  so  that 
the  available  heat  of  i  lb.  of  the  coal  as  weighed  and  used 
would  be : 

Thermal  Uoits. 

Heat  due  to  0.99  lb.  of  coal, 14,888 

Less  latent  heat  of  0.0 1  lb.  of  water,    •     •     •     •  10 


14,878 


Available  heat,  14,878  thermal  units  per  pound  of  coal  as 
weighed  and  used.  Taking  this  value,  the  total  heat  due  to  the 
combustion  of  the  coal  is  26,557  thermal  units  per  indicated 
horse-power  per  hour,  or  442.6  thermal  units  per  minute  per 
indicated  horse-power.  Of  this  341.  i  has  been  shown  to  be 
delivered  to  the  steam.  There  remain  101.5  thermal  units  per 
indicated  horse-power  per  minute  to  account  for  as  losses  in  the 
boilers.  The  efficiency  of  the  boilers  is  0.77.  The  coal  gave 
to  the  steam  11,466  thermal  units  per  pound  of  coal  used. 

Anemometer  Observations.  —  Observations  at  each  boiler 
every  half-hour  gave  the  following  volumes  of  air  entering  per 
minute  in  cubic  feet  at  the  temperature  79.5  deg.  of  the  boiler- 
house. 

Boiler, J      K      LM 

Quantity  of  air  in  cubic  feet  per  minute,  .  420  438  486  360 

Hence  the  total  quantity  of  air  used  was  1704  cubic  feet  per 
minute,  or  225  cubic  feet  per  pound  of  coal.  The  weight  of 
the  air  used  was  7489  lbs.  per  hour,  or  16.42  lbs.  per  pound  of 
coal.  As  the  coal  requires  nearly  12  lbs.  per  pound  for  perfect 
combustion,  the  quantity  of  air  used  was  moderate. 

The  mean  temperature  of  the  flue  from  the  pyrometer  ob- 
servations was  422  deg. 
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Tabulating  the  results  stated,  we  get : 

Per  Indicated 
Per  Hour.       Hone-power 
per  Hour, 
lbs.  lbs. 

Coal  used, 456.2  1785 

Air  used, 7,489.0         29.310 

7,945.2 
Less  ashes  and  clinkers,     ....  18.0 

Total  weight  of  furnace  gases,     .     .     7,927.2  31.03 

Heat  Used  and  Lost  in  Boilers. — The  thermal  units  of  heat 
developed  in  the  furnaces  were  applied  thus : 

Thermal  Uniu 
per  Indicated         Pier 
Horse-power         Cent, 
per  Hour. 

Total  heat  due  to  coal  used, 26,557       'OO 

Given  to  steam, 20,466  77.1 

Carried  off  in  furnace  gases, 2,657  lo.O 

Probable  loss  due  to  opening  firedoors  to  stoke,  265  i  .0 

Due  to  carbon  in  ashes, 284  i.i 

Radiation  and  unaccounted  for, 2,885  IO-8 

If  there  was  any  priming-water,  the  heat  given  to  steam 
would  be  less.  On  the  other  hand,  probably,  the  losses  due  to 
moisture  in  the  coal  and  to  air  entering  the  furnaces  during 
stoking  are  underestimated. 

Duty  of  the  Engines. — The  work  done  by  the  engines  dur- 
ing the  twenty-four  hours*  trial  was  106010000  foot-pounds 
per  112  lbs.  of  coal. 

It  has  been  stated  that  for  the  purposes  of  the  trial  the  ordi- 
nary conditions  of  the  engines  were  altered,  and  heat  rejected 
which  is  ordinarily  used.  Correcting  for  this,  the  duty  of  the 
engines  in  normal  conditions  of  work  must  be  11 1.5  millions 
according  to  the  results  of  the  trial. 

To  accompany  this  report,  drawings  are  sent  as  follows : 

Drawing  i. — A  mean  diagram  (see  Fig.  128)  drawn  from 
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•sngfae  A  zt  12150  ?JC-    Or  ds 

It  ^  farjiratjocrC^rgre  for  rrie  aLcsn  soeed  per  scro^e 

<:vr?r.%  tbt  thaL     5cnct  tne  irxficatid  pow^^r  xarisd  so  little. 

tA«    wt:irar;ofKarve  31:2^    be  rcry  agorjxLrarfTy  c&e  true 

^  c  .r/*:  :«  th«t  actoa^  dagrasi*-     Toe  rc-eTa^tx^riija  c,:rin§  ihe 

.^tr",-^*  i:%  very  nurkcii  ^s  irss  ro  be  expect ed  frsci  t!&*  large 

!jr4runmg  2^ — Mean  diagrams  sec  Fig.  135^  from  aZ  the  dta- 
gr;wr.%  <*f  b^ytfl  -trigrr.e*  taken  at  12.30  F.M.  are  pC»xted  so  as  to 
.%h/yir  the  effectrvc  thru^  of  the  engines  at  eacft  pxrrt  of  the 
i0UfMt^  A  cur/c  of  cosines  is  dravn  gi^"ir^  the  —  thrust  of 
th^  compen^itor*-  Combining  this  with  the  cngine-d£agranu 
the  resultant  thru.^  is  obtained.  The  effect  oi  the  inertia,  how- 
ever,  i%  neglected.  It  will  be  seen  that  the  resultant  thrust  is 
remarkably  uniform^  and  probably  the  effect  of  the  inertia  of 
the  moving  pistons  and  plungers  is  to  increase  the  unifoniut>* 
of  thi*  thrust. 

Draunng  3. — The  principal  obser\-ations  taken  during  the 
trial  have  been  plotted  in  this  diagram  Tsee  Fig.  1301  with  time 
abvLi^s;!;.  The  diagram  shows  the  general  regularity-  of  the 
working  of  the  engines  during  the  trial. 

104.  Gas-engine  Trials,  and  Reports  on  their  results,  are 
substantially  similar  to  those  for  steam-engines :  but  here  engine 
and  boiler  are  one,  and  all  heat-energy  is  generated  by  the 
combustion  of  the  fuel  within  the  working  cylinder  this  com- 
pi:lling  sf>ecial  methods  of  measuring  it.  The  most  complete 
and  fruitful  example  of  such  a  trial  is  described  in  the  report 
an  abstract  of  which  follows.*  Some  of  its  deductions  are 
given  in  another  chapter  (^841. 

The  report  on  these  trials,  by  Messrs.  Brooks  and  Steward, 
embodies  a  very  careful  examination,  both  theoretically  and 
experimentally,  of  the  performance  of  that  form  of  motor, 
made  with  a  view  to  determine  not  only  the  actual  efficiency 
and  economy  of  the  machine,  but  also  the  extent  and  the  pro- 
portions of  the  losses  met  with  in  its  ordinary  operation.  A 
series  of  results  had  been  obtained  during  investigations  made 

•Van  Nostrand's  Mac^Hzine,  18S3. 
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under  the  direction  of  the  Author,  and  which  included  trials  of 
various  forms  of  gas  engine,  in  which  the  distribution  of  heat  in 
useful  and  lost  forms  of  energy  was  determined  with  care. 

In  these  cases,  the  consumption  of  water-gas  varied  from 
21.2  to  23.4  cubic  feet  per  hour  and  per  horse-power  in  engines 
of  6  or  7  indicated  horse-power,  up  to  23.5  to  24.5  with  engines 
of  two  horse-power  or  less.  The  friction  of  mechanism  ranged 
from  4  to  5  per  cent,  of  the  total  energy  of  combustion,  and 
from  40  per  cent,  power  in  the  smaller  to  20  per  cent,  in  the 
larger  engines;  the  waste  at  the  exhaust  was  from  12  per  cent. 
of  the  total  heat  of  combustion  in  the  small  to  24  per  cent,  in 
the  large  engines,  and  from  100  to  200  per  cent,  of  the  quan- 
tity transformed  into  useful  work. 

The  water-jacket  carried  off  from  45  to  55  per  cent,  of  all 
the  heat  supplied  by  the  combustion  of  the  gas.  For  example: 
the  distribution  of  the  heat  of  combustion,  in  one  case  worked 
for  the  Author  by  his  senior  assistant,  Mr.  Cartwright,  was  as 
below : 

Useful  dynamometric  work, 14-27 

Work  of  the  pump, 0.42 

Friction  of  mechanism, 4.10 

Lost  in  exhaust, 23.55 

Ditto  in  water-jacket, 46.90 

Radiation,  etc., 10.76 

Total  heat  supplied, 100.00 

This  engine  developed  seven  horse-power  at  the  brake,  and 
indicated  8.9  H.  P.,  consuming  21.2  or  27.6  cubic  feet  of  gas, 
accordingly  as  the  indicated  or  the  dynamometric  horse-power 
was  made  the  basis  of  the  calculation. 

It  seemed  to  the  Author  desirable  that  this  method  of  in- 
vestigation should  be  further  developed,  and  that  a  comparison 
of  the  actual  with  the  thermodynamic  performance  of  the  gas- 
engine  should  be  made,  systematically  determining  all  the  data 
needed  to  make  such  a  comparison  complete,  and  as  nearly 
exact  as  possible.      This  work   was   undertaken   by   Messrs. 
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Brooks  and  Steward.  Messrs.  Schleicher,  Schumm  &  Co.,  the 
builders  of  the  engine,  prepared  one  of  their  lo  horse-power 
Otto  engines  for  trial,  and  forwarded  it  from  Philadelphia, 
This  engine  was  set  up.  as  described  in  the  report,  and  connected 
as  shown  in  the  plan.  Fig.  131.  The  American  Meter  Company 
supplied  meteis,  including  one  of  unusual  sPze,  (or  the  purpose 
of  measuring  the  air,  as  well  as  the  gas  supplied,  a  measurement  '] 
never  before  undertaken,  so  far  as  the  Author  is  informed.  The 
Meter  Company  also  afforded  all  needed  facilities  for  testing 
the  meters,  before  and  after  the  trials. 

The  results  of  the  investigation  are  given  with  all  necessary 
detail  in  the  body  of  the  report.  It  will  be  seen,  as  one  result 
of  the  precaution  taken  to  measure  the  supply  of  air.  that  the 
relative  volumes  of  air  and  gas  are  found  not  to  be  precisely 
determinable  from  figures  obtained  without  the  use  of  an  air- 
meter.  This  precaution  was  also  found  to  have  value  as  per- 
mitting a  correct  determination  of  the  effect  of  varying  the 
supply  of  air  and  of  gas  independently,  either  with  or  without 
change  of  proportions  (Section  5). 

The  determination  of  the  proper  proportion  of  air  to  gas 
is  important  and  interesting  (section  9);  and  the  comparison 
of  the  lines  of  the  indicator  with  theoretic  curves  is  still  more 
interesting  and  novel,  as  well  as  very  instructive  (sections  12 
and  13).  The  fact  that  combustion  is  progressive,  even  into 
the  expansion  period,  is  probably  here,  for  the  first  time,  ex- 
hibited by  direct  investigation  (section  1 5).  The  analysis  of  the 
efficiency  of  the  engine  affords  a  means  of  making  a  comparison 
of  the  thermodynamic  with  the  actual  efficiency  of  this  class 
of  heat-engine.  It  is  seen  that  the  total  heat  accounted  for 
thermodynamically,  consisting  of  that  transformed  into  work 
and  that  expelled  with  the  exhaust,  amounts  to  34  per  cent, 
of  the  total  heat  actually  supplied,  and  that  the  other  wastes, 
byway  of  the  water-jacket  and  otherwise,  amount  to  66  per^ 
cent.  The  thermodynamic  efficiency  is  therefore  about  ^, 
and  the  actual  efficiency  ^j^-  o""  5-  ^"^^  '7  P'^''  cent.,  respec- 
tively. 

(i)  The  Engine  and  Accessor  Us. —"QiAow  are  the  dimensions 


I 
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of  the  principal  parts  of  the  engine,  and  of  such  accessories  as 
are  involved  in  the  calculations:* 


Stroke 14      in. 

Diameter  of  piston 8.5    " 

"   piston-rod i«75  " 

'*         **   connecting-rod  (crank  end). ..     2.5    " 
"         "   connecting-rod  (piston  end). .     2.25" 

"    crank-shaft 4       " 

"   fly-wheels 66       " 

"    brake-pulley 30       ** 

Length  of  brake-arm 16.5    " 

Weight  of  both  fly-wheels 1650  lbs. 

Clearance   (compression-chamber)   38   per  cent,  tota 
volume. 


356  mm. 
216    " 

44     " 
63     ** 

57    " 
102    " 

1680  ** 

762    " 

420    " 

750  kilos 

cylinder 


The  ground-plan  (Fig.  131)  shows  the  general  arrangement 
of  the  apparatus  employed,  A  meter  was  used  to  measure  the 
gas  used  by  the  engine,  inclusive  of  the  igniting  flames.  As 
the  engine  takes  gas  suddenly  and  at  intervals,  it  is  necessary 
to  insert  a  flexible  rubber  bag  in  the  gas-supply-pipe  between 
the  meter  and  engine,  to  act  as  a  gas  reservoir,  and  so  relieve 
the  meter  of  all  strain. 

The  air  was  also  measured  by  a  three-hundred-light  meter, 
and  a  pair  of  large  rubber  bags  was  inserted  in  the  air-pipe.  A 
small  fan-blower  kept  these  bags  constantly  filled,  the  pressure 
being  controlled  by  a  check-valve  in  the  pipe  near  the  blower. 
A  three-way  cock  in  the  air-pipe  under  the  engine  allowed  the 
air  to  be  taken  either  through  the  large  meter  or  directly  from 
the  room. 

The  water  required  for  the  jacket  was  measured  by  a 
meter  placed  near  the  gas-meter,  and  its  temperature,  both  be- 
fore entering  and  after  leaving  the  water-jacket,  was  measured 
by  a  standard  thermometer. 

The  three  meters  were  tested  before  they  were  put  in  place. 

A  pyrometer  was  placed  in  the  exhaust-pipe  as  near  as  pos- 

♦For  complete  description   see   U.  S.  Letters  Patent,  No.  196,473,  dated 
October,  1887. 
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sibic  to  the  engine,  giving  the  mean  temperature  of  the  dis- 
charged gases. 

For  the  purpose  of  measuring  the  work  of  the  engine  a 
Vfuwy  brake  was  employed. 

The  inciicator  Wtis  placed  directly  upon  the  cover  of  the  ex- 
hau>t  |)as?>;igc. 

A  speed-counter  was  attached  to  the  link  moving  the  slide- 
valve,  to  record  the  number  of  double  revolutions. 
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Ki'.   Ml      V\  w  o»    Akrvv\,fmknt  for  Gas-ickctn«  Trial. 

(  J )  ShffHft.n  r  of  Vi  sfs.  The  obscrx^ations  were  usually  made 
at  uH^lval.^  tt(  \\\c  nunutos  during  the  tests,  oftener  when  any 
uiaiktil  vaiLihon  \v.»s  tw>licod.  The  gas-pressure  was  about 
50  mllinml«'|^  (I  J  imhos^  water  column,  and  the  air-pressure,, 
when  ilu  l.ii^t  nuMci  atul  blower  were  used,  averaged  50  milli- 

i  lie  ••  hiU>»  pnwci  ,n  j;as  burned*'  was  calculated  from  the 
aiLil\M>  ..f  J..!--*,  t«h(l  r.  the  dynamic  equivalent  of  the  heat 
capaciiN  .)|  ihi-  ^;\Ti       Ihe  "  hoi*se-power  lost  by  exhaust "  and 
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"  by  water-jacket "  were  calculated  from  the  specific  hea^  of  the 
dischai^ed  gases  and  of  water.  The  indicated  horse-power  was 
computed  in  the  ordinary  way  from  the  number  of  explosions 
and  the  mean  effective  pressure.  An  allowance  was  made  for 
the  area  between  the  exhaust  and  admission  lines,  representing 
work  done  in  expelling  the  burned  gases,  and  in  drawing 
fresh  chaise,  equivalent  to  a  little  more  than  one  tenth  of 
atmosphere  mean  effective  pressure. 

The  figures  given  for  gas  consumed  do  not  include  the 
amount  burned  by  the  igniting  flames.  An  allowance  of  7 
cubic  feet  {300  liters)  per  hour  will  cover  this. 

(3)  l-'rUtion  of  Engine. ^HVz  difference  between  the  indi- 
cated  and  the  actual  work  gives  the  friction  of  engine.  The 
average  of  all  the  tests  at  full  power  is  18.6  per  cent,  friction,  a 
remarkably  good  result. 

(4)  Gas  Consumption.— "Wy^  consumption  of  gas  per  horse- 
power per  hour  is  large,  because  of  the  poor  quality  of  the  gas. 
The  calculations  show  that  only  5495  calories  can  be  obtained 
from  the  combustion  of  i  cubic  meter.  For  average  quality  illu- 
minating^as  6000  calories  is  usually  taken  as  a  fair  figure. 

The  following  table  shows  the  effect  of  various  allowances: 


:ing 


Gas  Consl'm 
Engine  Exetiing 

TION    {HO URL V). 

Maximum  Power. 

Averaite. 

"o"c. 

Equivalent 
c,u.nli<r  of 
urdiMry  gu. 

ThU  nmoani 
efC. 

Gas  per  indi- 
wled  H.  P. 

Gas  per  effec- 
tive H.  P. 

cubic  \\. 

liter*. 
cubic  ft. 

liieis. 

a4-S 

637 

S7.7 
784 

aa.4 
634 

27.6 
781 

ao,6 
5S3 
35-4 

7'9 

The  table  gives  the  results  of  tests  made  when  there  was 
not  sufficient  resistance  to  make  the  engine  take  gas  every 
time.  This  is  the  ordinary  condition  of  running,  for  it  is  well 
to  have  a  reserve  of  power  for  the  governor  to  call  upon.  The 
gas  consumption  with  varying  power  is  seen  to  be  nearly  con- 
stant per  indicated  horse-power. 
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(5)  Ratio  of  Air  to  Gas. — The  ratio  of  air  to  gas  was  found 
to  be  about  seven  to  one,  when  the  engine  was  working  most 
economically.  The  ratio  is  commonly  obtained  from  a  meas- 
urement of  the  gas  consumption  alone,  the  air  being  reckoned 
as  the  volume  of  the  piston-displacement,  less  the  measured 
amount  of  gas.     This  is  not  an  accurate  method. 

When  the  proportion  of  air  is  increased  by  partly  closing 
the  gas-valve  the  explosion  line  is  much  more  inclined,  the 
mean  effective  pressure  is  less,  as  is  also  the  indicated  horse- 
power. The  gas  consumption  per  effective  horse-power  be- 
comes considerably  greater. 

(6)  Temperature  of  Water  jacket,  —  The  amount  of  heat 
carried  off  by  the  water-jacket  is  about  half  of  the  total  heat  of 
combustion.  The  cylinder  is  kept  cool  by  a  plentiful  supply  of 
water.  The  quantity  of  heat  carried  away  is  greater  than  when 
less  water  is  used. 

But  a  comparison  of  the  results  fails  to  show  any  marked 
difference  in  either  the  indicated  or  the  actual  work  caused  by 
varying  the  temperature  of  the  water-jacket. 

(7)  Disposition  of  the  Heat. — Heat  is  disposed  of  in  a  gas- 
engine  thus : 

(i)  As  indicated  work,  including  useful  work  and  friction. 

(2)  In  the  hot  expelled  gases. 

(3)  In  the  water-jacket. 

(4)  In  radiation,  etc. 

Taking  the  figures  directly  from  test  19,  but  making  allow- 
ance for  probable  error  in  the  figure  for  water-jacket,  it  is 
found  that 

(i)  =  1.33  calories  or  17  per  cent. ; 

(2)=  1. 18        "  I5i     " 

(3)  =  4.00        "  52       " 

(4)  =1.18        "  I5i 


<< 


the  sum,      7.69  calories,  being  the  total  heat  of  combustion  of 
the  gas. 
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The  method  of  calculating  the  specific  heat  and  thermal 
coiilents  of  the  gaseous  products  of  combustion  has  been 
already  described. 

Professor  Unwin,  making  a  trial  of  an  Atkinson  gas-engine, 
a  form  in  which  a  variable  stroke  of  piston  permits  extending 
the  expansion  of  the  exploded  gases  beyond  their  original 
volume  at  atmospheric  pressure,  obtained  the  results  tabu- 
lated on  p.  445. 

For  the  efficiency  of  the  mechanism  we  get 

Efficiency. 

Trial  V.  Maximum  load 0.093 

"      I,  Normal  full  power, 0,879 

"    II.  Two-thirds  full  power, 0.800 

They  show  that  there  is  no  exceptional  friction  in  the  pe- 
culiar arrangements  of  link  work  adopted. 

The  consumption  of  gas  in  the  trials  was  as  follows  : 

R„l„  H««.  Tou!  Gas  used      ^^J  ""^"l'"  ^"''^ 

'''^^"r-    '-""-ir'^'  ''\^ixz^' 

po«er. 
Trial  V.  5.25s  116.20  22.11       ^M 

I.  4.S89  110.04  22.51       ^1 

"    11.  3.326  90.58  27.24 

"  III.  1,642  60,82  37-04 

Also,  without  load,  the  engine  used  37.42  cubic  feet  per 
hour. 

The  number  of  ignitions  per  minute  was  as  follows  ;  ^| 

Full  power 147  (every  revolution).  ^^k 

i  75  ^ 

No  load     54  (every  third  revolution). 

The  governor  has  therefore  ample  control,  and  the  speed  is 
regular,  even  with  no  load. 

Studying,  first,  Trial  I,  which  was  the  longest  trial,  and  the 
one  in  which  normal  conditions  of  working  were  most  nearly 
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present.  In  one  minute  1834  cubic  feet  of  gas  were  used, 
which  at  628.7  thermal  units  per  cubic  foot  would  funiish 
altogether  890.000  foot-pounds  of  work,  if  it  could  all  be  ren- 
dered available. 

For  this  there  is  obtained : 

Foot-pounds. 

On  brake  4.889  h. p.  or 161,337 

Engine  friction  0.674  h.p.  or 22,242 

In  cooling  water  2.09  X  106,9  X  ^^2  or      .     .     172,500 
Leaving  for  exhaust,  waste,  and  radiation  .     .     533,921 
Or  reducing  these  numbers  to  percentages  of  the  heat  of 
combustion : 

Per  cent,  given  by  brake 18.12  j 

lost  in  engine  friction 2.50       ^^L 

Per  cent,  accounted  for  in  indicator-diagram,      20.62        ^H 
"  given  to  jacket-water,     .     ,     ,     ,     .     19.37 

"  lost  in  ejihaust,  etc 60.00 

Comparing  these  figures  with  those  obtained  previously,  it 
will  be  found  that  (i)  the  efficiency  in  this  case  is  about  3  per 
cent,  or  4  per  cent,  greater — 3  or  4  per  cent,  more  heat  is  con- 
verted into  work  in  the  cylinder ;  (2)  less  heat  is  given  to 
the  jacket-water  and  more  is  carried  into  the  exhaust ;  that 
the  gases  retain  the  heat  instead  of  its  being  given  to  the 
jacket-water  and  this  increases  the  efficiency  of  the  expansion. 
Taking  Card  No.  lO,  we  get  the  following  values  of  tht 
pressures  and  volumes  in  the  cylinder: 

Pressure       Volumes 
absolule.      in  cubic  fl. 
Beginning  of  compression, .     .     ,       14.7 
End  of  '■  ...       54.7        0.0738 

Beginning  of  expansion,      .     ,     .     167.7        0.0802 
End  of  "  ...       28.7        0.3102 

Hence,  since  these  curves  are  of  the  form 
pv'  =  constant, 
we  get  for  the  values  of  « — 
For  compression  curve : 

54.7  _  /0.i888\»  _ 

14.7  ~  \o.o738j   ' 

«  =  1.399- 
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For  the  expansion  curve  : 

1677 
287 


=( 


b.3i02\* 
0.0802/ 


n  =  1.305. 

The  expansion  curve  lies  between  an  adiabatic  and  an  iso> 
thermal,  being  nearer  to  an  adiabatic.  Hence  the  loss  of  heat 
to  the  jacket  must  be  rather  less  than  the  heat  developed 
during  expansion.  This  is  conformable  to  the  fact  observed  of 
the  rather  low  percentage  of  heat  given  to  the  jacket. 

The  following  are  the  reported  results  of  a  similar  trial 
made  for  the  British  Society  of  Arts.* 

Trial  of  an  Atkinson  Gas-engine. 


I 
2 

3 

4 

5 

6 

7 
8 

9 
10 

II 

13 


13 
14 

16 

17 


18 
19 


Date 

Trial 

Duration 

Power 

Revolutions  per  minuie. 
Explosions     *'        *' 
Mean  initial  pressure. . . 
Mean  effective  pressure. 

Indicated  H.  P 

Brake-load  net 

Brake  H.  P.  .......... 

Mechanical  efficiency  . . . 


Gas  per  hour,  main-. . . 
ignition 


f  <     *( 


a 


ft       f< 


(( 


total 


Gas  per  indicated  H.  P.  per  hour,  main 

toul. 


««     «« 


•( 


(< 


«i 


Sept.  21 
A 

6  hours 

full 

131. 1 
121. 6 

166.0 
46.07 
II. 15 

130.5 
9.48 

0.850 


209.8 
4.5 


214-3 


18.82 


19.22 


Gas  per  brake  H.  P.  per  hour.  main.. . 

total.. .. 


(I 


(« 


*t 


»« 


<< 


(< 


20  'Water  per  hour .... 

21  Rise  of  temperature 

22  iH.  P.  in  driving;  engine 

23  iMean  pressure  during  working  stroke, 
equivalent  to  work  done  in  pump- 
ing strokes,  about 

24  Corresponding  indicated  H.  P 


22.14 


22.61 


680  lbs. 

52.2° 

1.67 


i.o 
0.26 


Sept.  22 

B 
3  hours 

half 
129.6 

69.1 
166.5 

47,60 

6.59 
66.0 

4.74 
0.719 


127. 

5- 

I 
9 

133' 

0 

19.29 

20. 

18 

26. 

.80 

28 

.10 

260  lbs. 

67.8* 

1.85 


Sept.  22 

C 
i  hour 
empty 

131. 9 


23 

145 
48 

2 


47 


20 


8 
5 

59 
3 


50 
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Hie  graphical  record  is  as  below : 


Fig  ijt.— GAt-BKiHS  T'lwi^ 
From  the  log  is  obtained  the  following: 

DISTRIBUTION   OF  ENERGY. 

Heat  turned  into  work  as  shown  by  indicator-diagrams,  22.8 

Heat  rejected  in  jacket-water, 27.0 

Heat  rejected  in  exhaust,  lost  by  imperfect  combustion, 

and  otherwise  accounted  for, 5a2 


The  actual  expenditure  of  heat  was  at  the  rate  of  11,250 
thermal  units  per  indicated  h.  p.  per  hour,  which  corresponds 
to  the  absolute  efficiency  of  22.8  per  cent,  just  given.  It  is 
very  interesting  to  notice  that  the  heat  expenditure  per  indi- 
cated h.  p.  per  hour  is  little  more  than  half  that  of  the  steam- 
engine,  a  difference  due,  of  course,  to  the  greater  range  of  tem- 
perature within  which  the  engine  works. 

The  efficiency  of  the  engine,  as  compared  with  a  perfect 
engine  working  between  the  same  limits  of  temperature,  and 
receiving  the  same  amount  of  heat,  is  28.3  per  cent.  The  limits 
of  temperature  being  assumed,  the  ideal  mean  diagram  would 


give  the  following: 
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Ciilonfic  vmlue  of  ilw  gas  ssed  per  expXMmi. 

OlOocc^x  X :  ^2oox  7?-  -  -   

Heat  turned  into  work < 

Heat  rejected  in  jacket-VAZer 

Heat  rejected  in  ezhaost 

Heat  tinaccoanied  for 


l.VMv^ 


lJi.i>K^ 


YVvnt*- 


5.,^^ 

**  5 

^J**^^ 

«*    v^ 

5.v\K^ 

5"  0 

Ki>^ 

^  ^ 

uv  o 


There  seems  little  doubt  that  the  largeness  of  the  tXTConi* 
age  unaccounted  for  is  due  to  the  fact  that  combustion  was  not 
completed. 

The  same  series  of  trials  included  an  Otto  engine  built  by 
the  Crossley  Works,  which  gave  the  following  data : 

Trial  of  Qrro  Gas-enginb. 
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Trial 

Duratiofi. 

Power  . . 


ReTolationi  per  minute. 
ExploaioDt  pier  minute . 
Mean  initial  premire. . . 
Mean  effective  pre«ure. 

Indicated  H.  P 

Brake-load  net 

oraise  H.  P«     

Mechanical  efficiency  ■ .  • 


I  •  •     •  •  •  •  I 


Gas  per  boar,  main  .. 
•*     "      •*      ignition 


<•     It     I* 


total 


Gat  per  indicated  H.  P.  per  hour,  main 


»•  •! 
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it 


t* 


total. 


Gat  per  brake  H.  P.  per  hour,  main. . 


t» 


••       •'       •*       **       **     toul.... 

**  net  H.  P.  available  for  electric 
lighting  per  hour,  after  allowing  for 
counierwiaft,  at  per  trial  D,  main. 


*f  I  Waaer  per  hour 
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«3 

«4 


as 


Rite  of  temperature 

H.  P.  in  driving  engine 

Mean  pretaure  dunnf<  working  stroke. 
equivalent  to  work  don  .*  in  pump- 
ing Mroket.  about 

Correaponding  indicated  H.  P 
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30.76 
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} 
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a7-4 
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1 


3.19 
0.55 
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B 
3  hours 

Half 

158.8 

41.1 
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9-73 
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\  hour 
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Fool -pound* 
per  Eiplnim. 

■^"- 

Calorific  value  of  the  gas  per  explosion: 

34,040 

7.SIS 
14.700 

I»,IO0 

43-a 

3S-5 

.ex..  8 

Fig.  133  shows  an  indicator-diagram  obtained  from  each  of 
the  two  engines,  and  also  the  ideal  diagram  with  which  they 
are  compared,  both,  in  the  latter  case,  being  reduced  to  a  com- 
mon scale,  and  the  one  superposed  over  the  other.* 
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Z05.  Vapor  and  Binary-vapor  Engine  Trials  have  been 
seldom  made  in  such  manner  as  to  yield  results  at  all  reliable* 
The  trial  of  an  engine  designed  by  Du  Trembley  is  reported 
by  Rankine  to  have  given  the  following  results.* 

The  following  are  means,  computed  from  results  given  in 
M.  Gouin's  report,  on  the  performance  of  the  steam  and  aether 
engines  of  the  "  Br^sil  ** : 

PRESSURE  IN   LBS.    ON   THE   SQUARE   INCH. 

In  boiler  or  Back  Mean 

evaporator.  pressure.  effective. 

Steam, 43.2  7.6  11.6 

iEther, 31.2  5.3  7.1 


Total  M.  E.  P.  reduced  to  the  area  of  one  piston^ 
the  areas  and  strokes  of  the  pistons  having 
been  in  this  case  the  same, 1 8.7 

It  appears  that  the  proportions  of  the  power  obtained  in 
the  cylinders,  respectively,  were  : 

In  the  steam  cylinder,  — r-  =  .62  ; 

18.7 

7,1 

In  the  aether  cylinder,  —^  =  .38. 

1 0.7 

The  gain  of  power  by  the  addition  of  the  aether-engine  is 
not  quite  so  great  as  this  shows ;  because,  had  the  steam  cylin- 
der been  used  alone,  the  back  pressure  would  have  been  in  all 
probability  about  4.6  instead  of  7.6 ;  so  that  the  mean  effective 
pressure  in  the  steam  cylinder  would  have  been  14.6  instead  of 
1 1.6;  and  the  proportion  of  the  power  of  the  steam-engine  to 
that  of  the  binary  engine  would  have  been 

14.6  __ 
187  "  '77' 

leaving 

1.00  —  .77  =  .23 
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of  the  power  of  the  binary  engine,  as  the  gain  due  to  the  zther- 
engine. 

The  consumption  of  fuel  was  either 

^■°    \  lbs.  of  coal  per  indicated  horse-power  per  hour, 
or  Z.44  (  ^  F"        i- 

according  as  certain  experiments  made  under  peculiarly  advei'se 

(Circumstances  were  included  or  excluded.     Rankine  adds: 

"The  binary  engine  is  not  more  economical  than  steam- 
engines  designed  with  due  regard  to  economy  of  fuel ;  but  by 
the  addition  of  an  Kther-engine,  a  wasteful  steam-engine  may 
be  converted  into  an  economical  binary  engine." 

A  binary-vapor  engine,  tested  by  Mr.  Haswell,  in  which  the 
auxiliary  fluid  was  carbon  disulphide,  had  the  following  con- 
struction :  * 

First,  a  horizontal  cylindrical-fire  tubular  boiler. 

Second  ,  a  tubular  generator  in  form  of  a  cylinder  boiler, 
in  which  bisulphide  of  carbon  (formula  CS,}  is  vaporized,  hav- 
ing  attached  in  the  vapor  space  an  ordinary  perforated  dry  pipe, 
all  inclosed  in  a  shell  having  a  diaphragm  piate  between  the 
outer  and  inner  shells  at  both  sides  and  at  one  end,  thus  form- 
ing an  upper  and  a  lower  chamber  around  it.  The  opposite  end 
is  inclosed  with  a  deep  disk  or  bonnet,  forming  a  communication 
between  the  lower  and  upper  series  of  tubes,  for  the  proper  cir- 
culation of  the  steam  with  which  the  CS,  is  vaporized. 

Third,  a  horizontal  non-condensing  jacketed  steam-engine. 

P'ourth,  conduit-pipe,  steam-jacketed  from  the  generator  to 
the  cylinder  of  the  engine,  the  jacket  of  the  conduit  communi- 
cating with  the  jacket  of  the  cylinder,  and  from  thence  the  con- 
densed steam  led  by  a  pipe  to  a  steam-trap  communicating  with 
the  feed-pump  of  the  boiler. 

Fifth,  an  automatic  pressure-reducing  valve,  for  controlling 
the  admission  of  steam  to  the  shell  surrounding  the  generator. 
operated  by  the  pressure  assigned  to  the  generator,  holding 
the  vapor-pressure  uniform,  by  admitting  more  or  less  steam  to 
the  shell  as  the  variation  of  the  load  on  the  engine  may  require,. 
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Sixth,  a  reducing  valve  for  controlling  the  pressure  in  the 
jacket  around  the  vapor-conduit  and  cylinder. 

Seventh,  a  coil-heater  through  which  the  condensed  CS,  is 
forced  back  into  the  generator. 

Eighth,  a  surface  condenser. 

Ninth,  three  small  independent  steam-pumps,  and  a  con- 
nection to  a  water-main  from  which  the  water  of  condensation 
is  obtained. 

The  generator  is  charged  to  a  little  over  one  half  its  ca- 
pacity. 

Steam  is  led  by  a  pipe  to  and  through  the  automatic  regu- 
lating valve,  where  it  is  reduced  in  pressure  and  temperature; 
thence  to  the  generator  through  a  perforated  pipe  between 
the  shells  below ;  thence  flowing  around  the  lower  half  of  the 
generator ;  thence  through  the  lower  tubes ;  thence  through 
the  upper  series ;  and  thence  between  the  shells  above,  thus 
circulating  through  the  entire  generator,  CS,  taking  up  the  heat ; 
the  steam  is  condensed  and  gravitates  to  the  bottom  of  the  outer 
shell ;  from  thence  to  the  boiler  feed-pump,  with  the  condensa- 
tion from  the  jacket  of  the  conduit  and  cylinder,  delivered 
through  the  steam-trap,  and  from  thence  returned  to  the  boiler. 

Steam  is  also  admitted  through  the  reducing  or  regulating 
valve,  to  and  through  the  jacket  of  the  conduit  to  the  jacket 
of  the  cylinder,  where  it  is  restricted  to  a  reduced  pressure,  and 
as  it  is  at  a  temperature  due  to  this  pressure,  it  is  at  a  tempera- 
ture in  excess  of  that  surrounding  the  generator,  thus  imparting 
an  increased  temperature  to  the  vapor  and  superheating  it. 

The  exhaust  vapor  from  the  cylinder  passes  around  a  coiled 
tube  in  the  heater,  thence  through  a  surface  condenser,  from 
which  it  is  drawn  off  by  the  second  pump  and  delivered  into  an 
auxiliary  condenser. 

The  liquid  CSj  gravitates  from  the  auxiliary  condenser  to  a 
reservoir.  From  thence  it  is  drawn  by  the  third  pump  and 
delivered  through  the  coil  in  the  heater,  thence  to  the  gener- 
ator, where  it  is  again  vaporized. 

A  plant  designed  for  the  development  of  this  design  was 
tested. 
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The  operation  of  the  engine  was  continued  five  hours,  which, 
as  that  period  involved  the  cleaning  of  the  fire,  was  held  to 
afford  time  for  a  test. 

The  reported  data  are  as  below: 

Pressure,  steam — boiler 75.8  pounds 

"  "         shell, 15,3 

'■  vapor — engine, 76 

"  "         mean,  by  indicator,       .     .     .  31.35 

Water  evaporated, 5,71  cubic  fe« 

Revolutions  per  minute, 100 

Vacuum, 9.85  pounds 

Coal  consumed, 600 

Horse-power  indicated, 86.64 

From  which  it  appears  that  steam  at  a  pressure  of  75.8 
pounds  per  square  inch  passed  through  the  automatic  regulating 
viiive  to  the  shell  surrounding  the  generator  at  the  reduc< 
pressure  of  15,3  pounds,  due  toa  temperature  of  250.4  degret 
produced  a  vapor  in  the  generator  of  76  pounds. 

The  consumption  of  coal  was  thus  reported  as  1.385  pounds 
per  indicated  horse-power  per  hour. 

These  results  confirm  the  indications  of  thermodynamic 
science,  that  substantially  as  good  work  may  be  done  with 
other  vapors  as  with  steam;  but  the  steam-engine  has  actually 
given  as  good  economical  results  as  those  here  reported,  and 
has  many  practical  points  of  superiority.  This  trial  was,  how- 
ever, too  short  to  be  taken  as  (u!ly  satisfactory,  and  the  history 
of  these  devices,  so  far  as  known,  does  not  seem  to  encourage 
an  expectation  of  the  displacement  of  the  steam-engine  by 
their  introduction. 

The  data  and  results  obtained  by  Mr.  Barrus,  by  test  of  a 
Campbell  atnmonia-engine  and  boiler,  as  reported  to 
bell  Engine  Co.,  April  1887,  were  as  follow: 
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Table  Xa  i. 

Primafml  Dimumswms  of  BoiUr  amd 

Bailer — One  Horizontal  Return  Tubular,  set  in  brick-work. 

1  Diameter  of  shelL 42  in, 

2  Length  of  shell 10  ft, 

3  Number  of  2  in.  tubes  below  level  of  liquid..  67 

4  "         "    "         ••      above    •*      **      **  68 

5  Inside  diameter  of  tubes 1.73  in. 

6  Length  of  grate  l^net j 2.75  ft. 

7  Width  of  grate 3.33  " 

8  Width  of  metal  and  air-spaces  in  grate |  in, 

9  Area  of  water-heating  surface 369.3  sq.  ft« 

10  Area  of  steam-heating  surface 318.8      ** 

1 1  Area  of  grate-surface 9. 1 7    ** 

12  Collective  area  for  draught  through  67  tubes  1.12    " 

13  Rated  horse-power  of  boiler  on  basis  of  15 

.sq.  ft.  of  water-heating  surface  per  h.  p. . . .  24.6  h.  p. 

14  Ratio  of  water-heating  surface  to  grate-sur- 

face    40.3  to  I 

15  Ratio  of  steam-heating  surface  to  grate-sur- 

face   33.6  to  I 

16  Ratio  of  grate-surface  to  tube  area 8.2  to  I 

17  Diameter  of  smoke-stack 20.  in. 

18  Height  of  smoke-stack  above  grate 30.  ft. 

Engine — Porter-Allen  Automatic  Cut-off,  Single  Cylinder. 

19  Diameter  of  cylinder 1 1.5  in. 

20  Stroke  of  piston 20     " 

21  Diameter  of  piston-rod 1}    ** 

22  Clearance  (assumed) 10  per  cent 

53  Horse-power  constant  i  lb.  M.  E.  P.  i  rev. 

per  minute 0.01037  h.  p. 

24  Diameter  of  steam-pipe 4.  in. 


i  -^ 


.     .^'C:Z£J^    TRIALS. 
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Hmcnia  Tests  of  Whole  Plant. 

S>'.  March  8,  March  9,  April  16, 
::s.  8  10  743 


X' 


'.  >- 


.hs.     1400  1400        1098 


139  90 


iH?r  cent.  99  8.2 

lbs.       175  140  147.4 


X 


1909  I5--7       16.07 

.   cu.  ft.  17^'^ 

.  . .  cu.  f:.  Approx.  100    95.5         S6.6 

^,^,  c      .   Doi:.  F.  ;C4         301 
V,      *  ox- 

^                  .         "  iSo.S 

•  ■  k.  •  *  ^' 


*V*  v.* 
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T  r- 
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Table  Xo.  2.    ^Continued.) 
Data  amd  Rismlts  9f  Amammia  Tests  of  Whole  Plant. 

Date 18S7,  March  8,  March  9,  April  16. 

16  Temp,      of      injectioii- 

\fc'ater  from  river. Dcg.  F.  42.7 

17  Temp,  of  same  Iea\-ing 

the  absorbers **  IO4.2 

18  Vacuum  in  feed-well. . .  inches,  1 1.5  11 

19  Revolutions   of  engine 

per  minute revolu.  205.2        204.5  201.5 

20  Mean  effective  pressure 

measured   from   indi- 
cator-diagrams      lbs.         29.05       27.13         *26.99 

21  Indicated    horse -power 

developed  by  engine.  H.  P.       61.80        57-53  54.00 

22  Weather  and  outside  \  Fair  Fair 

temperature \  Moderate  Moderate 

Averages  of  measurements 
of  two  sets  of  Sample 
Diagrams. 

23  Boiler  -  pressure    above 

atmosphere lbs.  96.5  88.2 

24  Initial    pressure    above 

atmosphere "  88.7  80.8 

25  Cut-off  pressure  above 

atmosphere "  67.9  61.5 

26  Release  pressure  above 

atmosphere "  9.6  9.  i 

27  Compression      pressure 

above  atmosphere. . .      **  I.7  o 

28  Back -pressure  at   mid- 

stroke   below   atmos- 
phere        "  0.7  1.5 

*  Corresponding  to  the  normal  load  of  56.39  H.  P. 
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:'  Experience,  as  illustrated 
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.  Ki  the  philosophy  of  heat- 
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1  Steam,  no  other  vapor  has  yet  been  found  to  give  an  eco- 
lical  performance  in  heat-transformation  exceeding,  or  even 
jUalling,  that  obtained  with  the  best  steam-engines. 
(4)  That  the  gas-engine,  with  its  higher  range  of  tempera- 
:  variation,  is  the  most  promising  competitor;  but  that  it  is 
not  yet  possible  to  judge  whether  the  increase  of  temperature- 
range  to  be  expected  with  the  steam-engine,  or  the  increased 
pressure- range  of  the  gas-engine,  with  the  possibiUties  of  waste- 
reduction  seen  to  be  within  reach,  is  likely  to  give  the  one  or 
the  other  final  superiority  for  small  powers. 

The  outlook  in  the  case  of  steam,  used  as  a  working  fluid, 
is  well  shown  by  the  illustration  given  on  the  next  page,  from 
a  paper  by  Mr.  Parker.*  The  diagram  shows  the  method  of 
expansion  of  steam  at  an  absolute  pressure  of  140  pounds  per 
square  inch  (9^  atmos.) :  {a)  when  kept  dry  and  saturated  ;  {b) 
when  expanding  adiabatically ;  (c)  and  as  actually  worked  in 
the  steam-cylinders  of  the  S.  S.  "  Aberdeen,"'  designed  by  Mr. 
Kirk  for  the  China  trade,  an  example  of  exceptional  economy.f 
It  is  seen  that*  the  actual  expansion  line  was  bounded  very 
closely  by  the  adiabatic  line,  thus  showing  the  internal  con- 
densation to  be  variable  in  a  manner  similar  to  that  in  a  non- 
conducting cylinder.  The  jacket-wastes,  however,  amounting 
to  about  4  per  cent.,  must  be  added  to  the  quantity  of  steam 
here  shown.  The  table  accompanying  the  diagram  exhibits 
the  computed  adiabatic  condensation  for  the  full  range  of  ex- 
pansion, varying  from  o,  at  the  start,  to  14.7  per  cent,  at  the 
end.  For  ordinary  engines,  at  lower  pressures,  it  would  become, 
on  this  scale,  about  4  per  cent,  for  steam  at  70  pounds  absolute 
pressure,  6  at  47,  74  at  35,  10  at  23,  1 1  at  18,  I2  at  14,  and  14 
per  cent,  at  Si  :  or  at  ratios  of  expansion,  respectively,  of  2,  3, 
4,  6.  8, 10,  and  15, 

The  wastes  due  to  action  of  valves,  the  loss  in  passages,  and 
to  maladjustment  of  the  several  parts  of  the  system  to  each 

•  Economy  of  Compound  Eneines  ;  Trans.  Bril.  Insi.  N.  A.,  iBSa. 

t  Engines:  30,  45.  and  70  inch  cylinders,  ihe  (iril  unjackeled:  4i  (eel 
stroke  o{  piston.  Sleam  135  lbs.  by  gaugF.  in  boiler  ;  135,  50,  and  ij  lbs.  in 
jackets.     H.P.  iSoo ;  fuel  per  b.  p.  per  hr.,  1.3S  lbs. 
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..  V  ,>^.vii,  AS  in  oth^r  cases  already  presented,  in  the  varia- 

■  av-    cu*  aia|;rauis  from  their  respective  portions  of  the 

..  w.      IkKM;  wastes  may  be  reduced  somewhat  by  im- 

.^c.>4^u  AuU  construction ;  but,  on  the  whole,  they  in- 

PUll  line  shows  relative  pressures  and  Tolames,  steaa 

beioj^  drv  and  saturated. 
Dotted  line  shows  relative  pressures  and  vohunes,  steam 
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Tabus  showing  amoi'nt  op  Condkxsattok  op  Stbam 

BXPANDINC  AUIABAT1CA1J.Y   PROM   DrV  StSAM   AT    14a 
LBS.    PRBSSURB. 


;  Temperature. 

1 

Pressure. 

Condensation. 

353* 

140  lbs. 

0.000 

347 

130 

.005 

338 

"5 

.012 

329 

102 

.019 

J          320 

90 

.026 

!          3" 

79 

.034 

302 

69 

•041 

293 

60 

.049 

284 

53 

.056 

275 

46 

.063 

266 

39 

.070 

257 

34 

.078 

1          248 

29 

.0S6 

239 

26 

.093 

1          230 

21 

.100 

221 

18 

.loS 

212 

15 

.115 

!       203 

12 

.123 

194 

10 

.131 

1S5 

8.4 

•139 

176 

6.8 

.147 

^>-' 


V\>luuk<»ft  — 


FxvV  ijt*.— KcoNv^^v  or  ST«.\m. 

v^vx^iv  \\*^H  higher  pressures  and  ^^reater  expansion,  and  thus 
V  W*;^  '^^^^'  ^^^'  difficulties  of  securing  higher  economy.  AH 
V\s  ^\  j.^viuU  U'ing  considered,  the  gain  by  still  higher  pressure 
w  *v  V  u  V\^  tv,'  vxni^ivAratively  small,  as  is   e\*idenced  in  part  by 


COMFARISOX  OF  M£jiCl  rs  OF  £XF£MZ£XCS.  4^1 

the  small  and  ccmtractxng  area  of  the  diagram  at  its  to^  a$ 
compared  with  its  area  nearer  the  base,  correspoodis^  to  lover 
initial  pressures^ 

It  would  seem  probable  that  future  progre:^  in  the  eco- 
nomical operation  of  heat-engines  must  be  slow  in  a^y  one 
of  its  several  possible  directions*  and  the  aggregate  ooN*  Irbrly 
to  exhibit  gain  in  any  considerable  degree  by  pnctically  sup- 
pressing internal  wastes  and  then  greatly  increasing  the  range 
of  adiabatic  heat  and  temperatiire  variation. 
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I. 


NUMERICAL  CONSTANTS. 


n 

nw 

4 

«• 

M« 

Vn 

3 

I.O 

3.142 

0.7854 

1. 000 

I. 000 

I. 0000 

I. 0000 

I.I 

3.456 

0.9503 

1. 210 

I. 331 

1.0488 

1.0323 

1.2 

3.770 

I.I3IO 

1.440 

1.728 

1.0955 

1.0627 

13 

4.084 

I  3273 

1.690 

2.197 

I . 1402 

I. 0914 

1.4 

4.398 

1-5394 

1.960 

2.744 

I. 1832 

1.1:87 

1.5 

4.712 

1.7672 

2.250 

3.375 

1.2247 

I. 1447 

1.6 

5.027 

2.0106 

2.560 

4.096 

I . 2649 

I. 1696 

1.7 

5.341 

2.2698 

2.890 

4.913 

1.3038 

I .1935 

1.8 

5.655 

2.5447 

3.240 

5.832 

I. 3416 

I. 2164 

1.9 

5.969 

2.8353 

3.610 

6.859 

1.3784 

I . 2386 

2.0 

6.283 

3.T416 

4.000 

8.000 

I. 4142 

1.2599 

2.1 

6.597 

3.4636 

4.410 

9.261 

I. 4491 

I . 2806 

2.2 

6.912 

3.8013 

4.840 

10.648 

1.4832 

1.3006 

2.3 

7.226 

4.1548 

5.290 

12.167 

I. 5166 

1.3200 

2.4 

7.540 

4.5239 

5.760 

13.824 

I . 5492 

1-3389 

2- 

7.854 

4.9087 

6.250 

15.625 

I.581I 

1-3572 

2  6 

8.168 

5.3093 

6.760 

17.576 

I. 6125 

I -3751 

2.7 

8.482 

5.7256 

7.290 

19.683 

I . 6432 

1.3925 

2.6 

8.797 

6.1575 

7.840 

21.952 

1.6733 

1.4095 

2.9 

9. Ill 

6.6052 

8.410 

24.389 

1.7029 

1.4260 

3.0 

9425 

7.0686 

9.00 

27.000 

I. 7321 

1.4422 

3.1 

9-739 

7.5477 

9.61 

29.791 

1.7607 

I. 4581 

3.2 

10.053 

8.0425 

10.24 

32.768 

I . 7889 

1.4736 

3-3 

10.367 

8.5530 

10.89 

35.937 

I. 8166 

1.4888 

3.4 

10.6S1 

9.0792 

11.56 

39  304 

I . 8439 

1.5037 

3-5 

10.996 

9.6211 

12.25 

42.875 

1.8708 

I. 5183 

3.6 

11.310 

10.179 

12.96 

46.656 

I . 8974 

I . 5326 

3-7 

11.624 

10  752 

13.69 

50.653 

1.9235 

I . 5467 

3.8 

11.938 

II-34I 

14  44 

54.872 

1.9494 

1.5605 

3.9 

12.252 

11.946 

15.21 

59-319 

1.9748 

I. 5741 

4.0 

12.566 

12.566 

16.00 

64.000 

2.0000 

1.5874 

4.1 

12.881 

I 3 . 203 

16.81 

68.921 

2.0249 

1.6005 

4.2 

13195 

13.S54 

17.64 

74.088 

2 .  0494^ 

I. 6134 

4.3 

13  509 

14.522 

18.49 

79-507 

2.0736 

I. 6261 

4.4 

13.823 

15.205 

19.36 

85 . 184 

2.0976 

1.6386 

4.5 

14.137 

15904 

20.25 

91.125 

2.I213 

I. 6510 

4.6 

,14.451 

16.619 

21.16 

97.336 

2.1448 

I. 6631 

4.7 

14. 765 

T7-34g 

22.  Of) 

103.823 

2.1680 

I  6751 
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Constants— Cwi/rVnMt/. 


n 

unr 

4 

»• 

M* 

^n 

s 

4.8 

IS -080 

18.096 

23.04 

110.59s 

2.1909 

1.6869 

4.9 

15. 394 

18  857 

24.01 

117.649 

2.2136 

1.6985 

5.0 

15.708 

19-635 

25.00 

125.000 

2.2361 

I. 7100 

5.1 

I6.0S2 

20.428 

26  01 

131.651 

2.2583 

I. 7213 

5.2 

16.336 

21.237 

27.04 

140.608 

2 . 2804 

1.7325 

5.3 

16.650 

22.062 

28.09 

148.877 

2.3022 

I . 7435 

5.4 

16.965 

22.908 

29.16 

157.464 

2.3238 

1.7544 

5.5 

17.279 

23758 

30.25 

166.375 

2.3452 

1.7652 

5.6 

17.593 

24.630 

31.36 

175.616 

2.3664 

1.7758 

5.7 

17.907 

25.518 

32.49 

185.193 

2.3875 

I . 7863 

5.8 

18.221 

26.421 

33  64 

195. 112 

2.4083  I 

1.7967 

5.9 

18.535 

27.340 

34.81 

205.379 

2.4290 

1.8070 

^.0 

18.850 

28.274 

36.00 

216.000 

2.4495 

1.8171 

6.1 

19.164 

29.225 

37.21 

226.981 

2.4698 

1.8272 

6.2 

19.478 

30.191 

38.44 

238.328 

2.4900 

I. 8371 

6.3 

19.792 

31.173 

39-69 

250.047 

2.5100 

1.8469 

6.4 

20.106 

32.170 

40.96 

262.144 

2.5298 

1.8566 

^.5 

20.420 

33.183 

42.25 

274.625 

2.5495 

I . 8663 

6.6 

20.735 

34.2^2 

43.56 

287.496 

2.5691 

1.8758 

^.7 

21.049 

35.257 

44.89 

300.763 

2 . 5884 

1.8852 

6.8 

21.363 

36.317 

46.24 

314.432 

2.6077 

1.8945 

6.9 

21.677 

37.393 

47.61 

328.509 

2.6268 

1.9038 

7.0 

21.991 

38.485 

49.00 

343.000 

2.6458 

I. 9129 

7.1 

22.305 

39- 592 

50.41 

357.911 

2.6646 

1.9220 

7.2 

22.619 

40.715 

51.84 

373.248 

2.6833 

I. 9310 

7.3 

22.934 

41.854 

53.29 

389.017 

2.7019 

1.9399 

7.4 

23.248 

43  008 

54.76 

405.224 

2  -  7203 

1.9487 

7.5 

23.562 

44-179 

56.25 

421.875 

2.7386 

1.9574 

7.6 

23.876 

45.365 

57.76 

438.976 

2.7568 

I. 9661 

7.7 

24.190 

46.566 

59  29 

456.533 

2.7749 

1.9747 

7.8 

24.504 

47  -  784 

60.84 

474.552 

2.7929 

1.9832 

7.9 

24.819 

49.017 

62.41 

493.039 

2.8107 

I. 9916 

3.0 

25  133 

50.266 

64.00 

512.000 

2.8284 

2.0000 

«.i 

25.447 

51.530 

65.61 

531.441 

2.8461 

2-0083 

«.2 

25.761 

52.810 

67.24 

551.468 

2.8636 

2.0165 

«.3 

26.075 

54-106 

68.89 

571-787 

2.8810 

2.0247 

«.4 

^6.389 

55.418 

70.56 

592 . 704 

2.8983 

2.0328 

8.5 

26.704 

56.745 

72.25 

614.125 

2.9155 

2.0408 

8.6 

27.018 

58.088 

73.96 

636.056 

2.9326 

2.Q4S8 

8.7 

27.332 

59-447 

75-69 

658.503 

2.9496 

2.0567 

8.8 

27.646 

60.821 

77.44 

681.473 

2 . 9665 

2.0646 

8.9 

27.960 

62.211 

79.21 

704.969 

2.9833 

2.0724 
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Constants — Continued, 


n 

«nr 

4 

»• 

M« 

'Tn 

• 

9  0 

28.274 

63.617 

81.00 

729.000 

3.0000 

2.0801 

9.1 

28.588 

65.039 

82.81 

753.571 

3.0166   2.0878 

9.2 

28.903 

66.476 

84.64 

778.688 

3  0332 

2.0954 

9-3 

29.217 

67.929 

86.49 

804.357 

3.0496 

2.1029 

9-4 

29- 531 

69.398 

88.36 

830.584 

3.0659 

2.1105 

9-5 

29.845 

70.882 

90.25 

857.375 

3.0822 

2.1179 

9.6 

30.159 

72.382 

92.16 

884.736 

3.0984 

2.1255 

9.7 

30.473 

73.898 

94.09 

912.673 

3.1145 

2.1327 

9.8 

30.788 

75.430 

96.04 

941.192 

3  1305 

2.1400- 

9-9 

31.102 

76.977 

98.01 

970.299 

3.1464 

2.1472 

10. 0 

3i-4r6 

78 . 540 

100.00 

1000.000 

3.1623 

2.1544 

10. 1 

31.730 

80.119 

102.01 

1030.301 

3.1780 

2.1616 

10.2 

32.044 

81.713 

104.04 

1061.208 

3  1937 

2.1687 

10.3 

32.358 

83.323 

106.09 

1092.727 

3.2094 

2.1757 

10.4 

32.673 

84.949 

108.16 

1124.863 

3.2249 

2.1828 

10.5 

32.987 

86.590 

110.25 

1157.625 

3 . 2404 

2.1897 

10.6 

33.301 

88.247 

112.36 

II9I.OI6 

3.2558 

2.1967 

10.7 

33615 

89.920 

114.49 

1225.043 

3.2711 

2.2036 

10.8 

33.929 

91.609 

116.64 

1259.712 

3.2863 

2.2104 

10.9 

34-243 

93.313 

118.81 

1295.029 

3.3015 

2.2172 

II. 0 

34558 

95.033 

121.00 

1331.000 

3.3166 

2.2239> 

II. I 

34.872 

96.769 

123.21 

1367-631 

3.3317 

2.2307 

II. 2 

35.186 

98 . 520 

125.44 

1404.928 

3.3466 

2.2374 

II. 3 

35.500 

100.29 

127.69 

1442.897 

3.3615 

2.2441 

II. 4 

35.814 

102.07 

129.96 

1481.544 

3.3764 

2.2506- 

II-5 

36.128 

103.87 

132.25 

1520.875 

3.3912 

2.2572 

II. 6 

36.442 

105.68 

134.56 

1560.896 

3  4059 

2.2637 

II. 7 

36.757 

107.51 

136.89 

I6OI.613 

3.4205 

2 . 2702 

II. 8 

37.071 

109.36 

139-24 

1643.032 

3.4351 

2.2766^ 

II. 9 

37.385 

III. 22 

141. 61 

1685.159 

3.4496 

2.2831 

12.0 

37.699 

113. 10 

144.00 

1728.000 

3.4641 

2.2894 

12. 1 

38.013 

114.99 

146.41 

I77I.56I 

3.4785 

2. 2957 

12.2 

38.327 

116.90 

148 . 84 

1815.848 

3.4928 

2.3021 

12.3 

38.642 

118.82 

151.29 

1860.867 

3  5071 

2 . 3084 

12.4 

38.956 

120.76 

153.76 

1906.624 

3.5214 

2.3146^ 

12.5 

39.270 

122.72 

156.25 

1953.125 

3-5355 

2.3208 

12.6 

39- 584 

124.69 

158.76 

2000.376 

3 . 5496 

2.327a 

12.7 

39.898 

126.68 

161.29 

2048.383 

3-5637 

2.3331 

12..  8 

40.212 

128.68 

163.84 

2097.  152 

3.5777 

2.3392 

12.9 

40.527 

130.70 

166  41 

2I46».689 

35917 

2.3453 

13.0 

40.841 

132.73 

169.00 

2197.000 

3  6056 

2.3513 

131 

41.155 

134. 7^ 

171.61 

2248.091 

3.6194 

2-3573 

13.2 

41.469 

136.85 

174.24 

22()9  968 

3.6332  1  2.3633 

• 
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Constants— G?w/iVf«^</. 

m 

^ 

4 

M* 

»• 

^'n 

s 

13  3 

41.783 

138.93 

176.89 

2352.637 

3.6469 

2.3693 

13.4 

42.097 

141.03 

179-56 

2406.104 

3.6606 

2.3752 

13.5 

42.412 

143 . 14 

182.25 

2460.375 

3.6742 

2.38II 

13.6 

42.726 

145.27 

184.96 

25 1 5  -456 

3.6878 

2.3870 

13.7 

43.040 

147.41 

187. 09 

2571.353 

3.7013 

2.3928 

13.8 

43.354 

149.57 

190.44 

2628.072 

3.7148 

2.3986 

13.9 

43.668 

151.75 

193.21 

2685.619 

3.7283 

2.4044 

14.0 

43.982 

153.94 

I</).00 

2744.000 

3.7417 

2.4IOI 

14. 1 

44.296 

156.15 

198.81 

2S03.221 

3.7550 

2.4i59'l 

14.2 

44.611 

158.37 

201.64 

2863.288 

3.7683  . 

2.4216 

14.3 

44.925 

160.61 

204.49 

2924 . 207 

3.7815 

2.4272 

14.4 

45.239 

162.86 

207 . 36 

2985.9S4 

3.7947 

2.4329 

14.5 

45.553 

165.13 

210.25 

3048.625 

3 . 8079 

2.4385 

14.6 

45.867 

167.42 

213. 16 

3 1 1 2 . 1 36 

3.8210 

2.4441 

14.7 

46.181 

169.72 

216.09 

3176.523 

3.S341 

2.4497 

14.8 

46.496 

172.03 

219.04 

3241.792 

3-8471 

2.4552 

14.9 

46.810 

174  37 

222.01 

3307.949 

3.8600 

2.4607 

15.0 

47.124 

176.72 

225.00 

3375.000 

3.8730 

2.4662 

15. 1 

47.438 

179.08 

228.01 

3442.951 

3.8859 

2.4717 

15.2 

47.752 

181.46 

231.04 

351 1. 80S 

3.8987 

2.4772 

15.3 

48.066 

183.85 

234  ot) 

35«i-577 

3-9115 

2.4825 

15.4 

48.381 

1S6.27 

237.16 

3652.264 

3.9243 

2.4879 

15.5 

48.695 

188.69 

240  25 

3723.875 

3.9370 

2.4933 

15.6 

49.009 

191. 13 

243 . 36 

3796.416 

3.9497 

2 . 4986 

15.7 

49  323 

i')3.59 

246.49 

38f>9.H93 

3.9623 

2  -  5039 

15.8 

49  637 

196.07 

249  64 

3944-312 

3.9749 

2.5092 

15.9 

49-951 

198.56 

252. Si 

4019.679 

3.9875 

2.5146 

16.0 

50.265 

201.06 

256.00 

40<)6.ooo 

4.oo<x5 

2.519S 

16. 1 

50.580 

203.58 

259.21 

4173.281 

4.0125 

2.5251 

16.2 

50.894 

2(^ .  1 2 

262 . 44 

4251.528 

4.0249 

2.5303 

16.3 

51.208 

208 . 67 

265 . 69 

4330.747 

4.0373 

2.5355 

16.4 

1 

51.522 

211.24 

26S.90 

4410.944 

4.0497 

2.5406 

16.5 

51.836 

213.83 

272.25 

4492.125 

4 . 0620 

2.5458 

16.6 

52  150 

216.42 

275.56 

4574.296 

4-0743 

2.5509 

16.7 

52.465 

219.04 

27.S.S9 

4657.463 

4.o8()6 

2.5561 

16.8 

52.779 

221.67 

2S2.24 

4741.632 

4.0988 

2.5612 

16.9 

53  0(;3 

224.32 

285.61 

4826. S09 

4.II10 

2 . 5663 

17.0 

53.407 

226  9S 

289.00 

4()i3.(xx) 

4.1231 

2.5713 

17. 1 

53.721 

229 »66 

292.41 

5<KX).2II 

4.1352 

2  5763 

17.2 

54.035 

132.35 

2(>5  .  84 

50^8.448 

4.1473 

2.5813 

n-3 

54350 

235.C/) 

29*^.29 

5177.717 

4.1593 

2.5863 

17.4 

54.664 

237.79 

302.70 

5268.024 

4  1713 

2.5913 

4» 
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9 

^ 

4 

•« 

- 

«« 

17$ 

$4-974 

240.53 

306.25 

5359  375 

4.1^33 

2-5>^J 

n^ 

55'*>* 

*»3.a9 

3^  76 

5451.7:^ 

4- '952 

a.-Scrr 

17.7 

53-<^>> 

%^j.fJ^ 

3«3-2^^ 

5545.233 

:  4.2071 

2 .  'xjr.  t 

*7  •' 

5$'9*> 

248.85 

316.44 

5639- 752 

'  4-2190 

2  -M^^ 

179 

56.^35 

a5r.65 

'   320.41  ' 

*   5735.339 

4-2308 

2.6:53 

id.o 

56.549 

«54-47 

324.00 

5532.000 

4.2426 

2-6207 

i%,\ 

56.463 

«57  3» 

327.61 

5929.741 

4-2544 

2.625^ 

J^.2 

57.177 

2(0.16 

331.24 

6028.568 

4.2661 

2.6304 

1*3 

57.49« 

263.02 

334.89 

6128.487 

4.2778 

2-6352 

16.4 

57-805 

'   265.90 

338.56 

6229.504 

4.2895 

2.6401 

I*. 5 

58.119 

268.80 

342.25 

6331.625 

4.3012 

2.6445 

ii».6 

58.434 

271.72 

345  96 

6434.856 

4.312S 

2.ti495 

J^.7 

58.748 

274-65 

349.69  , 

6539.203 

4-3243 

2  6543 

itl.S 

59.062 

277  59 

353.44  ' 

6644.672 

4-3359 

2.6:90 

ii».9 

59376 

280.55 

357.21 

1 

6751.269 

4.3474 

2-6037 

19.0 

■ 

59.690 

283.53 

361.00 

6859.000 

4.3589 

2  66,S4 

19.1 

60.004 

286.52 

364.81 

6967.871 

4.3703 

2.6731 

19.2 

60.319 

209.53 

368.64 

7077.888 

4.3»i8 

2.6777 

I9'3 

60.633 

292.55 

372.49  ' 

71S9.057 

4-3932 

2.6S24 

19  4 

60.947 

295.59 

376.36  . 

7301.384 

4.4045 

2.6869 

•9  5 

61.261 

298.65 

380.25 

7414.875 

4.4159 

2.6916 

19. 6 

61.575 

301  72 

3S4.16 

7529-536 

4.4272 

2.6962 

19-7 

61.889 

304.81 

388. OQ 

7645 -373 

4.4385 

2.7008 

19, H 

62.204 

307.91 

392.04 

7762.392 

4-4497 

2.7053 

J9.9 

62.518 

311.03 

396.01 

7880.599 

4.4609 

2.7098 

20.0 

62.832 

314.16 

400.00 

8000.000 

4.4721 

2.7144 

20.1 

63.146 

317.31 

404.01 

8120. 601 

4-4833 

2.7189 

20.2 

63.460 

320.47 

408.  a| 

8242.408 

4.4944 

2.7234 

20.3 

63 . 774 

323.66 

412.09 

8365  427 

4.5055 

2.7279 

20.4 

64.088 

326  85 

416.16 

8489.664 

4.5166 

2.7324 

20.5 

64.403 

330.06 

420.25 

8615.125 

4.5277 

2 . 7368 

20.6 

64.717 

333.29 

424.36 

8741.816 

4.5387 

2.7413 

20.7 

65.031 

336  54 

428.49 

8869.743 

4-5497 

2.7457 

20. d 

65 . 345 

339.80 

432.64 

8989  912 

4.5607 

2.7502 

20.9 

05  659 

343.07 

436.81 

9129.329 

4.5716 

2.7545 

21.0 

65 -973 

346.36 

441.00 

9261.000 

4.5826 

2.7589 

21. 1 

66.288 

349  67 

445-21 

9393.931 

4-5935 

2.7633 

21.2 

66.602 

352.99 

449.44 

9528. 12S 

4.6043 

2 . 7676 

21.3 

66.916 

356.33 

453  69 

9663.597 

4.6152 

2 . 7720 

21.4 

67.230 

359.68 

457.96 

9800.544 

4.6260 

2 . 7763 

21.5 

67.544 

363  05 

462.25 

9938.375 

4.6368 

2.7806 

21.6 

67.858 

366.44 

466.56 

10077.696 

4.6476 

2 . 7849 

21.7 

68.173 

369 . 84 

470.89 

1021S.313 

4.6583 

2.7893 
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M 

- 

4 

«s 

M* 

v; 

a 

SI. 8 

68.487 

373.25 

475-24 

10360.232 

4.6690 

2.7935 

SI. 9 

68.801 

376.69 

479.61 

10503.459 

4  6797 

2.7978 

22.0 

69.115 

380.13 

484.00 

10648.000 

4.6904 

2.8021 

22. 1 

69.429 

383  60 

488.41 

10793.861 

4. 701 I 

2.8063 

22.2 

69.743 

387.08 

492.84 

10941.048 

4.7117 

2  8105 

22.3 

70.058 

390.57 

497.29 

11089.567 

4.7223 

2.8147 

22.4 

70.372 

394.08 

501.76 

11239.424 

4.7329 

2.8189 

22. S 

70.686 

397  61 

506.25 

11390.625 

4.7434 

2.8231 

22.6 

71.000 

401.15 

510.76 

1 1  543. 176 

4.7539 

2.8273 

22.7 

71.314 

404. 71 

515.29 

11697.083 

4.7644 

2.8314 

22.8 

71.268 

408 . 28 

519.84 

11852.352 

4.7749 

2.8356 

22.9 

71.942 

411.87 

524.41 

12008.989 

4.7854 

2.8397 

23.0 

72.257 

415  48 

529.00 

12167.000 

4.7958 

2.8438 

23.1 

72.571 

419.10 

533.61 

12326.391 

4.8062 

2.8479 

23.2 

72.885 

422.73 

538.24 

12487. I6S 

4.8166 

2.8521 

23.3 

73.199 

426.39 

542.89 

12649.337 

4. 8270 

2.8562 

23.4 

73.513 

430  05 

547.56 

12812.904 

4.8373 

2.8603 

23.5 

73.827 

433 . 74 

552.25 

12977.875 

4  8477 

2 . 8643 

23.6 

74-142 

437-44 

556.96 

13144.256 

4.8580 

2.8684 

23.7 

74.456 

441.15 

561.69 

13312.053 

4.8683 

2.8724 

23.8 

74.770 

444.88 

566.44 

13481.272 

4.8785 

2.8765 

23.9 

75.084 

448.63 

571.21 

I365I.9I9 

4.8886 

2.8805 

24.0 

75 . 398 

452  39 

576.00 

13824.000 

4.8990 

2.8845 

24.1 

75.712 

456  17 

580.81 

13997.521 

4.901^2 

2.8885 

24.2 

76.027 

459.96 

585.64 

14172.488 

4.9193 

2.8925 

24.3 

76.341 

463.77 

590.49 

14348.907 

4.9295 

2 . 8965 

24.4 

76.655 

467.60 

595 . 36 

14526.764 

4.9396 

2.9004 

24.5 

76.969 

471 -44 

600.25 

14706.125 

4.9497 

2.9044 

24.6 

77.283 

475  29 

605.16 

14886.936 

4.9598 

2.9083 

24.7 

77.597 

479.16 

610.09 

15069.223 

4.9699 

2.9123 

24.8 

77. 9" 

483.05 

615.04 

15252.992 

4.9799 

2.9162 

24-9 

78.226 

486.96 

620.01 

15438.249 

4.9899 

2 . 9201 

25.0 

78 . 540 

490.87 

625.00 

15625.000 

5.0000 

2.9241 

25. 1 

78.854 

494.81 

630.01 

I58I3.25I 

5.0099 

2.9279 

25.2 

79.168 

498 . 76 

635.04 

16003.008 

5.0199 

2.9318 

»5-3 

79.482 

502.73 

640. OQ 

I6I94  277 

5.0299 

2.9356 

25.4 

79.796 

506.71 

645.16 

16387.064 

5.0398 

2.9395 

«5  5 

80. Ill 

510.71 

650.25 

16581.375 

5.0497 

2.9434 

2$. 6 

80.425 

514-72 

655 . 36 

16777.216 

5.0596 

2.9472 

25.7 

80.739 

518.75 

660.49 

16974.593 

5.0695 

2.9510 

25.8 

81.053 

522.79 

665.64 

X7»73.5i2 

5.0793 

2  9549 

25.9 

81.367 

526.85 

670  81 

17373.979 

5.0892 

2.9586 

470 
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Constants — Continued, 


n 
• 

n. 

«• 

»• 

^n 

a 

26.0 

81.681 

530.93 

676.00 

17576.000 

5.0990 

2.9624 

26.1 

81.996 

535.02 

681.21 

17779-581 

5.1088 

2.9662 

26.2 

82.310 

539.13 

686.44 

17984.728 

,   5. 1185 

2.9701 

26.3 

82.624 

543.25 

691.69 

18191.447 

'   5.1283 

2.9738 

26.4 

82.938 

547.39 

696.96 

18399.744 

'   5.1380 

2.9776 

26.5 

83.252 

551.55 

702.25 

18609.625 

5 . 1478 

2.9814 

26.6 

83.566 

555.72 

707.56 

18821.096 

5.1575 

2.9851 

26.7 

83.881 

559.90 

712.89 

19034.163 

'  5 .  1672 

2.9888 

26.8 

84.195 

564.10 

718.24 

19248.832 

1  5.1768 

2.9926 

26.9 

84.509 

568.32 

723.61 

19465 .  109 

5.1865 

2.9963 

27.0 

84.823 

572.56 

729.00 

19683.000 

5.1962 

3.0000 

27.1 

85.137 

576.80 

734.41 

19902. 511 

5.2057 

3  0037 

27.2 

85-451 

581.07 

739.84 

20123.648 

5.2153 

3  0074 

27.3 

85 • 765 

585.35 

745.29 

20346.417 

5.2249 

3.0111 

27  4 

86.080 

589.65 

750.76 

20570.824 

5.2345 

3.0147 

27. S 

86.394 

593.96 

756.25 

20796.875 

5.2440 

3.0184 

27.6 

86.708 

598.29 

761 . 76 

21024.576 

5.2535 

3.0221 

27.7 

87.022 

602.63 

767.29 

21253.933 

5.2630 

3.0257 

27.8 

87  336 

606.99 

772.84 

21484.952 

5.2725 

3.0293 

27.9 

87.650 

611.36 

778.41 

21717.639 

5.2820 

3.0330 

28.0 

87.965 

615.75 

784.00 

21952.000 

5-2915 

3.0366 

28.1 

88.279 

620.  16 

789.61 

22188.041 

5.3009 

3.0402 

28.2 

88.593 

624.58 

795 • 24 

22425 . 768 

5-3103 

3.0438 

28.3 

88.907 

629.02 

800.89 

22665.187 

5.3197 

30474 

28.4 

89.221 

633.47 

806.56 

22906.304 

5.3291 

3.0510 

28.5 

89.535 

637.94 

812.25 

23149.125 

5.3385 

3.0546 

28.6 

89.850 

642.42 

817.96 

23393  656 

5.3478 

3.0581 

28.7 

90   164 

646.93 

823.69 

23639 . 903 

5.3572 

3.0617 

28.8 

90.478 

651.44 

829.44 

23887.872 

5  3665 

3.0652 

28.9 

90.792 

655.97 

835.21 

24x37.569 

5.3758 

3.0688 

29.0 

91.106 

660.52 

841.00 

24389.000 

5.3852 

3.0723 

29.1 

91.420 

665.08 

846.81 

24642.171 

5.3944 

3.0758 

29.2 

91.735 

669 . 66 

852.64 

24897.088 

5.4037 

3.0794 

293 

92.049 

674 . 26 

858.49 

25153.757 

5.4129 

3.0829 

29.4 

92.363 

678.87 

864.36 

25412.184 

5.4221 

3.0864 

29  5 

92.677 

683.49 

870.25 

25672.375 

5.43x3 

3.0899 

29.6 

92.991 

688.13 

876.16 

25934.336 

5-4405 

3.0934 

29.7 

93.305 

692.79 

882.09 

26198.073 

5-4497 

3.0968 

29.8 

93.619 

697.47 

888.04 

26463 . 592 

5.4589 

3x003 

29.9 

93.934 

702.15 

894.01 

26730.899 

5.4680 

3.1038 

30.0 

94.248 

706.86 

900.00 

27000.000 

5.4772 

3.1072 

30.1 

94.562 

711.58 

906.01 

27270.901 

5.4863 

3x107 

30.2 

94.876 

716.32 

912.04 

27543  608 

5.4954 

3.1x41 
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m 

^_ 

4 

«« 

■• 

v; 

30.3 

95.190 

721.07 

918.09 

37818.127 

5.5045 

3.1170 

30.4 

95.505 

725.83 

924.16 

2S094.464 

5.513^ 

3.1210 

30.5 

95.819 

730.62 

930.25 

38372.625 

5.5326 

3-1^44 

30.6 

96.133 

735-42 

936.36 

28652.616 

5.5317 

3.1278 

30.7 

96447 

740.23 

942.49 

2S934.443 

5 . 5407 

3.131a 

30.8 

96.761 

745-06 

948.64 

29218.112 

5  5497 

3.»34«» 

30.9 

97  075 

749.91 

954.81 

29503.629 

5.5587 

3.13S0 

31.0 

97.389 

754.77 

961.00 

297QI  .000 

5.5678 

3. 1414 

31. 1 

97.704 

759.65 

967.21 

300S0.231 

5.5707 

3  N48 

31.2 

98.018 

764.54 

973-44     . 

30371  328 

5  5857 

3.1481 

31.3   . 

98.332 

769.45 

979.69 

30664.297 

5.5^6 

3.1515 

31.4 

98.646 

774.37 

985.96 

30959. 144 

5.6035 

3.1548 

31.5 

98.960 

779.31 

992.25 

31255.875 

5.6124 

3.1582 

31.6 

99.274 

784.27 

998.56 

31554.496 

5.6213 

3.1615 

317 

99.588 

789.24 

1004. 89 

31855.013 

5.6302 

3.1M 

31.8 

99.903 

794.23 

1011.24 

32157.432 

5.6391 

3.16S1 

31.9 

100.22 

799  23 

1017.61 

32461.759 

5.6480 

3.1715 

33.0 

100.53 

804.25 

1024.00 

32768.000 

5  6569 

3.1748 

32.1 

100.85 

809.28 

1030.41 

33076.161 

5.6056 

3.1781 

32.2 

101.16 

814.33 

1036.84 

33386.248 

5.6745 

3.1814 

33.3 

101.47 

819.40 

1043.29 

33698.267 

5.6833 

3.1847 

32.4 

loi . 79 

824  48 

1049.76 

34012.224 

5.6921 

3.1880 

32.5 

102.10 

829.58 

1056.25 

34323.125 

5.7008 

31913 

32.6 

102.42 

834.69 

1062.76 

34645.976 

5.7096 

3.1945 

32.7 

102.73 

839.82 

1069.29 

34965 . 783 

5.7183 

3.1978 

32.8 

103.04 

844.96 

1075.84 

35287.552 

5.7271 

3.2010 

32.9 

103.36 

850.12 

1082.41 

35611.289 

5.7358 

3.2043 

33.0 

103.67 

855.30 

1089.00 

35937.000 

5.7446 

3.2075 

33- 1 

103.99 

860.49 

1095.61 

36264.691 

5-7532 

3.2108 

33.2 

104.30 

865 . 70 

1102.24 

36594  368 

5.7619 

3.2140 

33.3 

104.62 

870.92 

1108.89 

36926.037 

5.7706 

3.2172 

33.4 

104.93 

876.16 

1115.56 

37259-704 

5.7792 

3.2204 

33.5 

105.24 

881.41 

1122.25 

37595.375 

5.7879 

3.2237 

33.6 

105 . 56 

886.68 

1128.96 

37933.056 

5. 79^)5 

3 .  22f)9 

33.7 

105.87 

891.97 

1135.69 

38272.753 

5.8051 

3.2301 

33.8 

106.19 

897.27 

1142.44 

38614.472 

5.8137 

3.2132 

33.9 

106.50 

902.59 

1149.21 

38958.219 

5-8223 

3.2364 

34.0 

106.81 

907.92 

1156.00 

39304.000 

5.8310 

3.2396 

34.1 

107.13 

913.27 

1162.81 

39651.821 

5.8395 

3-2428 

34. a 

107.44 

918.63 

1169.64 

40001.688 

5 . 8480 

3 .  24f)0 

34.3 

107.76 

924.01 

1176.49 

40353  607 

5.8566 

1  3.2491 

34.4 

108.07 

929.41 

1183.36 

40707.584 

5.8651 

3.2522 
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n 

108.38 

4 

i«« 

*• 

^- 

s 

34-5 

934.82 

1190.15 

41063.625 

5.8736 

3.2554 

34.6 

108.70 

940.25 

1 197. 16 

41421.736 

5.8821 

3.2586 

34.7 

109.01 

945.69 

1204.09 

41781.923 

5.8906 

3  2617 

34. ft 

109.33 

951x5 

I2II.O4 

42144.192 

5.8991 

3  2648 

34-9 

109.64 

956.62 

I218.OI 

42508.549 

5.9076 

3.2679 

35.0 

109.96 

962.11 

1225.00 

42875.000 

5.9161 

3.2710 

35.1 

no. 27 

967.62 

1232.01 

43243.551 

5.9245 

3.2742 

35.2 

110.58 

973.14 

1239.04 

43614.208 

5.9329 

3-2773 

35.3 

110.90 

978.68 

1246.09 

43986.977 

5.9413 

3.2804 

35.4 

III. 21 

984.23 

1253.16 

44361.864 

5.9497 

3  2835 

35-5 

III  53 

989.80 

1260.25 

44738.875 

5.9581 

3.2866^ 

35.6 

III. 84 

995  38 

1267.36 

45118.016 

5.9665 

3.2697 

35.7 

112.15 

1000.98 

1274.49 

45499.293 

5-9749 

3.2927 

35.8 

112.47 

1006.60 

1281.64 

45S82.712 

5.9833 

3.2958 

35  9 

112.78 

1012.23 

1288.81 

46268.279 

5.9916 

3.2989. 

36.0 

H3.10 

1017.88 

1296.00 

46656.000 

6.0000 

3-3019 

3^1 

113. 41 

1023.54 

1303.21 

47045.881 

6.0083 

3  3050 

36.2 

113.73 

1029.22 

1310.44 

47437.928 

6.0166 

3.308a 

36.3 

114.04 

1034.91 

1317.69 

47832.147 

6.0249 

3.3111 

36.4 

114.35 

1040.62 

1324.96 

48328.544 

6.0332 

3.3141 

39.5 

114.67 

1046.35 

1332.25 

48627.125 

6.0415 

3.3171 

36.6 

114.98 

1052.09 

1339.56 

49027.896 

6.0497 

3.3203 

36  7 

115.30 

1057.84 

1346.89 

49430.863 

6.0580 

3 • 3232 

36.8 

115. 61 

1063.62 

1354.24 

49836.032 

6.0663 

3  3263 

36.9 

115.92 

1069.41 

I361.61 

50243.409 

6.0745 

3.3«92 

37.0 

116.24 

1075.21 

1369.00 

50653.000 

6.0827 

3.3323 

37.1 

116.55 

1081.03 

1376.41 

51064. 811 

6.0909 

3-3352 

37.2 

116.87 

1086.87 

1383.84 

51478  848 

6.0991 

3  3383 

37.3 

117. 18 

1092.72 

1391.29 

51895.117 

6.1073 

3.3412 

37.4 

117.50 

1098.58 

1398.76 

52313.634 

6. I 155 

3.3442 

37.5 

117. 81 

1104.47 

1406.25 

52734.375 

6.1237 

3.3472 

37.6 

118. 12 

I  no.  36 

1413.76 

53157-376 

6.1318 

3.3501 

37.7 

118.44 

1116.28 

1421.29 

53582.633 

6.1400 

3.3531 

37.8 

118.75 

II22.2I 

1428.84 

54010.152 

6.1481 

3.3561 

37.9 

119.07 

II28.I5 

1436.41 

54439.939 

6.1363 

3.35?o 

38.0 

119.38 

II34.II 

1444.00 

54872.000 

6.1644 

3.3620 

38.1 

119.69 

1140.09 

1451.61 

55306.341 

6.i7«5 

3.3649 

38.2 

120.01 

1146.08 

1459.24 

55742.968 

6.1806 

3 . 3679 

38.3 

120.32 

1152.09 

1466.89 

5618 I. S67 

6.1887 

3.37«8 

38.4 

120.64 

1158.1a 

1474.56 

56683.104 

6.1967 

3. 3737 

38.5 

120.95 

II64.16 

1482.95 

57066.685 

6.8Q48 

3.3767 

38.6 

121.27 

II7O.8I 

1489.96 

57512.456 

6.3139 

3.3796 

38.7 

121.58 

1176.28 

1497.69 

57960.603 

6.2209 

3.3825 

APfEXOIX 
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CoxsT  Axr  >^C0mtimm^ 


1 

1 

4 

m* 

■• 

*• 

3B.8 

UI.S9 

1162.37 

1505.44 

58411.072 

6.2289 

3  3>54 

3«.Q 

188.81 

1183.47 

1513. 81 

«8S63.SC9 

6.2370 

3  5^^>3 

».o 

I88.58 

119459 

I 581 .00 

c9';i9.aDo 

6.2450 

5.3912 

99-1 

188. 84 

I8OO.7S 

1528.81 

59770.471 

6.2550 

3.3VMI 

39.2 

123.15   1 

1206.37 

1536.64 

60236  2SS 

6.20I0 

3.3g^> 

39-3 

I83.46 

1213.04 

1544  49 

00095.4^7 

6.2t>So 

3  3^W9 

39-4 

I83.7« 

I8I9.22 

1552.36 

61162.9S4 

6.2709 

3.402$ 

39-5 

134.09 

1225.48 

1560.25 

61629.875 

6.2S4Q 

3.4056 

39-6 

124.41 

1231.63 

1568.16 

62099  136 

6.292$ 

3.4085 

39-7 

124.72 

1237-56 

1576.09 

62570.773 

6.^006 

3  4"4 

39  8 

125.04 

1244.10 

1584.04 

63044.792 

6.30S7 

3  4142 

39-9  , 

18535 

1250.36 

1592.01 

63521.199 

6.3166 

3.4171 

40.0  ■ 

135.66 

1256.64 

1600.00 

64000.000 

6.3245 

3.4200 

40.1 

125.98 

1262.93 

1608.01 

64481.201 

6.3325 

3.4228 

40.2 

126.29 

1269.23 

1616.04 

64964.  SoS 

6.3404 

3.4256 

40.3 

186. 6x 

1275.56 

1624.09 

65450. S27 

6.3482 

3.4285 

40.4  ' 

186.92 

1281.90 

1632.16 

65939-864 

6.3561 

3.4313 

40.5 

127.23 

12SS.25 

1640.25 

66430.125 

6.3639 

3  4341 

40.6 

187. 55 

1294.62 

164S.36 

66923.416 

6.371S 

3  4370 

40.7 

127.86 

1301.00 

1656  49 

67419.143 

6.3706 

3  43q8 

40.8 

188. 18 

1307.41 

1664.64 

67911.312 

6.3S75 

3.4420 

4D.9 

188. 49 

1313.82 

1672.81 

68417.929 

6.3953 

3.4454 

41.0 

138. 81 

1320.25 

1681.00 

68921.000 

6.4031 

3.4482 

41. 1 

I89.I8 

1326.70 

i68q.2i 

69426.531 

6.4109 

3.4510 

41.2 

129.43 

1333.17 

1697.44 

69934-528 

6.4187 

3.4538 

41.3 

129.75 

I33Q-65 

1705.^*9 

70444.997 

6.4265 

3.4566 

41.4 

130.06 

1346.14 

1713.96 

70957.944 

6.4343 

3.4594 

41  5 

130.38 

1352.65 

1722.25 

71473.375 

6.4421 

3  4622 

41.6 

130.69 

1359.18 

1730.56 

71991-296 

6.449S 

3.4650 

41.7 

131.00 

1365.72 

1738.89 

72511.713 

6.4575 

3.4677 

41.8 

131.32 

1372.28 

1747.24 

73034.632 

6.4653 

3.4705 

41.9 

131.63 

1378.85 

1755.61 

73560.059 

6.4730 

3.4733 

43.0 

131  95 

1385.44 

1764.00 

74068.000 

6.4807 

3.4760 

48.1 

132.26 

1392.05 

1772.41 

74618.461 

6.4884 

3.4788 

42.2 

132.58 

1398.67 

1780  84 

75151.448 

6.4961 

3.4815 

48.3 

132. 89 

1405.31 

1789.29 

75686.967 

6.5038 

3 . 4843 

48  4 

133.20 

1411.96 

1797.76 

76225.024 

6.5115 

3.4870 

4A.5 

133-58 

1418.63 

1806.25 

76765.625 

6.5192 

3.4898 

48.t 

133-83 

1425.31 

1814.76 

7730S.776 

6.5268 

3.4985 

42.7 

134.15 

1432.01 

1823.29 

77854.483 

6.5345 

3  4952 

-ll.« 

134.46 

1438.72 

1831.84 

78402.752 

6.5422 

3.4080 

^.^ 

134.77 

1445.45 

( 

1840.41 

7»953  569 

6.5498 

3.5007 
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■ 

1 

• 

" 

-i 

■• 

■• 

♦^ 

h 

43. o 

135-09 

USa-ao 

.849.00 

79307. ooo 

6.5574 

3.5034 

43-1 

135.40 

145S.96 

1857.61 

80063.991 

6.565. 

3-5061 

43.  a 

135.7a 

1465.74 

tB66.34 

S0631.56S 

6.5737 

3-5088 

■43.3 

r36.03 

1473.54 

.874.89 

81183.737 

6.5B03 

3S>i5 

43  4 

136-35 

1479.34 

1883.56 

B 1746. 504 

6.3679 

3  5 '43 

43.5 

136.66 

i486.. 7 

1892.35 

83313.875 

6-5954 

3-5169 

43.6 

136.97 

1493  01 

1900.96 

S3S8I.836 

3-5196 

43-7 

137.29 

1499.87 

1909,69 

83433.453 

6.6106 

3-5333 

43.8 

137-0(1 

1506.74 

.918.44 

84037.67a 

6.6182 

3.5350 

43-9 

137-qa 

1313.63 

1937.31 

84604.319 

6.6357 

3-5377 

44.0 

13B  33 

15*3.53 

1936.00 

85184.000 

6.6333 

3.5303 

44.1 

138.34 

1537-45 

1944.81 

85766.131 

6.6408 

3.5330 

44.2 

138.86 

1534-39 

.953.64 

86350.888 

6.6483 

3-5357 

44.3 

139.17 

1541-34 

1962.49 

86938.307 

6.655S 

3-3384 

139.49 

1548.30 

1971.36 

87528.384 

6.6633 

3-54'o 

44  5 

i3g,6o 

155s. 38 

1980.35 

89131.135 

6.5708 

3-3437 

44-6 

140.1a 

1563.18 

1989.16 

88716.536 

6.6783 

3  5463 

44-7 

140.43 

1569.30 

1998.09 

89314.633 

6.6858 

3-549" 

44. fl 

140.74 

1576.33 

2007.04 

89915,393 

6.6933 

3.5516 

44-9 

141.06 

IS83.37 

aoi6.oi 

90513.849 

6.7007 

3-5543 

45 -o 

141-37 

1590.43 

3025.00 

91125.000 

6.708a 

3-5569 

4S-> 

141.69 

1597- 51 

3034,01 

91733.851 

6.7156 

3-5595 

45.3 

14a. 00 

lf>04,6o 

3043  04 

93345-408 

6.7331 

3-563, 

4S.3 

143.31 

16...71 

3053.09 

93959-677 

6.7305 

3.5648 

45.4 

141.63 

1618.83 

3061.. 6 

93576,664 

6.7379 

3-5674 

4S-S 

143.94 

1635-97 

3070.35 

94196,375 

6.7454 

3.5700 

45.6 

143. fl6 

1633.13 

3079,36 

9481S.S16 

6.7538 

3,5736 

45.7 

143-57 

95443-993 

6.7603 

3.5753 

45.8 

143.88 

I647-48 

2097.64 

96071,913 

6.7676 

3.5778 

45-9 

144-30 

1654.68 

aio6.3i 

96702.579 

6-7749 

3.5805 

46.0 

144. SI 

1661.90 

31 16.00 

97336.000 

6.7833 

3.5S30 

46.1 

144-83 

1669.14 

3125.31 

97973. 8 I 

6.7897 

3.5856 

46.3 

145.14 

1676.39 

3134.44 

9B611.138 

6.7971 

3.588a 

46.3 

145,46 

1683.65 

2143.69 

99353.847 

6.8044 

3.5908 

46.4 

»45.77 

1690,93 

3153   96 

99897.34-1 

6.8117 

3-5934 

46-5 

146.08 

I6g8.3j 

2.63.35 

100544.635 

6.8.91 

3.5960 

46.6 

146.40 

1705 -54 

3171.56 

101194,696 

6.8364 

3.5986 

46  7 

146.71 

1713. 87 

2180.89 

101847,563 

6-8337 

3-6011 

46.8 

147.03 

1730.31 

3190.34 

103503.233 

6.8410 

3-6037 

46.9 

t47-3-t 

'737  57 

3199.61 

103161.709 

6.8484 

3.6063 

47-0 

"47  65 

1734-94 

3309.00 

103833.000 

6.8556 

3-6088 

47.1 

147.97 

1743.34 

33.8,41 

104487.111 

6.B629 

3.6114 

47. a 

148.88 

1749.74 

3337.34 

105154.048 

6.8703 

3.6139 

U      J 

Cone 

Arj'£y'i>:. 

.V, 

475 

- 

- 

4 

- 

■> 

•• 

47-3 

148.60 

1757.16 

223?  20 

I05S23.S17 

6.S-*« 

5.^:^J 

474 

148.91 

1:64  60 

«4fc  :t> 

iOCi«96.424 

6.S^- 

5  MOC^ 

475 

M9.«3 

177*05 

2256 . 25 

io7i7i.Sr5 

6   NJSO 

5  wit' 

47.6 

M9.54 

1779.53 

22D5    76 

107S50  176 

^.NK^t 

3  ^^l 

47.7 

M9S5 

1757-01 

3^5.39 

ioSc^i.^^% 

O-OOC^ 

5  tJ^7 

47.8 

150.17 

1794  51 

2254   54 

100215.352 

0  015? 

3  OJOS 

47-9 
48. o 

150.48 
150  So 

iao2.o3 
1S09.C6 

2294   41 
230400 

100002.2^0 

0  ox^ 
6.ot$2 

t  t^ei^ 

110502.000 

3  0V|2 

48.1 

151.11 

1S17.11 

2313   61 

III2S4.64I 

6,<i354 

3.030s 

48.3 

151.42 

1S24-67 

2323    24 

III95O.  ItvS 

0.94» 

3  0503 

48.3 

151.74 

1*52.25 

2332. 5Q 

112^7S.5^7 

^-a|o$ 

3.041$ 

48.4 

153.05 

1939.&4 

2342.56 

i» 3379  904 

o.95>> 

3  ^445 

48.5 

153.37 

1547  45 

2352.25 

1140S4  125 

6.0642 

3  040$ 

48.6 

;       153.M 

I     1S55.06 

2361.96 

114791.250 

0.0714 

3  «M*J5 

48.7 

153  00 

1S62.72 

2371.69 

115501.3103 

6.Q7S5 

3.051$ 

48.8 

153.31 

1S70.35 

3581.44 

116214.272 

c».0$57 

3  ^543 

48.9 

153.62 

1578.05 

3391.21 

116930.169 

0.092$ 

3  050S 

49.0 

I53.9» 

1885-74 

;       2401 .00 

117649.000 

7.0000 

3.^5'^3 

49.1 

154.35 

1893-45 

■       2410.81 

11S370.771 

7-0071 

3  t*oi$ 

49.2 

154.57 

1901.17 

2420.64 

11909^.488 

7.0143 

3.6043 

49.3 

15488 

1908.90 

2430.49 

119S23.157 

7.0214 

3.000$ 

49-4 

155.19 

1916.65 

2440.36 

120553. 7S4 

7.02S5 

3.«*02 

49.5 

155  51 

1924.42 

3450.35 

1212S7  375 

7.0356 

3  6717 

49.6 

155.83 

1932.21 

2460.16 

122023.936 

7  0427 

3  ^743 

49-7 

1       156.14 
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Comparison  of  Thermometers — ConHmud, 
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DENSITIES  AND  VOLUMES  OF  WATER. 
Kopp;  Corrected  by  Portes. 
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Tbmphkatures  and  Pkessuus,  Saturated  Stbam — Coniimud. 
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IX. 


METRIC  STEAM  AND  WORK  TABLE. 
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The  column  headed  "  £/""  in  the  table  of  the  properties  of 
saturated  steam  is  useful  for  reducing  the  performance  of  differ- 
ent boilers  to  a  common  standards— this  standard  being  that 
most  generally  accepted  by  engineers :  the  equivalent  evapora- 
tion at  atmospheric  pressure  and  the  temperature  of  boiling 
water,  or,  as  it  is  frequently  called,  the  evaporation  from  and  at 
212°.  In  the  table  it  is  assumed  that  the  temperature  of  the 
feed-water  is  32°,  and  an  auxiliary  table  is  added,  giving 
corrections  for  any  temperature  of  feed  from  32°  to  2 12°. 


CORRECTION  FOR  TOTAL  HEAT  IN  UNITS  OF  EVAPORATION. 
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XIV. 
COMPOSITION  OP  VARIOUS   FUELS  OF  THE  UNITED  STATES. 
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XV. 

HORSE-POWER   PER   POUND   MEAN   PRESSURE. 
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